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ss CHAPTER A 


Background 


1.0 INTRODUCTION 


In this chapter we give a simplified description of a power system. The system 
sists of power sources, called generating plants (or generators), power end users, calle 
loads, and a transmission and distribution network that connects them. Di o 
monly the generating plants convert energy from fossil or nuclear fuels, or from falling 
water, into electrical energy. 


1.1 ELECTRIC ENERGY 


Electricity is only one of many forms of energy used in industry, homes, rao > 
transportation. It has many desirable features; it is clean (particularly att i po 3 
use), convenient, relatively easy to transfer from point of source to p of use, 
highly flexible in its use. In some cases it is an irreplaceable source i D ee M 
Figure 1.1 is a useful summary of electric energy sources and their transi i 
end uses for the United States in 1996. The basic energy sources are shown go : 
left. The end uses of the electricity are shown on the right. Only about one-th i 
the resource energy is converted into electricity; about two-thirds is lost as “was ; 
heat.” In some cases this heat is not wasted. It can be used for heating homes an 
i industrial processes. 
ee or a & D losses are transmission and distribution losses ( aor 
10% of the net generation of electricity). Also, note the significant aes 0 on 
utility energy generated in 1996. Changes in government energy policy aes 
couraged this growth. In the périod from 1990 to 1995, nonutility power gene 
9 
g Hist 12 provides more detail regarding the major sources of at 
generated electrical energy and some trends in their relative importance. It can be 
seen that most of the production has been in conventional steam plants. oe 
tional steam refers to steam generation by burning coal, petroleum, or gas. In ne 
approximately 3000 billion kilowatthours of electricity were produced. Of this, coa. 
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Electric utilities 
U.S. electricity flow, 1996 
(quadrillion Btu) 
Coal 17.91 
Conversion f Plantuse T&D 
Energy losses of electricity losses 
a consumed 21.08 055 0.99 Exported 
Natural gas to generate ‘ electricity 
__ 2.80 __ electricity á 2 0.02 Residential 
Petroleum 0.73 32.13 ae - ao 3.68 
Nuclear electric a N ~ 
power 7.17 TOSS et generation Retai cil 
Power jdi : TA etail sales of aa 
Hens generation of of electricity electricity ie Commercial 3.03 7 
power 3,39 electricity 1105 10.50 end users 10.52 — 
cer peepee n 3 Industrial 3.47 
Geothermal Deliveries f £ o x 
and oth enes trom \ Imported / / 
0.13 ni electric utilities detrit E a 5 ag ic 
015 /f or 0, 
x es 3 
Nonutility power producers „90 oe Deliveries to 
Energy consumed for C% gino es h ha utilities Deliveries to other end users 0.06 
industrial processes/ cock SENG = 
products and to produce ks 


steam to generate electricity Gross generation 1.77 
Facility use (including losses) 0.88 l 


Figure 1.1 U.S. electricity supply and demand, (From Annual Ener 
Review 1996, U.S. Department of Energy.) 4 


accounted for approximately 56%, petroleum 2%, natural gas 8% (totaling 66% for 
conventional steam), hydropower 11%, nuclear power 22%, and others, including gas 
turbines, about 2%. Note that nuclear and geothermal power plants also generate 
steam but not by burning fossil fuels. 

The units used in Figure 1.1 are quadrillion Btu (10"°, or quads), while those in 
Figure 1.2 are in billion kilowatthours (or 10° watthours or gigawatthours). In at- 
tempting to align the figures, we can use the conversion factor Matt = 3.413 Btu/hr. 

Turning to the growth in utility electricity production, we see in Figure 1.2 an 
almost exponential growth rate until about 1973. Until that time electricity use dou- 
bled every 10 years or so. Subsequently, the growth rate dropped, at first reflecting 
the general slowdown of worldwide economic growth precipitated in large part by the 
oil crisis of 1973 and later by an increasing awareness of the cost-effectiveness of en- 
ergy conservation. 

Figure 1.3 shows the growth in installed utility-generating capability in the Unit- 
ed States. In 1996, of the total installed generating capability of approximately 710 
million kilowatts, some 63% was conventional (fossil fuel) steam, 14% was hy- 
dropower, 14% was nuclear, 8% was gas turbine, and others totaled about 1%. Com- 
paring these with the production figures given earlier, we see great differences in the 
utilization rates of the various sources. Nuclear power has the highest rate. Gas 
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Figure 1.2 Electric utility energy production (United States). (Fram 
Annual Energy Review 1996, U.S. Department of Energy.) 


turbines and internal combustion engines are among the lowest in the rate of uti- 
lization. We will discuss the reasons in a moment. 

First, it is interesting to calculate an overall utilization factor for 1996. Sup- 
pose that it had been possible to utilize the 710 million kilowatt capability full time. 
Then the plants would have produced 710 X 10° x 8760 = 6220 x 10” watthours 
in 1996. They actually produced 3078 x 10" watthours. Thus the annual capabili- 
ty factor or load factor was 3078/6220 = 0.49 or 49%. Why isn’t the figure higher? 

There are two main reasons. The first is that generating units are not always 
available for service. There is downtime because of maintenance and other sched- 
uled outages; there are also forced outages because of equipment failures. The avail- 
ability of fossil-fuel steam turbine units ranges from about 80% to about 92%. 

The second reason involves a characteristic of the load. While there must be 
enough generating capability available to meet the requirements of the peak-load 
demand, the load is variable, with daily, weekly, and seasonal variations, and thus has 
a lower average value. The daily variations are roughly cyclic with a minimum value 
(the base load) typically less than one-half of the peak value. A typical daily load 
curve for a utility is shown in Figure 1.4. The (weekly) capability factor for this par- 
ticular utility is seen to be approximately 65%. 
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Figure 1.3 Electric utility generating Capability in the United States in the 


summer. (Fram Annual Energy Review, 1 996, U.S. Department of Energy.) 


l In meeting the varying load requirements, economic considerations make it de- 
sirable to utilize plants fully with low (incremental) fuel costs while avoiding the use 
of plants with high fuel costs. This, in Part, explains the use of nuclear plants for base- 
load service and gas turbines for peaking-power service: the different rates of uti- 
lization of these sources were noted earlier. 

l Finally, it is interesting to reduce the enormous numbers describing produc- 
tion and generating capability to human terms. In 1996 the U.S. population was 


Base load 


System load (% of capability) 


Figure 1.4 Daily load output 
(typical week), 


Mon, Tues, Wed. Thur, Fri, Sat. Sun, 
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approximately 265 million. Thus, there was a generating capability of approximate- 
ly 710/265 = 2.68 kW per person. Using the figure 0.49 for the capability (or load) 
factor, this translates into an average use of energy at the rate 1.3 kW per person. 
The latter figure is easy to remember and gives an appreciation of the rate of elec- 
tricity consumption in the United States. 

In the next few sections we consider some typical power plant sources of ener- 
gy: fossil-fuel steam plants, nuclear plants, and hydroelectric plants. Space does 
not permit a detailed physical description. For more details, see a standard 
reference such as the McGraw-Hill Encyclopedia of Energy. The Web site www. 
powerlearn.ee.iastate.edu offers pictures of various items of power equipment. If 
you can arrange it, there is nothing better than a visit to a power plant. 


1.2 FOSSIL-FUEL PLANT 


Coal 


Pulverizer 


In a fossil-fuel plant, coal, oil, or natural gas is burned in a furnace. The combustion 
produces hot water, which is converted to steam, and the steam drives a turbine, which 
is mechanically coupled to an electric generator. A schematic diagram of a typical 
coal-fired plant is shown in Figure 1.5. In brief, the operation of the plant is as fol- 
lows: Coal is taken from storage and fed to a pulverizer (or mill), mixed with pre- 
heated air, and blown into the furnace, where it is burned. 

The furnace contains a complex of tubes and drums, called a boiler, through 
which water is pumped; the temperature of the water rises in the process until the 
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Figure 1.5 Coal-fired power station (schematic). 
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water evaporates into steam. The steam passes on to the turbine, while the combus- 
tion gases (flue gases) are passed through mechanical and electrostatic precipitators, 
which remove upward of 99% of the solid particles (ash) before being released to the 
chimney or stack. 

The unit just described, with pulverized coal, air, and water as an input and 
steam as a useful output, is variously called a steam-generating unit, or furnace, or boil- 
er. When the combustion process is under consideration, the term furnace is. usual- 
ly used, while the term boiler is more frequently used when the water-steam cycle is 
under consideration. The steam, at a typical pressure of 3500 psi and a temperature 
of 1050°F is supplied through control and stop (shutoff) valves to the steam turbine. 
The control valve permits the output of the turbine-generator unit (or turbogenera- 
tor) to be varied by adjusting steam flow. The stop valve has a protective function; 
it is normally fully open but can be “tripped” shut to prevent overspeed of the 
turbine-generator unit if the electrical output drops suddenly (due to circuit- 
breaker action) and the control valve does not close. 

Figure 1.5 suggests a single-stage turbine, but in practice a more complex multi- 
stage arrangement is used to achieve relatively high thermal efficiencies. A repre- 
sentative arrangement is shown in Figure 1.6, Here, four turbines are mechanically 
coupled in tandem and the steam cycle is complex. In rough outline, high-pressure 
steam from the boiler (superheater) enters the high-pressure (HP) turbine. Upon 
leaving the HP turbine, the steam is returned to a section of the boiler (reheater) and 

then directed to the intermediate-pressure (IP) turbine. Leaving the IP turbine, 
steam (at lower pressure and much expanded) is directed to the two low-pressure 
(LP) turbines. The exhaust steam from the LP turbines is cooled in a heat exchang- 
er called a condenser and, as feedwater, is reheated (with steam extracted from the 
turbines) and pumped back to the boiler. 

Finally, we get to the electric generator itself, The turbine turns the rotor of 
the electric generator in whose stator are embedded three (phase) windings. In the 
process mechanical power from the turbine drive is converted to three-phase alter- 
nating current at voltages in the range from 11 to 30 kV line to line at a frequency of 
60 Hz in the United States. The voltage is usually “stepped upy transformers for 
efficient transmission to remote load centers. 

A generator (also called an alternator or synchronous generator) is shown in 
longitudinal cross section in Figure 1.7; the transverse cross section is approximate- 
ly round. The rotor is called round or cylindrical or smooth. We note that steam- 
driven turbine generators are usually two pole or four pole, turning at 3600 rpm or 
1800 rpm, respectively, corresponding to 60 Hz. The high speeds are needed to 
achieve high steam turbine efficiencies. At these rotation rates, high centrifugal forces 
limit rotor diameters to about 3.5 ft for two-pole and 7 ft for four-pole machines. 

The average power ratings of the turbine-generator units we have been de- 
scribing have been increasing, since the 1960s, from about 300 MW to about 600 MW, 
with maximum sizes up to about 1300 MW. Increased ratings are accompanied by in- 
creased rotor and stator size, and with rotor diameters limited by centrifugal forces, 
the rotor lengths have been increasing. Thus, in the larger sizes, the rotor lengths | 
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Figure 1.6 Thermodynamic cycle diagram. 
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Figure 1.7 An 1800-M\VA four-pole {operating at 1800 rpm) synchro- 
less excitation equipment. (Courtesy Utility Power Corporation.) 
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may be five to six times the diameters. These slender rotors resonate at critical speeds 
below their rated speeds, and care is required in operation to avoid sustained oper- 
ation at these speeds. ` 

We will consider next the overall efficiency available from a coal-fired power 
plant. As an example we can use a unit at the Paradise power plant of the Ten- 
nessee Valley Authority, with a capability of 1150 MW. The net efficiency deter- 
mined experimentally is about 39% (i.e., 39% of the chemical energy in the coal 
is converted into electrical energy). This figure compares favorably with the in- 
dustry average of approximately 30%. Although improved technology can raise 
the efficiency beyond 39%, there are inherent theoretical limitations (based on 
thermodynamic considerations) in the conversion process in the turbine. An 
upper bound is found by considering the maximum efficiency as given by the 
Carnot cycle efficiency (T, — T,)/T,, where T, is the temperature in degrees 
Kelvin of the heat source (superheated steam in our case) available to an ideal 
heat engine (at constant temperature), and T, is the corresponding temperature 
of the heat sink (the temperature of the cooling water in the condenser in our 
case). For the Paradise plant these temperatures are approximately 812°K 
(1003°F) and 311°K (100°F), respectively. Thus, the Carnot efficiency is about 
62%. In fact, the heat cannot be supplied at 1003°F to all the turbine blades of 
even just the high-pressure turbine, and for this and other reasons the theoreti- 
cal efficiency drops to about 53%. Taking practical imperfections into account, 
the actual turbine efficiency drops to about 89% of the theoretical value, or ap- 
proximately 47%. Considering, then, typical boiler efficiencies of 88% (for con- 
version of chemical energy to heat) and generator efficiencies of 99%, we get an 
overall fractional efficiency of n = 0.47 X 0.88 X 0.99 = 0.41, which, considering 
the crudeness of the calculations, is a reasonable check of the experimental fig- 
ure of 0.39. Note the fact that 61% of the fossil-fuel chemical energy is convert- 
ed to waste heat. The best hope for increased thermodynamic efficiency is to 
raise the steam temperature, but there are some practical difficulties here. 

When we consider the tremendous quantities of waste heat generated in the 
production of electricity, it is apparent that there is an opportunity to save fuel by 
the simultaneous generation of electricity and steam (or hot water) for industrial use 
or space heating. Called cogeneration, such systems have long been common here and 
abroad. Currently, there is renewed interest in them because the overall energy ef- 
ficiencies are claimed to be as high as 60 to 65%. 

There are different types of cogeneration systems. In a topping system elec- 
tricity is delivered at the “head end” of the cycle and the heat exhaust is a useful by- 
product. In a bottoming system the head end of the cycle is an industrial process in 
which waste heat is a by-product; this waste heat is then used to drive a turbogener- 
ator. There are variations of these basic schemes as well. 

Finally, we note some problems associated with the use of coal-fired power 
plants. Mining and transportation of coal, present safety hazards and other social 
costs. Coal-fired plants share environmental problems with some other types of 
fossil-fuel plants; these include acid rain and the greenhouse effect. 
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1.3 NUCLEAR POWER PLANT 


Controlled nuclear fission is the source of energy in a nuclear power plant. In the 
process of fission, heat is generated that is transferred to a coolant flowing through 
the reactor. Water is the most common coolant, but gases, organic compounds, liq- 
uid metals, and molten salts have also been used. 

In the United States the two most common types of nuclear plants, collective- 
ly called light-water reactors, are the boiling-water reactor (BWR) and the pressurized- 
water reactor (PWR), and both use water as coolant. 

In the BWR the water is allowed to boil in the reactor core; the steam is then 
directed to the turbine. In the PWR there may be two or more cycles or loops linked 
by heat exchangers but otherwise isolated from each other. In all but the last stage 
(the secondary of which carries steam to the turbine) the water is pressurized to 
prevent steam generation. A schematic diagram of a two-loop system with a single 
heat exchanger (called the steam generator) is shown in Figure 1.8. The pressuriz- 
er is not shown. 

Although it might appear that the only difference between a nuclear plant and 
a fossil-fuel plant is the way the steam is produced (i.e., by nuclear reactor/steam gen- 
erator rather than furnace/boiler), there are some other differences. For example, nu- 
clear steam generators are presently limited in their temperature output to about 
600°F (compared with about 1000°F for a fossil-fuel plant). This has a negative im- 
pact on thermal efficiency (30% instead of 40%) and on steam conditions in the 


containment structure steam line 


Figure 1.8 Pressurized-water reactor. (Courtesy of Atomic In- 
dustrial Forum.} 
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turbines. There are, of course, major differences in the fuel on e (supply and dis- 
posal) and in requirements for plant safety. 


4.4 HYDROELECTRIC POWER PLANT 


Hydroelectric generation is an important source of power in the United States, ac- 
counting for approximately 14% of the installed generating capability and 11% of the 
energy production in 1996. Hydroplants are classified as high head (over 100 ft) or 
low head. The term head refers to the difference of elevation between the upper 
reservoir above the turbine and the tail race or discharge point just below the turbine. 
For very high heads (600 to 6000 ft) Pelton wheels or impulse turbines are used; these 
consist of a bucket wheel rotor with one or more nozzles directed at the periphery. 
For medium-high heads (120 to 1600 ft) Francis turbines are used. These turn on a 
vertical axis, with the water entering through a spiral casing and then inward through 
adjustable gates (i.e., valves) to a runner (i.e., turbine wheel) with fixed blades. The 
low-head Kaplan-type turbine is similar but has adjustable blades in the runner. The 
efficiency of these turbines is fairly high, in the neighborhood of 88 to 93% when op- 
erating at their most efficient points. 

Figure 1.9 shows a cross section through a hydroelectric plant with a Kaplan tur- 
bine. Some of the generator features should be noted. The rotation axis is vertical. 
With a speed of 144 rpm we would have 50 poles to generate 60 Hz. These poles are 
mounted on the periphery of a spoked wheel called a spider. There is space between 
the poles to accommodate the pole windings. The rotor is called by the descriptive 
title salient pole. l 

We note a highly desirable feature of hydropower plants: the speed with which 
they may be started up, brought up to speed, connected to the power network, and 
loaded up. This process can be done in under five minutes, in contrast to many hours 
in the case of thermal plants; the job is also much simpler and adaptable to remote 
control. Thus, hydropower is well suited for turning on and off at a dispatcher’s com- 
mand to meet changing power needs. When water is in short supply, it is desirable to 
use the limited available potential energy sparingly, for periods of short duration, to 
meet the peak-load demands. When water is plentiful, with the excess flowing over 
the spillway of the dam, base-loading use is indicated. 

Hydropower can effectively meet peak demand in locations without suitable 
water flows by using pumped storage. In this scheme water is pumped from a lower 
reservoir to a higher one during off-peak times (generally at night) and the water is 
allowed to flow downhill in the conventional hydroelectric mode during times of 
peak demand. Off peak, the generators, operating as motors, drive the turbines in re- 
verse in a pumping mode. The overall efficiency is only about 65 to 70%, but the 
economics are frequently favorable when one considers the economics of the over- 
all system, including the thermal units. Consider the following. It is not practical 
to shut down the largest and most efficient thermal units at night, so they are kept 
online, supplying relatively small (light) loads, When operating in this mode the 
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Figure 1.9 Cross section through powerhouse and dam. Grand 
Coulee plant (Kaplan turbine). (From McGraw-Hill Encyclopedia 

of Energy, 2nd ed., Sybil P Parker, ed., © 1977. Gdurtesy of 
McGraw-Hill Book Company, New York.) 


pumping power may be supplied at low incremental costs. On the other hand, at the 
time of peak demand the pumped storage scheme provides power that would other- 
wise have to be supplied by less efficient (older) plants. In a sense, from the point of 
view of the thermal part of the system, the pumped storage scheme “shaves the peaks” 
and “fills the troughs” of the daily load-demand curve. 


1.5 OTHER ENERGY SOURCES 


There are additional energy sources currently used or under development. These 
include the following: gas turbines, biomass, geothermal, photovoltaic, solar thermal, 
wind power, wastes as fuel, tidal power, ocean thermal energy conversion (OTEC), 


1.6 TR 


Sec. 1.6 Transmission and Distribution Systems 13 


magnetohydrodynamic generation, generators driven by diesel engines, fuel cells, 


wave power, nuclear fusion, and the breeder reactor, 


It is in the nature of some of these new sources (for example, photovoltaic and 
wind power) that they are of small size and widely dispersed geographically. To ob- 
tain the benefits of backup power and full utilization of the locally generated power 
and to eliminate the need for expensive local storage schemes, these small sources are 
best integrated into the utility network if feasible. 


ANSMISSION AND DISTRIBUTION SYSTEMS 


The sources of electric power described in the preceding sections are usually inter- 
connected by a transmission system or network that distributes the power to the var- 
ious load points or load centers. A small portion of a transmission system that suggests 
the interconnections is shown as a one-line diagram in Figure 1.10. Various symbols 
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Figure 1.10 One-line diagram. 
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for generators, transformers, circuit breakers, loads, and the points of connection 
(nodes), called buses, are identified in the figure. Figure 1.11 shows a portion of a 
300-bus system. The section shown has 69 buses and 15 generators; the circuit break- 
ers and loads are not shown. Figure 1.11 uses a transformer symbol different from 
the one used in Figure 1.10. Ona very different scale, Figure 1.12 suggests the net- 
work of major transmission lines spanning the United States. 

The generator voltages are in the range of 11 to 30 kV; higher generator volt- 
ages are difficult to obtain because of insulation problems in the narrow confines of 
the generator stator. Transformers are then used to step up the voltages to the range 
of 110 to 765 kV. In California the backbone of the transmission system is composed 
mainly of 500-kV, 345-kV, and 230-kV three-phase lines. The voltages refer to volt- 
ages from line to line. 

One reason for using high transmission-line voltages is to improve energy 
transmission efficiency. Basically, transmission of a given amount of power (at 
specified power factor) requires a fixed product of voltage and line current. Thus, 
the higher the voltage, the lower the current can be. Lower line currents are as- 
sociated with lower resistive losses (ŻR) in the line. Another reason for high- 
er voltages is the enhancement of stability. This will be discussed in later chapters. 

A comment is in order about the loads shown in Figure 1.10. The loads 
referred to here represent bulk loads, such as the distribution system of a town, 
city, or large industrial plant. Such distribution systems provide power at various 
voltage levels. Large industrial consumers or railroads might accept power 
directly at voltage levels of 23 to 138 kV; they would then step down the voltages 
further. Smaller industrial or commercial consumers typically accept power at 
voltage levels of 4.16 to 34.5kV. Residential consumers normally receive single- 
phase power from pole-mounted distribution transformers at voltage levels of 
120/240 V. 

Although the transmission—distribution system is actually one interconnect- 
ed system, it is convenient to separate out the transmission system, as we have done 
in Figure 1.10. A similar diagram for the distribution system can be drawn with 
bulk substations replacing the generators as the sources of pwer and with lower- 
level loads replacing the bulk power loads shown in Figure 1.10. Henceforth, we 
will be discussing power systems at the transmission system level; most of the 
techniques we develop are directly applicable to the distribution system as well. 

The transmission systems of most electric utilities in the contiguous United 
States are interconnected and the systems operate as members of power pools. 
For example, the utilities in the western United States and Canada belong to the 
Western Systems Coordinating Council (WSCC). In addition, the power pools 
are themselves interconnected in a system known as the North American Power 
Systems Interconnection. The primary objective of the interconnection is im- 
proved service reliability; a loss of generation in one area can be made up by uti- 
lizing spare capacity in another area. Improved system economy is also achieved 
along the lines of the earlier discussion concerning the advantages of intercon- 
necting hydro with thermal sources, 
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Figure 1.11 One-line diagram of 69-bus system. (Courtesy of 
EPRI © 1970, On-Line Stability Analysis Study RP90-1.] 
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Figure 1.12 Major transmission facilities in service. (Courtesy of the De- 
partment of Energy and the North American Electric Reliability Council.) 
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1.7 THE DEREGULATED ELECTRIC POWER INDUSTRY 


Sections 1.2 through 1.6 provide an overview of the main components of the electric 
power industry. These components include the generation subsystem, the transmis- 
sion subsystem, and the distribution subsystem. Prior to about 1992, within a partic- 
ular geographic area, a single company owned and operated all of the subcomponents 
of this system. This company was a vertically integrated monopoly that was regulated 
by a state utilities commission or another appropriate regulatory authority, and it 
had an obligation to serve all of its customers. The customers were captive to the local 
company, and the electricity rates were set by the regulating entity in each state. The 
rates included the generation operating cost, which consists of fuel and maintenance 
costs. In addition, the costs of construction, operation, and maintenance of the trans- 
mission system and the distribution system were included in the customer rate. In this 
environment, large customers had some negotiating ability, but small businesses and 
residential customers were left with the sole option of appealing to the regulating 
entities for lower rates. 

In 1992 important federal legislation fundamentally changed all this. To fa- 
cilitate the growth of a free market electricity supply and to stimulate competition, 
the U.S. Senate passed a comprehensive National Energy Policy Act (NEPA). A 
brief description of the important elements of the new energy policy and its impact 
is given below. 

The act includes 30 Titles. Among these, Title I and Title VII are the most sig- 
nificant. Energy efficiency issues are the focus of Title I of the Act, which encourages 
integrated resource planning (IRP) and demand-side management (DSM). A new set 
of rate-making standards is introduced by the Act, requiring state utility commissions 
to assess the economic impact of bulk power electric transactions under the proposed 
rate-making standards. There is a great emphasis on reducing the costs of efficien- 
cy improvements for generation, transmission, and distribution facilities. 

In Title VII, exempt wholesale generators (EWGs) are defined as any company 
owning or operating all or part of an eligible facility and selling electricity at whole- 
sale cost. Utilities are permitted to purchase from an affiliati EWG under the ju- 
risdiction of a state commission. The Federal Energy Regulatory Commission (FERC) 
is given authority to mandate contract signing as long as such contracts were for the 
benefit of the public. This is the first step toward requiring open transmission access. 

A major focus of the changing policies is competition as a replacement for reg- 
ulation in order to achieve economic efficiency. This change in the fundamental phi- 
losophy of transacting business will result in a number of changes in the structure, 
planning, and operations of the existing power system. In 1993 the FERC issued an 
electric industry restructuring notice of proposed rulemaking (NOPR). The NOPR 
proposed the functional unbundling of the vertically integrated structure of the elec- 
tric utility companies into three parts: 


* GENCO (generation company). The GENCOs are responsible for provid- 
ing (selling) electric generation according to contracts together with needed 
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auxiliary or so-called ancillary services, which enhance reliability and quality of 
the power delivered to the customer or the transmission grid. 

e TRANSCO (transmission company). The TRANSCOs are responsible for 
maintaining all transmission equipment to facilitate the transport of electricity 
via the transmission grid according to prearranged schedules together with any 
needed auxiliary or ancillary services. 

¢ DISTCO (distribution company). The DISTCOs are responsible for provid- 
ing the physical wire system to connect the end users (customers) to the bulk 
transmission system. 


It is envisioned that these three companies would be horizontally integrated 
and would be the market players in the new competitive environment. They would 
also be coordinated by a central coordinator, or an independent contract administra- 
tor (ICA). The regulated ICA would act as an agent between the producers and the 
consumers. It would handle monetary transactions for the sale and purchase of en- 
ergy and would be rewarded by a margin of the profit from such operations. The 
ICA would coordinate the operation of the transmission network. The ICA might 
be independently owned, with a regulated rate of return, or be a joint venture of all 
players (an exchange). The producers and consumers would generate bids (sell and 
buy) to the ICA. The ICA would match the bids subject to all operational constraints. 
It would also be the responsibility of the ICA to ensure that the energy transactions 
resulting from matched bids would not overload or render the electrical transmis- 
sion system insecure. The GENCOs and DISTCOs would coordinate only via the 
prices transmitted to a central coordinator. 

The ICA could be implemented as two distinct entities, as in California, where 
a power exchange (which is a competitive wholesale spot power market) and an 
independent system operator (ISO) coexist. In all regions of the United States, a 
regional transmission group (RTG) is presently being envisioned as a means of 
coordinating system planning. The ICA would, however, be responsible for main- 
taining the security and reliability of the system. The ICA would monitor and re- 


` spond appropriately in order to remain within power system limits and 


transmission capacities. The GENCOs and DISTCOs would be required to co- 
operate with the ICA in maintaining system reliability. Supplying crucial gener- 
ator operating parameters to the ICA during the bidding process would certainly 
be part of this cooperation. 

The aforementioned structure is in the process of evolution. There could be 
changes in the structure in the final implementation. In March 1995, the FERC is- 
sued the ancillary services NOPR, representing policy on unbundling and pricing of 
ancillary services. Under this NOPR, the ancillary service would be procured by the 
ISO. The ancillary or support services could be provided by a third party, referred 
to as an ancillary services company (ANCILCO). The provider of ancillary services 
would be regulated, and the cost for the services would be set by state utility com- 
missions or other appropriate regulatory authorities. Emerging players in this new 
environment are the energy services companies (ESCOs). These may be large 
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industrial customers or customer pools. These companies would purchase power at 
the least cost from GENCOs when needed by consumers. The ESCOs would also 
contract with DISTCOs to obtain the distribution path to serve their customers. Fig- 
ure 1.13 shows this framework. 

The consequences of restructuring the electric industry can be summarized as 
follows: Generation, transmission, and distribution would be owned by private com- 
panies, Customers, both large and small, would purchase electric energy from any 
generation company. The generation company, in turn, would have to set the price 
of electricity based on a competitive market environment. The transmission system 
within a particular geographic area would still be a monopoly. Generation compa- 
nies would have to pay a fee to the appropriate transmission company or companies 
to deliver their energy. 

The rates for delivering energy would be set by state utility commissions or 
other appropriate regulatory authorities. The distribution system would also be 
owned by a separate company (typically the original utility) and would charge a de- 
livery fee. The rates for delivery would again be set by a state utility commission or 
other regulatory authority. The goal of the generation company would be to maxi- 
mize profits by increasing sales and service, while minimizing operating and mainte- 
nance costs. The transmission and distribution companies would attempt to minimize 
costs because they are regulated entities and need to justify delivery fees. The cus- 
tomers, in turn, would have to learn to minimize the cost of electric energy by care- 
fully evaluating the offers of competing electricity suppliers. This new environment 
would increase competition among GENCOs. The cost of generation would pro- 
vide the most flexibility in playing the market. This flexibility would be provided by 
the fuel contracts and the labor market. Competition would also be increased among 
ESCOs to attract more customers and to deal for better contracts with GENCOs. 
The competitive market environment would result in the price of energy being in- 
dependent of local regulating agencies. In addition, the increase in competition 
among GENCOs would result in reduced prices to customers. 

This changed market structure would have a major impact on power system op- 
eration and planning. Traditionally, vertically integrated utiliges have placed great em- 
phasis on reliability and service quality. In addition, the North American Electric 
Reliability (NERC) council sets strict reliability and adequacy criteria. As a result, 
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Figure 1.13 Electric utility industry structure in deregulated 
environment. 
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so-called ancillary services (which maintained or improved reliability and quality of 
delivered power) were an integral part of the service provided. In the competitive 
market environment, the generating company would only have the obligation to serve 
the stipulations in a contract. In this case, ancillary services typically will also have to 
be contracted. A customer might choose to accept less reliable service or less regu- 
lated voltage and frequency or a less pure sinusoidal waveshape in exchange for a 
lower price. Hence, the constraints and variables involved in operating the power 
system increase tremendously. If services are purchased from different entities, the 
need for metering also increases significantly. Some of these issues are addressed in 
later chapters. 


+ 
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Basic Principles 


2.0 INTRODUCTION 


In the steady state, most power system voltages and currents are (at least approxi- 
mately) sinusoidal functions of time all with the same frequency. We are therefore 
very interested in sinusoidal steady-state analysis using phasors, impedances, admit- 
tances, and complex power. As we will see in later chapters, some of these sinusoidal 
steady-state relations extend to an important class of transients as well. 

We assume that the reader has some familiarity with the basic ideas from cir- 
cuit theory. In this chapter we first review phasor representation and complex power, 
then introduce the theorem of conservation of complex power. Next, we consider 
three-phase circuits, balanced three-phase circuits, and per phase analysis. 


2.1 PHASOR REPRESENTATION e 


22 


At the nodes of a power system, the voltage waveform frequently can be assumed to 
be purely sinusoidal and of constant frequency. The same is true of line currents. In 
most of the analytical development in this book, we deal with the phasor represen- 
tation of sinusoidal voltages and currents, and we use the quantity V and J to indicate 
these phasors. IV! and [7| designate the magnitudes of the phasors, and 6, and 6, des- 
ignate their angles. 

A phasor is a complex number that contains the amplitude and phase angle in- 
formation of a sinusoidal function. The concept of a phasor can be developed using 
Euler’s identity, which relates the exponential function to the trigonometric functions. 


et} = cosð + j sind (2.1) 


Equation (2.1) provides us an alternative means of expressing the cosine and sine 
function. The cosine function can be represented as the real part of the exponential 
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function, and the sine function can be represented as the imaginary part of the ex- 
ponential function as follows: 


cos 6 = Re le”} (2.2) 


and 
sin = Im [e’*} (2.3) 


where Re represents the real part of and Im represents the imaginary part of 
A sinusoidal voltage function (it is conventional to use the cosine function in an- 
alyzing the sinusoidal steady state) can be written in the form suggested by Eq. (2.2): 


u(t) = Vinax COS (wt + 8y) 
= Voar Re {e4"*™} (2.4) 
= Van Re eM 


We can move the coefficient Vna inside the argument and reverse the order of the 
two exponential functions inside the argument without altering the result: 


u(t) = Re [Vne e} (2.5) 


In Eq. (2.5) Vaaxe/” is a complex number that carries the amplitude and phase 
angle of the given sinusoidal function. This complex number is by definition the con- 
ventional circuit theory phasor representation of the given sinusoidal function. This 
is the representation used in circuit theory textbooks. In power systems applications, 
however, a small modification is always used. We define an effective phasor repre- 
sentation: 


V = (Veo) V2 (2.6) 


Thus, the effective phasor representation differs from the conventional circuit theo- 
ry phasor representation by the factor V2. The reason for choosing this definition 
will be presented in the next section. In all that follows, when we use the term pha- 
sor we will mean “effective phasor.” = 

Equation (2.6) is the polar representation of a phasor. We can also obtain its 
rectangular representation as 


V = (Vinay CÒS Oy + [Vax Sin 8y)/ V2 


A: (2.7) 
= |V| cos ðy + jlVisin 0y 


2.2 COMPLEX POWER SUPPLIED TO A ONE-PORT 


We continue by reviewing some additional results from elementary circuit theory. 
Using associated reference directions, as shown in Figure 2.1, the instantaneous power 
supplied to a one-port N is p(t) = v(¢)i(t). We now assume that the voltage and cur- 
rent are both sinusoids of angular frequency w, 
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` Figure 2.4 Power into a one- 


port. 
v(t) = Vinax COS (wt + Oy) (2.8) 
i(t) = Trax cos (ot + 61) (2.9) 


Voar and Lmax are real numbers called the amplitudes, and 6y and 6, are called the 
Phases of the voltage and current, respectively. Sometimes it is convenient to use 
ZV for y and /I for 6, We now calculate p(t) using identities from trigonometry. 


P(t) = Vinaxlmax COS (wt + By) cos (wt + 6;) (210) 
= } Vinaxlmaxl COS (By — 6;) + cos (20t + Oy + 0,)] 
We see that p(?) is composed of two parts; there is a constant (average) component 
and a sinusoidal component of frequency 2w. An example illustrating the relation- 
ship between p, v, and i is shown in Figure 2.2. We note that p() is zero whenever 
either v(t) or i(f) is zero. Thus, unless v and i are in phase (or 180° out of phase) 
there will be twice as many zero crossings of p(t) as of v(t) or i(t). The component 
in (2.10) of frequency 2w is consistent with this observed behavior. In the case shown 
in Figure 2.2, the average power is positive, but in general the average p(t) can be 
positive, negative, or zero. We next define the power factor angle: 


$= Oy - 6, (2.11) 


and P, the average power over one period, T = 2ar/w. {prom (2.10) we get 


Figure 2.2 Instantaneous 
power. 
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Ice 
P= T | plt) dt (2.12) 


In applications one is normally concerned with P rather than p(¢). 
It is frequently convenient to calculate P using the phasor representations of v(t) 
and i(t). Using the (effective) phasors described in Section 2.1, 


Vut =; 
t) = Via COS (wt + Oy) SV = E el” (2.13) 
u(t) 08 (wt + By) vr 
Hence 
u(t) = Re V2 Ve“ (2.14) 


We note that IV! = Vmax / V2is the root-mean-square (rms) value of v(t) and hence 
the value read by the usual ac voltmeter. Suppose that we calculate the average 
power dissipated in a resistor with resistance R connected to a sinusoidal source of 
effective voltage V, 


17 1 po ve 
= =—| dt = — 
P [ aa T), R R 


This is the same formula we get with dc. Thus, if the effective voltage is 120 V, we 
get the same average heat energy out of the resistor as if the voltage were 120 V dc. 
This motivates the terminology effective. A similar discussion holds for effective cur- 
rent through R. Thus, we get the simple result 


iv? 
= JPR = — = [VII 
P=IUFR R | 


This simplification extends to more general cases. Thus, substituting (effec- 
tive) phasors in (2.12), we get ' 


P = $ Valmar COS $ = IVIIII cos o ia 
= Re Viel“ Ife i4 = Re VIF i 
à e 
where * designates the complex conjugate. As may be seen, the factor 7, which 
would otherwise appear in (2.15), is eliminated. Since the variable, power, is so ex- 
tensively used, the simplification is worthwhile and is universally used in power sys- 
tem analysis. . 
The quantity cos @ that occurs in (2.15) is known as the power factor (PF). 


PF = cos (2.16) 
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Figure 2.3 Complex power into N. 


Unlike the case of de, the product of voltage and current does not give the power. To 
find the power we need to multiply the product of voltage and current by the power 
factor. 

Power engineers frequently use the terminology lagging or leading power fac- 
tor, as in the following description. “A load draws 200 kW at a power factor of 0.707 
lagging.” The term lagging means that 7 lags V. Thus, we deduce that $ = 45°. 

In (2.15) we see that P = Re VI*, This raises the question of the significance 
of Im VI* and of V/* itself. In fact, these quantities are just as important as P, as we 
will attempt to show. First, let us define complex power S and reactive power Q: 


sÈ yI 
` (217) 
Q È ImVI* 
* Thus, 
h S=VI* = VIlle =P + jQ (2.18) 
| 


In (2.18) $ is described in both polar and rectangular forms and it is seen that LS= o. 
H It may be helpful to summarize the results, as shown in Figure 2.3. Using associated 
i reference directions for V and J, S is the complex power into N. If V leads I as shown, 
i both P and Q (delivered to N) are positive. 

What is the physical significance of Q? We may gain an appreciation for what 
Q means physically by considering the following cases. g. 
which N is an inductor. 


e start with the case in 


Example 2.1 
For Z = jøL 


(a) Calculate Q. 
(b) Calculate the instantaneous power into L. 
(c) Compare. 
Solution (a) Using (2.18), we have 
S=VI* = ZII* = Zi? = jee 
Q =ImS = wL IJ? 
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(b) Suppose that the current is given by i(t) = V21 cos (ot + 6); then 


ot) = LŽ = -V2 Lill sin (wt + 6) 
pit) = v(t)i(t) = -2wL IJ? sin (wt + 8) cos (wt + 8) 
= -@LII? sin Yot + 6) 


(c) Comparing the results in parts (a) and (b), we find 
p(t) = -Q sin Xot + @) 


Thus, Q is the amplitude or maximum value of the instantaneous power into N. l 
In this example we see that although the average power P supplied to the in- 

ductor is zero, there is still an instantaneous power supplied (to sustain the changing 

energy in the magnetic field) whose maximum value is Q. 

Yio et eed 


re 


Exercise 1. Repeat Example 2.1 in the case of a capacitor (ie. Z = 1/jaC ). 
SE A a a AD Rr gh ea Aco en 


We consider next a more general example. 


ann 
Example 2.2 


Consider a network with a driving-point impedance Z. 


(a) Find expressions for P and Q. 
(b) Find p(t) in terms of P and Q. 
(c) Suppose that the network is a series RLC. Interpret the result in part (b). 


Solution (a) S= VI* = ZII* = Re ZU + jlmZll? = P + jQ. Thus 
P = Re Z IÊ = IZI UP cos /Z 
Q = Im ZIP = ZI IZ? sin /Z 
(b) It is convenient to choose i(t) = V2 I cos wt; then v(t) = VZ IZI 
cos (wt + /Z). Using trigonometric identities, we have 
p(t) = v(t)i(t) = IZIP cos (wt + /Z) cos wt 
= IZIWP(cos /Z + cos (2wt + /Z)) 
= IZIUP(cos /Z + cos 2wt cos /Z — sin 2of sin /Z ) 
= P(1 + cos 2wt) — Q sin 2wt 


(c) In this case Z = R + jwL + 1/jwC. From part (a) we find that P = R I? 
and Q = Q; + Qc,where Q, * oL |J|?andQ È -(1/wC) IJ? are the reactive 
powers into L and C, respectively. Thus, we can write - 


p(t) = P(1 + cos 2wt) - Q; sin 2wt - Qc sin 2wt 
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The first term is the instantaneous power into R (with average value P). The sec- 
ond and third terms are the instantaneous powers into L and C, respectively. It 


is interesting to note that Q = Q; + Qc = 0 if «LC = 1 (ie, in the case where 
the inductive and capacitive reactances cancel). 


Suppose that we have a more general RLC network. We find, as in Example 
2.2(c), that the complex power supplied to the network at its terminals equals the 
sum of complex powers consumed by the individual elements of the network. An ex- 
tension of this idea will be discussed in Section 2.3. 


We turn next to the importance of Q. Power system planners and operators . 


are interested in Q, as well as P, generation, and flow. The reactive-power compo- 
nent of a customer’s load as well as the average power must be supplied, and there 
is a cost associated with this supply. From Figure 2.3 we can see that for a given IVI 
and P, II increases with IQI. Increased |7| means increased heating losses in gener- 
ators, transformers, and transmission lines, and also increased cost of equipment ca- 
pable of supplying the higher currents. There is also a cost associated with the 
maintenance of voltage within acceptable limits at the terminals of transmission lines 
supplying relatively large IQI. We will return to this matter in Chapter 4. 

In addition to its importance in system planning and operation, the variable Q 
is essential in power systems analysis. In circuits we deal primarily with the complex 
numbers V and J. In power systems, whose function is to deliver power at acceptable 
voltages, we deal instead with the complex numbers V and S, 

Finally, we consider terminology and descriptive units (Table 2.1). It should 
be noted that, strictly speaking, the units in each case are watts. However, it reduces 
confusion and is extremely convenient to use the descriptive units to designate the 
quantity. For example, we speak of supplying a load of 10 kW or 15 MVA. By this 
we mean that P = 10 kW or |S! = 15 MVA. Note that the expression “a load draws 
or absorbs 200 kW at a power factor of 0.707 lagging” completely specifies S, since 
we deduce that P = 200 kW and ¢ = 45°; thus $ = 200 + j200 kVA. 

The term load is also used to indicate the connecte device. For example, we 
speak of a motor load or a load Z = 1.0 + j2.0. 


TABLE 2.1. TERMINOLOGY AND -DESCRIPTIVE UNITS 


Quantity Terminology Descriptive units 
S Complex power Voltamperes: VA, KVA, MVA 
ISl Apparent power Voltamperes: VA, KVA, MVA 
P Average or real or active power Watts: W, kW, MW 
Q Reactive power Voltamperes reactive: VAr, kVAr, 
MVAr 


EEPOS E A TEN 
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Equation (2.18) has several useful variations. These variations arise from the 
representation of a load as impedance elements. In power system analysis, we 
commonly switch between specification of loads in terms of real and reactive 
power or in terms of impedance quantities. In order to demonstrate these vari- 
ations, we first replace the circuit in the box in Figure 2.3 by an equivalent im- 
pedance Z such that 


V=ZI (2.19) 
Substituting (2.19) into (2.18) yields 
S= a x 
a an 
=IÊR + jiIPX=P+ jQ 
from which 
P =]IPR (2.21) 
and 
Q = IPX (2.22) 


In (2.22), X is the reactance of either the equivalent inductance or the equivalent ca- 
pacitance of the circuit; it is positive for inductive circuits and negative for capacitive 
circuits. , 

Another useful variation of (2.18) is obtained by replacing the current with the 
voltage divided by the impedance: 


v\* IV? 
=yV|—) =—=P+j 2.23 
S v( z) ga =P + iQ (2.23) 
If Z is a purely resistive element, 
ive 
=— 2.24 
f=, (2.24) 
and if Z is a purely reactive element; 
Ive 
Q= y (2.25) 


In (2.25), X is positive for an inductor and negative for a capacitor. 
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Example 2.3 


Three loads are connected in parallel across a 480 V (rms) line as shown in Fig- 
ure E2.3. Load 1 absorbs 12 kW and 6.667 kVAr. Load 2 absorbs 4 kVA at 0.96 PF 
leading. Load 3 absorbs 15 kW at unity power factor. Find the impedance that is equiv- 
alent to the three parallel loads. 


Figure E2.3 


Solution 


S, =12 + j6.667kVA 
S, = 4(0.96) - j4(sin (cos~! (0.96)) kVA = 3.84 — j1.12kVA 
S;=15+ jOkVA 

Stoat = Sy + S3 + S3 = 30.84 + j5.547 KVA 


The equivalent impedance can be found as a series combination of R and X or as a par- 
allel combination of R and X. 


Series Combination of R and X in Impedance Z 
From Eq. (2.23), 
(480)? x 107? 


~ 30.84 + j5.547 
= 7.237 ~ 1.30160 


Therefore Z = 7.237 + j1.3016 Q. 
Parallel Combination of R and X in Impedance Z 


(480) F 
= 30840 = 7.4708 Q 
(480) 
X= 5547. = 41,535 0 


Z = 7.4708 || j41.535.0 


2.3 CONSERVATION OF COMPLEX POWER 


In working with complex power, we make extensive use of the theorem of conserva- 
tion of complex power. A statement of the theorem follows. 
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Theorem of Conservation of Complex Power. For a network supplied by in- 
dependent sources all at the same frequency, the sum of the complex power supplied 
by the independent sources equals the sum of the complex power received by all the 
other branches of the network. 


Implicit in the preceding statement is the assumption that all the voltages and 

currents are sinusoids. 

` For a single source with elements in series, the proof of the theorem is imme- 
diate by using Kirchhoff’s voltage law (KVL). The same is true for elements in par- 
allel by use of Kirchoff’s current law (KCL). In the general case the most direct 
proof uses Tellegen’s theorem and may be found in circuit theory textbooks. We em- 
phasize that the theorem states that conservation applies to reactive power as well as 
to active power. 

In applying the theorem we frequently find it convenient to replace part of the 
network by an equivalent independent source. For example, in Figure 2.4, assuming 
no coupling between N, and N, except through the terminals, as shown, we replace 
N, by a source. The source is either the voltage V, or the current /, at the terminal 
interface. Then, applying the theorem to N,, we get 


5; + S3 + S3 = 5, S; (2.26) 


where on the right side of (2.26) we sum all the complex powers delivered to the in- 
dividual branches inside N. 

This replacement of a network or branch by a source equal to either the 
voltage or current the network or branch supplies is physically very reasonable 
(under the conditions assumed). In circuit theory textbooks the replacement is 
the subject of the so-called substitution theorem, and it will be convenient to refer 
to it by that name. 


Figure 2.4 Application of con- 
servation of complex power. 


s3 
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Example 2.4 
For the circuit shown in Figure E2.4, find S, in terms of S,,C, and V. 


Figure E2.4 
Solution Using the theorem of conservation of complex power, we have 
5, - $: = $; 
where 
S; = VI* = VY* V* = —jaClVP 
Thus 


S, = S, + joCIVÊ 
P, = P, 
Q, =Q, + wCiVP 


We note that Q, > Q,; thus, it is reasonable and convenient to consider C as a source 
of reactive power! 


Example 2.5 
Consider the circuit shown in Figure E2.5, Assume that IV! = IV] and show that 


5S, i —S}. 


N Figure E2.5 
Solution Using the theorem of complex power, the complex power into the inductor is 


S; + S = VI* = joLll? 
Thus 
P, + P,=0 
Q, + Q, = wLIIP 


a 


O EE OE oa 
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———— T] 
Now using |V| = IV), we find 


5, =Vi1* 
s, $ oe => |S\| ==> P? + 0 = P} + o} 


But since iP,| = |P, we get |Q,| = |Q,|. As a consequence, Q =Q = loLll Ê. We 
have finally 


Exercise 2. What if the inductor L is replaced by a more general two-terminal re- 


active network? Is the result in Example 2.5 still true? 
O L aaacasa 


In the next example we show one form of one-line diagram showing generators, 
loads, and transmission lines and the points of interconnection, called buses. Some 
of the complex powers are specified; others are to be determined. We use a double- 
subscript notation S, to indicate complex power leaving bus i and entering the trans- 
mission line connected to bus j. Sg; and Sp; are the complex powers from the ith 
generator and to the ith load, respectively. 


Example 2.6 
In Figure E2.6, assume that S; = —S%*. This is consistent with modeling the trans- 
mission lines as inductors, as in Example 2.5. Find 5,3, S31 S23, 532, and Sg3. 


Generator 
: symbol 
Bus 
coding 
NA Sgq = 0.5 + j0.5 
I 
Bus symbol >” —_— Load symbol 
Sp, =l- ft Sp, =l +i 


Figure E2.6 


—_——. $l 
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Solution Considering each bus as a network with no internal branches, we get com- Example 2.8 
plex power balance for each bus. Thus, the complex powers at each bus satisfy KCL. i In Figure E2.8, calculate an expression for the complex power transferred to N). 
We get 
Sa = (1+ j1)- (1 - jt) ~ (05+ 702) = -05+ j1.8 
S3, = ~S = 0.5 + jL8 
Similarly, 
Sa = (0.5 + j0.5) - (1 + jl -(-05 + j0.2) = - j0.7 
Sy = — j0.7 
Finally, 
Sca = (0.5 + j1.8)- j0.7- ji =05+ j01 
Figure E2.8 
Example 2.7 
Calculate the complex power S transferred from N, to N assuming that the only cou- j Solution Any node in N, can be used as a datum node. If we pick n' as the datum 
pling is through the terminals, as shown in Figure E2.7(a). node, then using the result in Example 2.7, we get 
nh S = Vogl? + Vogl + Vogl? 


On the other hand, if we pick b as the datum node, we get 
S = Vala + Volp + Val = Vala + Valke 


This latter result is the basis for the “two-wattmeter method” for reading three-phase 
power. The reader may check that the two expressions for S yield identical results. 


Arbitrary 


datum node Figure E2.7(a) 2.4 BALANCED THREE-PHASE 


Solution Pick any datum node in N, and let the V; be the voltages with respect to this 
node. In the spirit of the substitution theorem we replace N, kyithe sources in Figure 
E2.7(b). Using the theorem of conservation of complex power, it is clear that 


Power is supplied by three-phase generators. It is then transferred and distributed 
in the form of three-phase power except at the lowest voltage levels of the distribu- 
tion system, where single phase is used. 

Figure E2.8 illustrates a three-phase (3¢) circuit. The circuit is a balanced 3 
circuit if the impedances are equal and the three voltage source phasors differ only 
in their angles, with 120° angle differences between any pair. 

There are a number of reasons for the popularity of (balanced) three-phase 
over single-phase supply. Among these we note that three-phase equipment is more 
efficient and makes more effective use of material (conductors and/or iron), and 
hence costs less, than single-phase equipment of the same total power-handling ca- 
pability. As an illustration we can consider the saving in conductor material in a 36 
transmission line as compared with an equivalent set of three 1ġ transmission lines. 
Three 1 circuits are shown in Figure 2.5. Six conductors are required to carry the 
current. Suppose now that Vi, Vpy, and V.» form a balanced 3¢ set. In this case J,, 
Figure E2.7(b) I,, and Z, will also be a balanced 3¢ set with J, + J, + Z, = 0, and there is a way to 
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Figure 2.5 Balanced three-phase and single-phase compared. 


eliminate the return wires. We connect points a’, b', and c’ (to a “neutral” point n); 
the sources are said to be connected in wye. We also connect the impedances in wye. 
The return wires are now in parallel carrying a current J, + J, + I, = 0. Since they 
are carrying no current, they are redundant and may be removed. We now have a3 
transmission line with the same current-handling capacity but with only half as many 
conductors as in the original configuration of 1¢ circuits. The saving in /°R line loss- 
es should also be noted. An additional advantage of 3 over 1ġ supply will be noted 
in Section 2.6. 

Let us consider next a more general balanced three-phase system. For sim- 
plicity we will consider a model consisting only of impedances and ideal sources. A 
balanced three-phase system is made up of balanced three-phase sources of the same 
phase sequence and a network with three-phase symmetry. A three-phase source is 
balanced if it is composed of three individual sources in 4#ye or delta configuration 
and the source voltages (or currents) differ only in their angles with 120° angle dif- 
ferences between any pair. For example, in Figure 2.6, case I, line-neutral voltages 
En = 1 /0°, Eo, = 1 /-120°, and E.n = 1 /120° are a balanced three-phase source. 
In case I, line-line voltages E,, = 100 /10°, Ep = 100 /-110°, and Eu = 
100 /130° are also a balanced three-phase source. 

Note that if one observes the instantaneous line-neutral voltages associated 
with the phasors, then for the choice of phasors in case I the voltages reach their max- 
imum values in the order abc; in case II the line-line voltages ¢,,(t), ¢,,(t), and ealt) 
also reach their maximum values in the order abc. In either case, we say the phase 
sequence is an abc or positive sequence. 

Balanced voltages may also have a phase sequence acb or negative sequence. For 
example, in case I, the voltages may be E,,=1/0°, Em =1/120°, and 
E.n = 1 /=120°. It is important that all the sources connected to the same network 
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Case | Case If 


Figure 2.6 Wye and delta sources. 


have the same phase sequence, and special care is taken when connecting a new 
source to an existing network to match the phase sequence. 

Given an actual system, whether the sequence is abc or acb depends on noth- 
ing more than how one labels the wires. To avoid confusion, unless stated to the con- 
trary, we will always assume a labeling such that under the balanced conditions we are 
describing the sequence is abc or positive sequence. 

We point out that the connection of ideal sources shown in Figure 2.6, case II, 
is clearly inappropriate unless, as in the balanced case, Epp + Epe + Eca = 0. This is 
because with zero series resistance (as implied in the figure), the circulating current 
would be infinite. In the case shown, with Ep, + Epe + Eca = 0, although the circu- 
lating current is indeterminate (i.e., 0/0), we will assume that it is zero. 

A symmetric three-phase network is shown in Figure 2.7. We have labeled the 
phases a, b, and c, but because of the symmetry the labeling is purely arbitrary. The 


2 Z3 


Figure 2.7 Symmetric three-phase network. 
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grouping of elements in phases a, b, and c into triples of equal impedances is the im- 
portant feature. 

From the point of view of analysis, balanced three-phase has a desirable feature: 
It is possible to carry out the analysis using a much simpler “per phase” circuit with 
one-third or fewer elements than in the original circuit, 

As a preliminary to introducing per phase analysis, consider Example 2.9. 


Example 2.9 Calculation of Neutral-Neutral Voltage 


Given the balanced circuit shown in Figure E2.9, calculate Vp, . 


Figure E2.9 


Solution Using the admittance Y = //Z, we have 
I, = Y(Ean ~ Yr) 
I, = Y(Em ~ Wa) 
L= Y(En ~ Ven) 
Adding the equations, we have 
I, + 1, + 1,=Y (Eon + Emt En) - 3Y% 


Now applying KCL to node n orn’, we get I, + I, + I, = 0. Since Em, E,,,and E,, 
are a balanced set of sources, they sum to zero. Therefore, V „y, = 0. 


Note 1: The condition Es, + Esn + Een = 0 is less stringent than the assumed con- 
ditions (i.e., we do not require E,,, Esn, and E,, to be balanced). 


Note2: With Vy, = Owe can calculate 1, = Y Em, 1} = YEy,, and I, = YE,,. Thus, 
the phases are completely decoupled. 


Example 2.10 


Repeat Example 2.9 when there is an impedance Z, connected between neutrals n 
andn’. Assume that Z, + Z/3 + 0. 
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Solution If Z,, = 0, then obviously Vy, = 0. IfZ, # 0,we can calculate Y, = 1/Z,, 
and we can repeat the calculation in Example 2.9 as follows. We get 


I, = Y(Ean ~ Ven) 

I, = Y(Esn — Ven) 

I. = ¥(Eon ~ Van) 
Lane = -YV un 


where Zw is the current into the node n’. Adding the four equations and using KCL 
at node n’, we get 


0= =(3Y + Ya W nn 
Thus, since 3Y + Y, # 0, Vpn = 0 and Jay = 0. Note: Since the result holds for 


Z, = œ and Z, = 0, we can replace Z, by an open circuit or short circuit as convenient. 
Usually, we use a short circuit since it makes explicit the useful condition V,» = 0. 


Suppose that we consider a more complicated balanced 3¢ network: for exam- 
ple, the one in Figure 2.8. It is still true that the neutrals are at the same potential, 
with zero neutral currents, and that we may replace Z, and Z,, by short circuits. We 
will show this by an alternative to the direct calculation used in Examples 2.9 and 
2.10. In Figure 2.8 assume that 


1. E, + £, +E =0. 
2. The network has three-phase symmetry. 


We will now show that V p, = Vir, = 0 (i.e. all the neutral points are at the 
same voltage). 


Proof. The circuit in Figure 2.8 has Ea, = E1, Ey, = Ey, and E,, = Ez. As- 


sume that with this 3¢ input the calculated voltage is Vyn = Vo. Next, shift the 
sources £, E,,and E; so that Ep, = E1, Een = E,,and£,, = E3. With this 3¢ input 


Figure 2.8 Balanced three-phase network. 


40 Basic Principles Chap. 2 
E A 
+ 
E, () A Z, 
n n n" Figure 2.9 Phase a circuit. 


and taking into account the three-phase network symmetry, we get the same values 
of voltages.and currents in the network as before but shifted with respect to the phas- 
es. However, the neutral voltages do not change. We still get V,., = W. Next, let 
Ean = Ey, Egy = Ez, Ey, = Es, and once again Vya = Vy. Finally, let the 3¢ input be 
the sum of the previous three 3¢ inputs (i.e., Eg = Ey, = Eq = E, + E, + E3); by 
assumption 1 this input is zero. Considering the previous results, by application of the 
principle of superposition we get V „ = 344 But since the 3¢ input is zero, we know 
that Vyn = Oin this case. Thus V = 0 and the calculated voltage V, for the given set 
of sources is V,,, = K = 0. Clearly, the same argument shows that V,., = 0 as well. 


We note that with all neutrals at the same potential, the solution of the network 
is greatly simplified. For example, in Figure 2.8 we can solve for I, by considering only 
phase a quantities. This is shown in Figure 2.9. J, and J, may be found by consider- 
ing similar phase b and phase c circuits. The three circuits are effectively decoupled; 
the only connection between them is their common neutral, where the phase a, b, 
and c neutral current contributions sum to zero. We note, finally, that we can be ef- 
ficient about calculating J, and Z, once J, is known. If E, E}, and E; are a positive 
(negative) sequence set, then J,, J, and Z, have the same property. 

Note that in Figure 2.8 the sources and loads are wye connected. If the Z, loads 
were connected in delta, n and n’ would still be at the same potential but the decou- 
pling (as in Figure 2.9) would not occur. The same problem arises if the sources were 
connected in delta. 4 

Fortunately, we can replace the deltas by equivalent wyes. Consider first the 
delta-wye transformation of loads, which replaces a given delta by a wye that is equiv- 
alent in its terminal behavior. 


Delta-Wye Load Transformation (Symmetrical Case). Given a delta with 
impedances Z,, a wye with impedances Z, = Z4/3 has the same terminal behavior. 


Proof: See Figure 2.10. Because of symmetry, it suffices to show the equivalence 
for J, in terms of V,, and V,,. For the delta, 


Vin, Ve Vent V; 
L= 2b gate ab ac 
2a Z (2.27) 


insinuate al alan a mei 
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Figure 2.10 A-Y transformation. 


For the wye, 

Vo = Zl- b) 

Ve = Zla L) 

Va + Vac = Z2 — (Ip + L) 

But KCL at node n gives J, = —(1, + I,); hence 

Vas + Vor = 3Z yh (2.28) 
Comparing (2.27) and (2.28), we find that Z, = Z,/3. 

Note 1: The equivalence of the delta and the wye is only external to the 


terminals a, b, and c. If internal behavior is of interest, one must not forget to go 
back to the delta, to complete the calculation. 


Note 2: We emphasize that the relationship Z, = Z,/3 only holds in the 
symmetric case, the case we are considering now. 


We next develop the relationship between line-neutral and line-line voltages 
in balanced systems. This will permit us to replace delta-connected (line-line) sources 
with equivalent wye-connected (line-neutral) sources. Since the results apply to gen- 
eral voltages (not just source voltages), we will use the V notation rather than the E 
notation. 


Delta-Wye Source Transformation. Starting with the general relationship be- 
tween line-netural and line-line voltages, we have 


Vio = Van E Von 
Ve = Vin ex Vin (2.29) 
Va = Ven — V, 


cn an 
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Figure 2.14 Line-neutral volt- 
ages in terms of line-line voltages. 


If we now introduce the constraint that V,,,, Vpn, and V,, are a positive-sequence set, 


then, for arbitrary Vn, we get Vin = Vine"? and Ve, = Vme”. Substituting in ` 


(2.29), we find that V,,, V,-, and Vo are also a positive-sequence set. We can relate 
the “leading” terms V,, and V,,. We get 


Vp = (1 ~- BW = V3 e6 Vy (2.30) 


The transformation also works in the other direction; if V,,, Vp» and V,, are positive 
sequence, so are Vn, Von, and Von, with 


Van = = iiy, (231) 


and we can thus find the equivalent wye voltages. 

The relationships (2.29) to (2.31) can also be expressed graphically. Draw the 
line-line voltage phasors V,,, Ve, and V,, in an equilateral triangle, as shown in Fig- 
ure 2.11. Label the vertices a, b, and c. Find the center of the triangle and label it n. 
Draw the inscribed set of line-neutral voltages V,,, Von, and Von, as shown. 

If the voltages are negative sequence, the relationship is found to be 


Va = V3 e Hiy (2.32) 
and 
1 inj 
Van = a eVa e (2.33) 


Note 1: In either the positive-sequence or negative-sequence case, the 
line-line voltage magnitudes are V3 times the line-neutral voltage magnitudes. 


Note 2: The term line voltage instead of line-line voltage is also used. The 
term phase voltage instead of line-néutral voltage is also used. 


Example 2.11 


Suppose that there are a set of (balanced) positive-sequence line voltages with 
Va = 1 /0°. Find Vins Von, and Von. 


Solution The relationship between balanced line and phase voltages is shown in Fig- 
ure 2.11. We then find that 


na ing 
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Vin = hs —39° 
3 
Vin = =e -150° 
bn V3 
1 
Ven = — /90° 
V3 


Exercise 3. Suppose that in (2.29), V,,, Vp, and Vy are a (balanced) positive- 
sequence set and we try to solve for Vin, Vin, and V,,, without the constraint that they 
also are a (balanced) positive-sequence set. What goes wrong mathematically? How 
do you interpret the difficulty physically? 


2.5 PER PHASE ANALYSIS 


The stage has now been set to introduce the powerful method of per phase analysis. 
The justification for the method follows directly from the following theorem. 


Balanced Three-Phase Theorem. Assume that we are given a 


1. balanced three-phase (connected) system with 
2. all loads and sources wye connected, and 
3, in the circuit model there is no mutual inductance between phases. 


Then 


(a) all the neutrals are at the same potential, 
(b) the phases are completely decoupled, and 


(c) all corresponding network variables occur in balanced sets of the same sequence 
as the sources. 


Outline of Proof. The fact that the neutrals are at the same potential and 
the network phases are decoupled follows just as in the case discussed following Fig- 
ure 2.8; using superposition, the number of sources can be arbitrary. Without mutu- 
al inductance between the phases, they are completely decoupled and with balanced 
(positive-sequence) sources it is clear that the responses in phases b and c lag the 
corresponding responses in phase a by 120° and 240°, respectively. The net result is 
that corresponding responses occur in balanced (positive-sequence) sets. The same 
idea holds in the case of negative-sequence sources. 


44 Basic Principles Chap. 2 


Method: Per Phase Analysis. We next turn to the method of per phase analy- 


sis. Given a balanced three-phase (connected) network with no mutual inductance 


between phases, 


1, Convert all delta-connected sources and loads into equivalent wye connections. 

2. Solve for the desired phase a variables using the phase a circuit with all neutrals 
connected. 

3. The phase b and phase c variables can then be determined by inspection; sub- 
tract 120° and 240°, respectively, from the phase angles found in step 2, in the 
usual case of positive-sequence sources. Add 120° and 240° in the case of 
negative-sequence sources. 

4, If necessary, go back to the original circuit to find line-line variables or vari- 
ables internal to delta connections. 


Note: In using per phase analysis, we always pick the neutral as datum. In 
this case it is simpler to use a single-subscript notation for phase voltages. We will use 
V, rather than Y,,, etc. 


Example 2.12 
Given the balanced three-phase system shown in Figure E2.12(a), find v,(#) and i(t). 


Figure E2,12[(a) 


Solution Replace delta by the equivalent wye, Z, = — 2/3. Using per phase analy- 
sis, we consider the per phase (phase a) circuit shown in Figure E2.12(b). Note that 
while V; appears in the per phase circuit, Z, has been suppressed in the process of the 
A-Y conversion. Carrying out the calculation to find V, , we note that the equivalent 
parallel impedance from a’ to n' is ~ j2. Using the voltage-divider law, 


-j2 2 368 y as 
Spay ee gee 


Sec. 2.6 Per Phase Analysis 45 


Figure E2.12{b) 


The phasor V, represents the sinusoid v,(t) = 368 cos (wt + 45°). From the original 
circuit we see that to find i(t), we need to find V,.,.. Thus 


Viw = Vin = = V3 dV y 
= — /1¥ 
7 £ as 
Then, using the impedance of the capacitor, we find that 
319 
L += V2 T7 /165° 


and it follows that the corresponding sinusoidal function is 


i(t) = 319 cos (wt + 165°) 


In the next example we consider a balanced three-phase system in which one 
of the 3@ loads is described in terms of impedance and two of the 3¢ loads are de- 
scribed in terms of complex power absorbed. 


——-- 
Example 2.13 


A three-phase line has an impedance of 0.6 + j3.00/d. The line feeds three bal- 
anced three-phase loads that are connected in parallel. The first load is absorbing a 
total of 156 kW and 117 kVAr magnetizing voltamperes. The second load is A con- 
nected and has an impedance of 144 — j42 0/d. The third load is 115 kVA at 0.6 PF 
leading. The line to neutral voltage at the load end of the line is 2400 V. What is the 
magnitude of the line voltage at the source end of the line? 


Solution 


_ 52000 = 39.000 4, 
1 3600 ie 


a erred 
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Converting the A load to an equivalent Y-connected load, 


Ly = (ia = j42) = 48 — jl4Q 


2600/0° 
= Æ = 4992 + j1456A 
n= gj : 


Sy = Zus x 0.6 — j115 sin (cos™ (0.6))] = 23 — j30.667 KVA 


Note that the negative sign accounts for the leading power factor. 


= race = 8.846 — 11.795 A 
The total current drawn by the three parallel loads is given by 

I= 1, + I, + 1; = 78.766 — j12.235 A 
The voltage at the sending end of the line is given by 


Vin = 2600/0° + (78.766 — j12.235)(0.6 + j3.0) 
= 2683.96 + j228.95 = 2693.71 /4.87° V 


The magnitude of the line-to-line voltage at the sending end is then 
IVs) = V3(2693.71) = 4665.64 V 


2.6 BALANCED THREE-PHASE POWER 


One of the important advantages of balanced three-phase operation is that the in- 
stantaneous power delivered to a load is a constant. We will show this in a moment. 
First, referring to Example 2.8 with the neutral point as the datn, we get, using our 
single-subscript notation, 


Sza = VIF + Valg + VIF (2.34) 

Since we are assuming that V,, V,, V,and J,, Ip, le occur in balanced sets, we can 
write for the positive-sequence case, - 

Sag = Vile Ve Tse + Veh Te PAP (2.35) 

Sig = 3 VIZ = 38 (2.36) 

where S is the per phase complex power. The negative-sequence case gives the same 

result. Thus to calculate the total three-phase power we can find the phase a power 


(by per phase analysis) and simply multiply by 3. Next, we calculate the instanta- 
neous three-phase power, using (2.10) and (2.11). 
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Prg(t) = v,{t)ig(t) + v4(t)i,(t) + v_(t)i-(t) 
= IVIL [cos + cos(2wt + /V + /D)] 


+ IVI coso + cos (2 +Æ +/1- *) (2.37) 


+ (VIII cos + cos (za +Æ + /I+ *) 


= 3 [VHZ cos ġ 
=3P. 


The easiest way to check that the double-frequency terms cancel is to add the pha- 
sor representations. i 

The fact that the instantaneous power delivered to the load is constant should 
be contrasted with the case of single-phase power illustrated in Figure 2.2. An ad- 
vantage of constant power for supplying ac motors is that it is consistent with constant 
speed and torque. With single-phase motors there are torque pulsations accompa- 
nying the power pulsations that can be troublesome in some applications. Thus we 
have yet another advantage of 3¢ supply over 1ġ supply. 


2.7 SUMMARY 


The basic objective of this chapter was to give the reader an appreciation for com- 
plex power as a variable and develop some essential analytical tools. The material 
covered included the definitions of instantaneous power; complex, active, and reac- 
tive power; and the relations between them. Effective phasors were introduced and 
used to calculate complex power. Reactive power was related to peak instantaneous 
power into the reactive elements and thereby a physical interpretation was provid- 
ed. The theorem of conservation of complex power was given with some applications. 
The capacitor as a source of reactive power was described. An expression for the 
complex power delivered to an n-port was derived. 

Balanced three-phase power systems were defined and some advantages of 
their use were indicated. Per phase analysis as a simplifying tool was introduced. 
Delta-wye transformations of balanced three-phase sources and symmetric loads 
were derived. 


Problems 


21, In Figure 2.1, v(t) = V2 X 120 cos (wt + 30°), i(t) = V2 x 10 cos (wt - 30°). 
(a) Find p(t), S, P, and Q into the network. 
(b) Find a simple (two-element) series circuit consistent with the prescribed terminal 
behavior as described in this problem. 
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2.2 With IVI = 100 V, the instantaneous power into a network N has a maximum value 1707 

W and a minimum value —293 W. 

(a) Find a possible series RL circuit equivalent to N. 

(b) Find S = P + jQintoN. 

(c) Find the maximum instantaneous power into L and compare with Q. 

2.3. A certain 1¢ load draws 5 MW at 0.7 power factor lagging. Determine the reactive 
power required from a parallel capacitor to bring the power factor of the parallel com- 
bination up to 0.9. 

2.4. A 3¢ load draws 200 kW at a PF of 0.707 lagging from a 440-V line. In parallel is a 3 
capacitor bank that supplies 50 kVAr. Find the resultant power factor and current (mag- 
nitude) into the parallel combination. 

2.5. A 1¢ load draws 10 kW from a 416-V line at a power factor of 0.9 lagging. 

(a) Find S = P + jQ. 
(b) Find IZI. 
(c) Assume that /J = 0 and find p(t). 
2.6. The system shown in Figure P2.6 is balanced (and positive sequence). Assume that 


Z = 10 /-15° 
V,a = 208 /-120° 


Find Vai» Vio Vn Vons Vows L, L, L, and Sag: 
L, a 


Figure P2.6 


2.7, In Figure P2.7, find the total complex power delivered to thefbad. Assume that 


Ze = —j0.2 
Z, = jd 
R= 10 


Figure P2.7 
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2.8. In the system shown in Figure P2.8, find J,, Z, and J, if 
(a) Z, = Z, = j10,Z, = j09 
(b) Z, = Z, = Z, = j10 
Hint: Use per phase analysis in part (b). 


Figure P2.8 


2.9. The system shown in Figure P2.9 is balanced 44. Use per phase analysis to find 
L, l, I, and I,. Note: We need to find a “star” equivalent for the set of 
voltages. 


Figure P2.9 


2.10. The system shown in Figure P2.10 is balanced. Assume that 


C=10°F 
R=10 
Viol = 240 V 
w = In + 60 


Find |V, 1, Il, and Siha. Hint: Use per phase analysis. 
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Figure P2.10 
2.11 The system shown in Figure P2.11 is balanced. Find Vyn, Von, Ven, and Vi. 


Figure P2.11 


2.12, The system shown in Figure P2.12 is balanced. Assume that 
load inductors, Z; = j10 
load capacitors, Z- = — j10 


Find J, Leap, and S a- 


Figure P2.12 


Problems l 54 


2.13. Refer to Figure P2.13 and assume that 


Figure P2.13 
Z = 100 /60° 
Va = 208 [0° 


(a) If the circuit is balanced positive sequence (abc), find Ve, Vea, taste, and I. 
(b) If the circuit is balanced negative sequence (acb), find Vye, Vias Las Ip, and L. 

2.14. The system shown in Figure P2.14 is balanced. Specify Z so that |V, > IVa. Hint: Use 
per phase analysis and experiment with the element Z a resistance, as inductance, or a 
capacitance. 


Figure P2.14 
2.15. In Figure P2.15, assume that 
E, = V2 /45° 
E, = 1 /-90° 
E, = 1 /180° 
f,=1/-10° 
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Figure P2-15 


The load is symmetrical and Z is not given. The sources are not balanced, but we note 
that E, + E, + E, = 0. Find Si#,. 
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3.0 INTRODUCTION 


In Chapters 3 and 4 we consider the modeling of transmission lines and develop use- 
ful lumped-circuit models. In these models a line is characterized by four distrib- 
uted parameters: series resistance, series inductance, shunt conductance, and shunt 
capacitance. The series inductance and shunt capacitance represent the effects of 
the magnetic and electric fields around the conductors. The shunt conductance ac- 
counts for leakage currents along insulator strings and ionized pathways in the air; this 
leakage is usually a small effect and is frequently ignored. The remaining parame- 
ters, however, are needed to develop a useful transmission-line model for use in gen- 
eral power system studies. 

We are interested in two kinds of questions. The first is descriptive: How are 
the parameters, particularly inductance and capacitance, related to line geometry 
(i.e., wire size and configuration)? Systems designers have some choice in the selec- 
tion of this geometry. One way the selection affects system performance is through 
the parameter values. We are, therefore, interested in how inductance and capacitance 
depend on the line geometry. 

A second question concerns modeling. In Chapter 2 the advantages of per 
phase analysis of balanced three-phase circuits were emphasized, the expectation 
being that this useful tool would be applicable to practical systems, including three- 
phase transmission lines. This implies that in the circuit model there is no mutual 
inductance between phases. If one considers the physical three-phase transmission 
line, there clearly is magnetic coupling between the phases. How, then, does one get 
rid of the mutual inductance in the circuit model? Similar questions can be asked 
about the shunt capacitances. l 

For the reader who has studied transmission lines solely from a field point of 
view, we note that the circuits approach we will adopt is equivalent for a lossless line. 
For the practical case of lines with small losses and operating at low frequencies, the 
use of the circuits approach is completely justifiable. 

In the following sections we derive expressions for inductance and capacitance 
of three-phase lines in terms of line geometry. 
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3.1 REVIEW OF MAGNETICS 


We start by recalling some basic facts from physics. 


Ampére’s circuital law 
F= pW d=i (3.1) 
F 


where 
F= magnetomotive force (mmf), ampere-turns 
H = magnetic field intensity, ampere-turns/meter 
dl = differential path length, meters 
i, = total instantaneous current linked by the closed path T 
H and dl are vectors in space. In (3.1) we can replace the dot product: 
H+ di = Hdlcos6 (3.2) 


where @ is the angle between H and dl, and we drop the vector notation to indicate 
scalar quantities. The reference direction for i, is related to the reference direction 
for I’ by the familiar right-hand rule. 

In words, (3.1) states that the line integral of H around a closed path T' is equal 
to the total current linked. The total current linked may be found unambiguously by 
considering the algebraic sum (or integral) of the currents crossing any surface, or cap, 
bounded by the closed path T; such a surface is called a Gaussian surface. 

Even though (3.1) is an implicit relation in H, it is useful for actually calculat- 
ing H in special cases where we have symmetry. Such a case will be considered in 
Section 3.2. We note that there is an explicit expression for H, oneZorm, known as 
the Biot-Savart law, which shows that at any given point H is a linear function of all 
the differential current elements of the circuit. Thus, we can calculate H using su- 
perposition. 


Magnetic flux. If a linear relationship between flux density and magnetic 
field intensity is assumed, 


B= uH (3) 
where 
B = flux density, webers/meter’ 


u = permeability of medium 
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The total flux through a surface area A is the surface integral of the normal compo- 
nent of B; that is, 


= | B+ da (3.4) 


where da is a vector with direction normal to the surface element da and with mag- 
nitude equal to da. If B is perpendicular to, and uniform over an area A, (3.4) 
simplifies to 


o=BA 65) 


where the quantities B and A are scalars. 


Flux linkages À. The use of flux linkages is very familiar to electrical en- 
gineers. Faraday’s law gives the relationship between generated electromotive force 
(emf) in a loop and the time rate of change of flux linkages. The intuitive notion of 
flux linkages is very simple and can be illustrated by considering Figure 3.1. Some 
of the flux links all the turns; y, is a flux line illustrating this case. Some of the flux, 
called leakage flux, links only some of the turns; y, and y; illustrate these components. 

If all the flux ¢ links all the N turns of the coil, then 


A= No (3.6) 


where A = flux linkages, in weber turns. If, as in the figure, there is leakage flux, we 
add the flux linkage contributions turn by turn. In this case 


(3.7) 


Figure 3.1 Flux linkages. 


Er 
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Inductance. Assuming (3.3) to be true, the relationship between flux link- 
ages and current is linear and the constant of proportionality is called the inductance. 


A= Li (3.8) 


Example 3.1 


Calculate the inductance of a coil wound closely on a toroidal iron core (Figure 
E3.1). Assume 


1, Small cross-sectional area. 
2. All the flux links all the turns. 


Cross-sectional area 


Figure E3.1 


Solution This is a classic example the reader may recall from physics. From physics 
we can assume that the flux is inside the core and the flux lines form concentric circles. 
For the choice of reference direction for current shown and using the right-hand rule, 
we find that the associated reference direction for flux is counterclockwise. Taking a 
counterclockwise path T, aligned with one of the flux lines at a radius r, and applying 
Ampére’s circuital law (3.1), we get 
F= Ht=WNi 7 
where ¢ = Zar is the length of the path T. The magnetomotive force (mmf) is N times 
i because the Gaussian surface bounded by T is crossed N times by the multiturn 
winding. Using (3.3) in the preceding expression, 
B= pH =p 

£ 
From this expression and assumption 1, we can see that B does not vary much across 
the cross-sectional area, and using a value of B corresponding to £ = 27 R gives a very 
good approximation. Then 
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<< — 
We note that ¢ is proportional to F = Ni and inversely proportional to a quantity 
¢/u.A involving only the geometry and material of the core. This quantity is called re- 
luctance, In Appendix 1 the reader will find a short introduction to the more general 
use of this quantity. 

Returning to our calculation of inductance, we have, finally, using the assump- 
tion that all the flux @ links all N turns, 


à Nọ AN? pAN? 


L i i £ 2m R 


3.2 FLUX LINKAGES OF INFINITE STRAIGHT WIRE 


We next consider a case of great interest to us in modeling transmission lines. This 
is the case of the flux linkages of an infinite straight wire. The infinite wire is an ap- 
proximation of a reasonably long wire and is simpler to consider for the calculation 
of parameters. We should note at the outset that a single infinite wire is certainly 
not an approximation of a practical transmission line but its consideration is impor- 
tant to us as a step in using superposition to find inductance parameters for realistic 
multiconductor lines. 

The notion of flux linkages for a single straight wire needs some justification. 
More commonly, flux linkages are defined for a coil where the interlocking of the 
turns of the coil and the lines of flux are easy to visualize. The present case is less fa- 
miliar but the interlocking is also clear; there is no way to visualize how the lines of 
flux may be detached from the infinite wire. Alternatively, and consistent with this, 
we may imagine the wire to close at infinity (—oo and +00 the same point), thus es- 
tablishing a kind of “one-turn coil” with the return path at infinity, 

Assume then a 


1, Straight infinitely long wire of radius r. 
2. Uniform current density in the wire. Total current is i. 


In the case of dc or low-frequency ac, assumption 2 is justified in practice. 

From elementary physics we know that the flux lines form concentric circles 
(i.e. His tangential). Assume the current in the wire is coming out of the page. Then 
the associated reference direction for the flux is shown in Figure 3.2. Because of an- 
gular symmetry it suffices to consider H(x). 


Case 1: Assume that x > r (i.e., points outside the conductor). Ampére’s cir- 
cuital law applied to the path I’, gives 


pw =H-nx =i 
Š (3.9a) 
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Figure 3.2 Wire carrying cur- 
rent i. 


We note that for current out of the page, H is directed upward for x positive. 


Case 2: Assume that x < r (i.e., points inside the conductor), Ampére’s law 
applied to T, gives 


o TX, 
H':mx =i =i 
ar 


where we have used the assumption of uniform current density. Then 
H=—i (3.9b) 


To find the flux density we use (3.3) but write u = uo, where in the SI system 
of units, uy = 4r X 1077 is the permeability of free space and y, is the relative per- 
meability. Thus 


B = pH (3.10) 
+ 
Outside the conductor, in air, p, = 1, and inside u, = 1, if the conductor is nonmag- 
netic (e.g., copper or aluminum). In most cases, however, steel strands are included 
for strength and u, > 1. 

We next consider the flux linkages associated with the infinite wire. It is evident 
that the flux linkages of the infinite wire are infinite, and we are led to consider, in- 
stead, the flux linkages of the wire per meter of length and consider only the flux 
within a finite radius R. To find these flux linkages, consider Figure 3.3. The flux 
per meter surrounding the wire out to a radius R is the same as the flux crossing the 
1 meter X R meter rectangle. For convenience the rectangle is taken to be in the 
horizontal plane. 

There are two components to the flux linkages. They are the linkages due to 
the flux outside the wire and some additional linkages due to flux inside the wire. 
We consider the two cases separately and then add the results. 
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a 


Infinite wire 
of 
radius 7 


Slot of 
area da 


x 


Figure 3.3 Flux crossing rectangle. 


. Flux linkages outside the wire: Because each line of flux interlocks with the wire 


only once, the total flux linkages are numerically the same as the total flux cross- 
ing the rectangle in Figure 3.3 from the radius r to R. Thus, using the subscript 
1 for the external flux contributions, 


R Ro; 
I 
Ay =o = | B-da= | Badr =m | — dx 
7A r ae (3.11) 
siin 
m r 


Here, we have integrated over the differential areas da = 1 dx shown in Fig- 
ure 3.3, with B found from (3.9a) by using B = wH. 


. Flux linkages inside the wire: This portion of the flux links only part of the wire, 


and it would not be reasonable to assign it full weight in calculating flux link- 
ages. A careful analysis based on energy justifies the idea that each flux con- 
tribution to the flux linkages should be weighted by the fraction of the total 
current linked. The result, although intuitively reasonable, is by no means ob- 
vious. Then using (3.9b), (3.10), and the assumption of uniform current densi- 
ty, an integration over the rectangle inside the wire yields 


A [3 Oe dx 
2 7 Hrbo 72 
ty mr or 3.12) 
= Brko! 
8r 


The result is independent of wire radius. Adding (3,11) and (3.12), the total 
flux linkages per meter are 


ifm R 
peat = S(t +n’) 


3.13 

-7.f Br R oo 
=2x 10i — + In— 
4 r 
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In the second line we have substituted the numerical value of py to get a form 
more useful for calculations. We will freely exchange between the two forms 
but prefer the first form for development of the theory. Regarding (3.13), 
note that A increases without bound as R goes to infinity. This is a difficulty 
we will dispose of when the practical multiconductor case is considered. 


3.3 FLUX LINKAGES; MANY-CONDUCTOR CASE 


We turn now to the practical case. Suppose that instead of one conductor we have n 
round conductors as suggested by Figure 3.4. Some of these conductors are the “re- 
turn” conductors for the rest, but it is equivalent and more convenient to think of 
each wire as having its return path at infinity (i.e., the case we considered in the pre- 
ceding section). Strictly speaking, the assumption of uniform current density in each 
inductor needs to be justified once the fields and currents interact. However, if the 
distance between conductors is fairly large compared with their radii, the assump- 
tion is justified and is convenient because we can then use superposition. 

We are still interested in calculating the flux linkages of conductor 1 up to a 
radius R, from the origin, but now we add the contributions due to conductors 
2,3, ... ,n. We use superposition. Consider the contribution of the kth conductor 
current as shown in Figure 3.5. Assume that all other currents are zero. The flux 
lines due to i, are concentric circles, as shown in Figure 3.5. The flux line y does 
not link conductor 1. The flux line y; does. The flux line y; links conductor 1 but is 
beyond the radius Rj; it does not qualify. The flux lines y, and ys, mark the approx- 
imate extremes of flux lines that qualify. Thus, we are interested in all the flux gen- 
erated by i, that passes between the points b and c on the x axis. The calculation is 
much simpler, however, if we find the flux crossing the surface defined by the points 
a and c because then the flux and surface are perpendicular. Defining the distance 
from the center of the kth conductor to the point c as R}, the flux to be calculated is 
simply that between a radius d,, and R,. But this calculation was already done ear- 
lier; the result given in (3.11) is directly applicable to the radii presently under con- 
sideration. We get as the contribution of i, to the flux linkages of coil 1, 


EA 


i 
R 
1 


Figure 3.4 Many conductors. 
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Conductor 


Figure 3.5 Contribution of i. 


(3.14) 


In the calculation we make a reasonable approximation about the partial flux link- 
ages of conductor 1. 

We sum the remaining contributions similarly to get the total flux linkage of 
coil 1 up to a radius R, from conductor 1. 


Bo]. { Hr =) : R . R, 
Ay = hl — + in—J] +i in t+:+- +i,n— 3.15 
: jalh n $ dy din = 
We note that in general A, > 00 as R, > 00, but in the practical case we make a key 
assumption regarding the instantaneous currents in the wires. Assume that 


tit ++ +i,=0 (3.16) 


in which case we can show that (3.15) does not diverge as R, > oo. The assumption 
(3.16) is reasonable for a transmission line under normal operating conditions. It is 
certainly the intention of the system designers that all the currents should flow in the 
wires of the transmission line. This condition, which may be violated under abnor- 
mal (fault) conditions, is reconsidered in Section 3.6. 

Rewriting (3.15) in a way that permits the assumption (3.16) to be introduced, 


Bo). f Br 1 . 1 1 
= |i + n—)+in—t+--- +i, 
Àl n|,(E n+] cure + +i,In i 


(3.17) 
$ ank, +hinR ++i nR) 
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To the second part of (3.17) add 
ko, j ; 
“p OR +ijnR, +e +i,R,) 


This is legitimate since, by (3.16), we have added zero. Then the second part of 
(3.17) becomes 


he hl eo ei 
H(i R hing hp 


The first term is zero and in the limit as R; —> œo, each other term R,/R; tends to 


1, and each logarithmic term then tends to zero. Thus in the limit as R; > 00, 
(3.17) reduces to 


Ho 1 1 | 
= + -+ iln ; 
Ay = a (@ In I)e i, In i (3.18) 


Equation (3.18) can be made more symmetrical by noting the identity 


7 = In e” (3.19) 
Thus 
Beh ees ho eee (3.20) 
4 h r Ty ri 
where 
A 
rn È ne m4 
Then (3.18) becomes 
1 1 1 
À= £2 iin + an Fens pi „m (3.21) 


For a nonmagnetic wire, u, = 1, and r, = rye! = 0,7788r, ~ 0.78r,. Interpreted 
physically 7; is the radius of an equivalent hollow conductor with the same flux link- 
ages as the solid conductor of radius r;. Ampére’s circuital law makes it clear that 
the hollow conductor has no internal flux. However, since rj is less than r}, the ex- 
ternal flux is increased to compensate for this lack. 


i 
; 
i 
k 
| 
i 


f 
i 
t 
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Note that the flux linkages of conductor 1 depend on all the currents i,, 
i, . » + sin. The equation thus is in the form A, = hai, + hai + + > + + daia, Where 
the inductance parameters /,, depend on geometry. Similarly, with obvious modifi- 
cations, the flux linkages per meter of the general kth conductor are 


Ho 1 1 1 
ys e E e EE E 
ET a Ta lk a in ln ral (3 22) 


in the form A, = Ii, + Iain + ++ + + Lyi, Thus, it is clear that there is mutual in- 
ductance in the circuit description. 


Example 3.2 


Calculate the inductance per meter of each phase of a three-phase transmission line 


(Figure E3.2). Assume that 
D D 
C Figure E3.2 


1. Conductors are equally spaced, D, and have equal radii r. 
2 i, +i +i, = 0. 


Solution Using (3.21) for phase a, we have 


-H imt 
Àa Mint +iing tins) 
=f pi iit 
= (amt in) 
=; in 
Wn" r’ 
Thus, 
Àa D 
p=% Bn =2x 0° (323) 
i, 2m r r 


In the derivation use has been made of the equilateral spacing and the fact that 
i, = —(i, + i.) Because of symmetry we get the same results for A, and A,. Thus, we 
get the self-inductances /, = l, = le = (4/27) In (D/r’) henrys per meter. We also 
note that A, depends oni, alone (i.e., there are no mutual inductance terms in this par- 
ticular description). The same is true for b and c phases. 
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The preceding example illustrates some important points: 


pæ 


. Although physically there is magnetic coupling between phases, if 
i, + i, + i, = O and with equilateral spacing, we can model the magnetic effect 
using only self-inductances. The self-inductances are equal. This then permits 
the use of per phase analysis. 


nN 


. To reduce the inductance per meter we can try to reduce the spacing between 
conductors and increase their radii. Reducing spacing can only go so far because 
of considerations of voltage flashover. On the other hand, there are cost and 
weight problems associated with increasing the radii of solid conductors and 
problems of flexibility and ease of handling as well as cost in the case of hollow 
conductors. The problem is neatly solved by the practice of conductor 
“bundling,” which is considered next. 


3.4 CONDUCTOR BUNDLING 


Suppose that instead of one conductor per phase there are b conductors in close prox- 
imity as compared with the spacing between phases. Such a composite conductor is 
said to be made up of bundled conductors. The conductors within a bundle are sup- 
ported at frequent intervals by a conducting frame, as suggested in Figure 3.6, and thus 
these conductors are effectively in parallel. In the figure is shown an equilaterally 
spaced set of phase conductors each composed of four bundled conductors. Typically, 
two, three, or four conductors per bundle are used. 

We wil! now consider the configuration of Figure 3.6 in more detail. Suppose 
that the spacing between bundle centers is D, where D is large relative to the spac- 
ing between the conductors of the same phase. Assume that all the conductors have 
the same radius r. 

Consider the flux linkages of conductor 1 in the phase a bundle. Assume for 
simplicity that the current in each phase splits equally among the fgur parallel branch- 
es. We can use (3.21) and get the flux linkages of conductor 1, 


8 Conducting frame 
Phase b supporting 
5 conductors 
4 3 12 11 
D 
l 2 9 10 


Phase a Phase c Figure 3.6 Bundled conductors, 
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ae 
dy dy; dy 


+ Hint + int + RE + n+) 
dis dis diz dig 


+ nds + In : + In : + L) 
diy dito du dn 


-lim l kns ene o 
27| ° (r dydydy)" R (ds 6d sys)" r (digd, 10d 1d112)” i 
fof., 1 .,, ES | ) 
= —| i n — + iln — + — 

aC n B i, in D, i, ln D.. 
where we have introduced the definitions 


R, = (r'diodysdys)""* 
= geometric mean radius (GMR) of bundle 


(3.24) 


Dis È (disded rds)" 
= geometric mean distance (GMD) from conductor 1 to phase b 


le 2 (ddiod 141.10)" 
= GMD from conductor 1 to phase c 


Noting that D,, ~ D,, ~ D, and assuming that i ia + i, + i, = 0, we get, approxi- 
mately, D 
Ko. 
Ay = i, la 
t= 5 tal R, (3.25) 

Comparing (3.25) with (3.23), we see that the only difference is that r’ is replaced by 
the (much larger) geometric mean radius of the bundle, R,. 

In calculating the inductance per meter of phase a, we can proceed intuitively. 
First, calculate the inductance per meter of conductor 1. Noting that the current in 
conductor 1 is i,/4, we are led to 


D 
l= ; 
lara = (4 )in2 a (3.26) 


Next, calculating A,, we find the same value of R, as previously; the reason is the 
symmetrical spacing of conductors. In calculating GMDs from conductor 2 to phas- 
es b and c, we find that Dap = D,, = D because of the large spacing between phases. 
Thus, /, ~ l. In this manner we find that /, ~ |, ~ l, ~ l4. Then, since we have four 
approximately equal inductors (/,,/,, l, l4) in parallel, 


ie pg 2D D 
| =—=—In—-=2xX “Ijin 
mG ping eens (3.27) 
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Checking the steps in the calculation, we see also that /, = l, = 

We have been considering the case of four bundled ae per phase. The 
reader should check that (3.27) holds also for any other bundled configuration in 
which the bundled conductors are symmetrically spaced around a circle and the dis- 
tances between phases are equal and large compared with the spacing of conductors 
within each phase. Of course, the GMR must be defined appropriately; with b con- 
ductors we get 


R,=(r'dp,..-, dy) bæ2 (3.28) 


Note: We can define R, =r’ if b = 1 (ie., the nonbundled case), and then 
(3.27) includes (3.23) as a special case. 


Example 3.3 


Find the GMR of three symmetrically spaced conductors (Figure E33). Assume that 
r=2cemandr’ =2e/ = 1.56 cm. 


50 cm Figure E3.3 


Solution 


R, = (1.56 X 50 X 50)! = 15.7 em 


Example 3.4 


Find the GMR of four symmetrically spaced subconductors (Figure E3.4¥ Assume that 
r = 2cmandr’ = 1.56 cm. 


50cm———® Figure E3.4 


Solution 


R; = (1.56 X $0 x 50 x 50 V2)!“ = 22.9 cm 


| 
| 
| 
i 
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In Example 3.4 the inductance of the line has been reduced by a factor 2.69 
compared with a line with single conductors of the same radius or by a factor 1.44 com- 
pared with single conductors with the same amount of material as in the bundles. 

Three additional comments about bundling are as follows: 


pa 


If we view the bundle as an approximation of a hollow conductor, the reason 
for the increased “radius” is intuitively clear. 


2. The larger “radius” helps in another respect. At high voltages, above approx- 
imately 230 kV, the electric field strength near conductors is sufficiently high to 
ionize the air nearby. This phenomenon, called corona, has an undesirable ef- 
fect since it is associated with line losses, radio interference, and audible noise. 
All other things being equal, the larger the conductor radius, the less the elec- 
tric field strength at the surface of the conductor. Bundling is beneficial since 
it effectively increases the conductor radius. 


Go 


. Compared with a single conductor of the same cross-sectional area, bundled 
conductors, having a larger surface area exposed to the air, are better cooled. 
Thus, higher currents may be carried without exceeding thermal limits. More 
on this point later. 


Exercise 1. In checking the validity of comment 1, consider the GMR of a 
sequence of b symmetrically spaced subconductors all at a fixed radius 1 (Figure 
EX 1). As b— o the spacing between conductors necessarily tends to zero (as 
does r’) and the configuration looks like a hollow conductor of radius 1. In this case 
we get | = (49/27) In (D/1) and we expect that R, = 1. Do you believe it? Asa 
check, pick r = 0.1, pick b = 31, obtain the values of d; graphically, and calculate R,,. 
Note that for b = 31 we approximate a hollow conductor. 


Figure EX 1 


The simple result of Example 3.2 has been extended in one direction; with mul- 
tiple conductors per phase instead of a single conductor, we use the GMR, R, in- 
stead of r’. In Section 3.5 we extend the result in another direction. 


3.5 TRANSPOSITION 


In practice the equilateral arrangement of phases discussed in the preceding two sec- 
tions is usually not convenient. It is usually more convenient to arrange the phases 
in a horizontal or vertical configuration. 

In this case symmetry is lost. One way to regain the symmetry and restore 
balanced conditions is to use the method of transposition of lines. This is illustrated 
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Position 
a c b 
i 
b 
ea a = 
c 
3 
Section | Section 2 Section 3 


Figure 3.7 Transposed lines. 


in Figure 3.7. We can think of this as a top view of three conductors in the same hor- 
izontal plane. Equally well, it could be a side view of three conductors in the same 
vertical plane or even a view of three conductors not in the same plane. In this case, 
to visualize the transposition, think of a line crew that sets out the insulators on the 
poles or towers in an arbitrary but fixed configuration labeled 1, 2,3 on every pole. 
Another crew then strings the wires, rotating each phase, at intervals, through each 
insulator position. For example, phase a starts in position 1, gets rotated to position 
2, then position 3, and then the cycle repeats. 

From the way the line is constructed it seems physically reasonable that the 
average inductance of each phase will be the same. We now wish to calculate that 
inductance. 

Assume that 


1, Each phase occupies each position for the same fraction of the total length of line. 
2. Each phase is a single (nonbundled) conductor of radius r. 
3. i, tip ti, = 0. 
Next, we calculate the average flux linkages per meter of phase a. This is 
Ag = 4A + A2 + a0) (3.29) 


where A® is the flux linkage per meter in the ith section, i = 1, 293. Substituting in 
(3.29) from (3.21) and using the transposition cycle in Figure 3.7, we get 


(3.30) 


1 
sihe Aan t+ i, si + i,in- sine +i] 


Each of the rows in (3.30) is the application of (3.21) to conductor a as it finds itself 
successively in positions 1,2, and 3. We can group terms, as follows: 


ee ee ee eee 
= —(i,In— + iln + i,.n— 
Àa = (i In F i, In D, iln x) 


-Bi iy Pe 


(3.31) 
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where D,, è (d adda) 13 = geometric mean of the distances between positions 1,2, 
and 3. Thus we get the average inductance per meter: 


Pena oars (3.32) 


The formula is the same as (3.23) except that D is replaced by D,,,. It is clear, because 
of the transposition, that /, = l, = /,. We note that this result is consistent with the 
use of per phase analysis. 

Suppose now that instead of being single round conductors, the conductors are 
bundled. How does this affect (3.32)? Comparing (3.27) and (3.23), we can guess that 
the result will be 


D D 
In =2X 10-7 hn 
a R (3.33) 


which, in fact, is correct. This can be shown as follows. If we consider section 1 of 
the transposed line [using appropriate notational and other modifications of (3.24) 
to accommodate the unequal spacing of phases], we get the approximate formula for 
the flux linkages of conductor 1: 


1 1 1 
(1) ar . ale n ina . a 
Ma ehy In R, +i, ln F +i, ln x) (3.34) 


where a‘) and d} are the section 1 spacings between phases a and b, and a and c, re- 
spectively. Equation (3.34) corresponds to (3.24) with the approximations d} ~ D, 
d? = D, We next calculate 


Ana = AR + AR + AD] 


~ 1 : 1 1 1 
ha = 5% ing + lage + ng +i, ny 


3,35) 
ee 1 1 ( 
veg n= ar ne +i ln g t Ki 5) 
Equation (3.35) corresponds to = with appropriate changes in notation. Re- 
grouping terms gives us 


Pee epee oer re 
Àla = bali Ink + gin + ln) = An (3.36) 


where D,, = (dJd@dQ}? = [aad]. The notation obscures the equality of 
the two aie terms; the reader should check that they are equal because of the 
transposition of phases. By exactly the same technique used in going from (3.25) to 
(3.27), we go from (3.36) to (3.33). Itis again evident that /, = J, = /, in this case also. 
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We note that in practice, even when the lines are not consistently transposed, 
it is convenient and causes little error to calculate the inductance as if they were 
transposed. Note also that with the definition R, = r', for b = 1, (3.33) covers all 
combinations of cases we have considered. 


Example 3.5 


Find the inductance per meter of the 3¢ line shown in Figure E3.5. The conductors 
are aluminum (u, = 1), with radius r = 0.5 in. 


40 ft 
20 re it 
o'o o'o 


S carn 


Solution Although for simplicity the problem is stated without precision, it is generally 
understood that what is required is the average inductance of the transposed line. Thus 


D,, = (20 ft X 20 ft X 40 ft)? = 25.2 ft 
R, = (0.78 x 0.5 X 18}? = 2.65 in. = 0.22 ft 


252 
0.22 


Figure E3.5 


Bo Dn -7 -7 
=—In—=2X = 9, > 4 
la Jr ln R, 2 X 107'In 9.47 X 107’ H/m 


Note: Although line dimensions are in feet, the result of the calculation is in 
henrys per meter. We have used jig = 4r X 1077. 


In introducing the calculation of inductance, we have simplified matters by mak- 
ing some reasonable assumptions and approximations. In most cases we can extend 
the analysis and obtain more accurate results without undue extra labor. A case in 
point is the calculation of the geometric mean radius (GMR) for stranded conduc- 
tors. This is an important practical case since almost invariably conductors are strand- 
ed rather than solid. The method used to calculate the GMR for bundled conductors 
extends easily to this application. For example, for the stranded conductor, labeled 
“Bluejay,” with 7 (central) strands of steel and 45 strands of aluminum, the outside 
diameter is 1.259 in. and the GMR is 0.4992 in.* For stranded conductors we get 
more accurate results by substituting the conductor GMR in place of r’ in all our for- 
mulas. However, even if we ignore the stranding, our results are usually quite accu- 
rate. In the Bluejay example just quoted, if we neglect the stranding (and the presence 
of iron) and assume a solid round aluminum conductor of the same outside diame- 


ter, we get r’ = 0.7788 X 1.259/2 = 0.4903 in., compared with the GMR of 0.4992. - 


This small error is typical for ACSR conductors, . 


* See Table A8.1 in Appendix 8. 
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A similar extension permits the use of an exact geometric mean distance (GMD) 
between phases instead of the approximation used here. For the details of these 
calculations, the reader is referred to Anderson (Chapter 4), and Grainger and 
Stevenson (Chapter 4). 


3,6 IMPEDANCE OF THREE PHASE LINES INCLUDING 
GROUND RETURN 


In some cases we cannot assume balanced operation. There may be lack of 
transmission-line transposition or of load balance. More extreme cases of unbalance 
are treated in Chapter 12, where we analyze the steady-state performance of power 
systems during faulted conditions. We consider, for example, single phase to ground 
faults. The current now flows in the neutral conductor (if present) and the ground 
(or earth) return as well as in the phase a, b, and c transmission-line conductors. As 
a result, we will need to model the effect of earth and neutral return on the imped- 
ance of a transmission line. 

In this section, we present the essential features of the approach. Ina land- 
mark paper in 1923, J. R. Carson developed a procedure to describe the imped- 
ances of overhead conductors with an earth return. This paper, with certain 
modifications, has served as the basis for transmission-line impedance calcu- 
lations in such cases. The matrix equation (3.37) is used to relate the volt- 
age drop from one end of each line to the other end of the line in terms of 
line and neutral currents. The model also assumes a single isolated neutral 
conductor. 


(3.37) 


D 
S 
N 
S 
= 
S 
N 
S 
= 
ato at 


Yi, 
v 
Vij | Zea Zo Zoe Zen 
Va 


where 
V, = phasor voltage drop of phase i, iza,b,c,n 
I; = phasor current flowing in phase i 


Z; = self-impedance of conductor i including the effect of ground return 
= 2%, Xe 


£ = length of transmission line in meters 


D, 
GMR; 


Zü = (r; + ra) + jw2 x 1077 In Q/m 
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r; = resistance of phase jin Q/m 
ra = 9.869 X 1077F is the earth resistance in Q/m 


f = operating frequency in hertz 


D, = 658.368 E m 


p = resistivity of the earth in Q-m 
GMR; = geometric mean radius of conductor i in meters 


Zy = zy X £ is the mutual impedance between conductor i and conductor j 
including the effect of the ground return 


D, 
zj = ty + jo X 107” In 7 O/m 
ij 


dij = distance between conductors i and j in meters 


Some additional points follow: 


1. Carson determined that the earth resistance r, is a function of the frequency and 
derived the given empirical formula. 

2. In the formula for D,, if the actual earth resistance is unknown, it is common 
to assume p to be 100 Q-m. 

3. D,, GMR;, and d; are only involved as ratios in the formulas for Z; and Z;. 
As long as the units are consistent, either feet or meters can be used. 

4. For further details on the evaluation of self-impedances and mutual imped- 
ances, see Anderson, Chapter 4, pages 78-83. 


In (3.37), the effect of the neutral conductor is included. lowever, if J, = 0 
(i.e., neutral conductor is open circuited), or V, = 0 (e.g., neutral conductor imped- 
ance is zero), (3.37) may be simplified. Consider the case J, = 0. In this case we 
may solve for V,, V,, V; in terms of J,,J,,, alone. In matrix terms we may eliminate 
the right hand column and bottom row of the Z matrix in (3.37). 

Next, consider the case V, = 0. Then, 


V, = 0 = Znala + Laoly + Zycle + Zanda (3.38) 


which implies 


Zn a + Zn I + Zied: 
I, = L da + Zah ) (3.39) 


Zan 
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Substituting (3.39) in the first three equations of (3.37) yields 
V Za Za Za || la 
V |=] Zia Zo Zic || Lp (3.40) 
V, Z ta cb Z A L 


where 
ZinZni . 
Zi = Zi Z > 1=4, b, (0 (3.41) 
Zin 
ZinZnj 
Zj=Zy-— Fa be (3.42) 


Under additional assumptions equation (3.40) includes as a special case that of 
a balanced and completely transposed line connected to a symmetrical load. In this 
case (3.40) reduces to that given by (3.33). See Anderson, Chapter 4, for details. 


a a a | 


Example 3.6 


Compute the phase self- and mutual impedances of the 161 kV line shown in Figure 
E3.6. The conductors are “Hawk” ACSR 26/71, with a resistance of 0.1931 Q/mi 
and a GMR of 0.0289 ft. Assume that the frequency is 60 Hz (w = 377), that the 
neutral current is zero (i.e., the ground wires are open circuited), and that the 
phase wires have the configuration shown in Figure E3.6 for the entire length of 
the line. Assume that the earth resistivity p is 100 Q-m and that the line is 60 
miles long. 


161 kV Figure E3.6 


t See Table A8.1 in Appendix 8. 
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Solution 
Ta = Tp = T, = 0.1931 Q/mi 
GMR, = GMR, = GMR, = 0.0289 ft 


p 100 
= -ft = — = t 
D, = 2160 $ ft = 21604] 50 2790 f 


At 60 Hz, r; = 9.869 X 107’ f O/m = 592.1 x 10°? O/m. 
Using the conversion factor 1 mile = 1.609 kilometers, we get 


rz = 0.09528 Q/mi 
Then 


D, 
GMR; 


Zoa = Zob = Zee = Ta + ty + jw2 X 1077 in Q/m 


2790 
= (0.1931 + 0.09528) + j(377 X 2 X 1077) In 


.609 X 10° Q/mi 
gazga * 169 X 10°.0/mi 


= 0.2884 + j1.3927 Q/mi 


The mutual impedances are computed as follows: 


D, 
Za =r + fod X107 n— 
do 
2790 
= j rs xX 1.609 x 107 
0.09528 + j(377 X 2 X 107°) In 186/12 1.60 


= 0.09528 + j0.6301 N/mi 


It is important to note that, as suggested earlier, in calculating the natural logarithm, 
we have converted the spacing between conductors a and b into feef- Thus, 


Zye = Zap = 0.09528 + j0.6301 Q/mi 


Finally, we calculate z,,, noting that all quantities except for d,, are the same; 
da = 372 inches = 31 feet. 


Zae = 0.09528 + j0.546 O/mi 


For 60 miles of line, we multiply the foregoing values by 60 to write, in matrix notation, 


(17.304 + j83.562) (5.717 + j37.81) (5.717 + 732.76) 
Za =| (5.717 + 737.81) (17.304 + 783.562) (5.717 + 737.81) |Q 
(5.717 + 32.76) (5.717 + j37.81) (17.304 + 83.562) 


i 
f 
i 
i 
i 
i 
f 
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Until now we have been considering magnetic effects, line inductance in Sections 
3.1 through 3.5, and series impedance (series resistance and series inductive reac- 
tance) in Section 3.6. We turn next to the calculation of (shunt) capacitance, anoth- 
er important transmission-line parameter. 


3,7 REVIEW OF ELECTRIC FIELDS 


We start with some basic facts from physics. 
Gauss’s law, Gauss’ law states that 


| D+ da = q, (3.43) 
A 
where 


D = electric flux density vector, coulombs/m? 
da = differential area da with direction normal to the surface, m? 


A = total closed surface area, m? 
qe = algebraic sum of all charges enclosed by A, coulombs 


As in the case of Ampére’s circuital law, Gauss’s law is implicit in D, the variable of 
interest, but can be usefully applied when symmetries are present, as in the follow- 
ing example. 


—— 


Example 3.7 


Find the field of an infinite uniformly charged straight round wire. 


Solution Draw a cylindrical Gaussian surface concentric with the wire and A meters 
long (Figure E3.7, where the charge on the wire is q c/m of length). Considerations of 
symmetry indicate that D is radial and constant in magnitude over the curved portion 
of the cylinder (it is zero on the end caps). Thus, using Gauss’s law, 


h 
7 
R Infinite wire 
of 
radius r 
eae . 
-7 D Figure E3.7 


| D- aa = DarRh = gh 
A 
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Then 
p=~ Rer (3.44) 
2nR 


where D is the scalar version of D. Knowing that D is ditected radially, we also have 


“eget 
D=as, Rer (3.45) 


where a, is a radially directed unit vector. | 


Electric field E. In a homogeneous medium the electric field intensity E is 
related to D by 


D = eE (3.46) 


where the units of E are volts per meter, and in free space, in the SI system of units, 
e = ep = 8.854 X 107” farads per meter. In other media we may write € = €,€p, 
where e is called the relative permittivity. The relative permittivity for dry air may 
be taken to be 1.0 with negligible error. 


Voltage difference. We can next find the voltage difference between any 
two points P, and Pg by integrating E (in volts per meter) along any path joining the 
two points. From physics, 


P, 
Vga £ Upg ~ Upa = -| E-dl (3.47) 
P 


We will now apply the result in Example 3.7 to find an expression for line capaci- 
tance. 


y 


3.8 LINE CAPACITANCE 


Roughly speaking, capacitance relates charge to voltage, and hence we consider next 
the voltage differences associated with the infinite charged line of Example 3.7. Since 
the electric field is radial, we can think of a path in which we get from P, to Pg by first 
moving parallel to the wire and then at a fixed radius until we can reach P, by a pure- 
ly radial path. The integrand in (3.47) will be zero for the first two segments, and for 
the third segment we get 


h g R, 
Uga = Upg T Upa =- | mek dR = Pu (3.48) 
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where R, is the (radial) distance of P, from the wire and Rg is the (radial) distance 
of P; from the wire. Note that if q is positive and P, is closer to the wire than P,, 
its potential will be higher than that of P,. Note that we have not yet considered the 
“voltage” of the line. To do this we could let P, be a point on the line and let P, be 
the reference point (i.e., the point whose voltage is the datum or reference voltage). 
An attractive reference point would be the point at an infinite radius. Unfortunate- 
ly, in this case R, —> co and from (3.48) we see that the voltage diverges. This diffi- 
culty, similar to the one discussed in Section 3.2 in connection with flux linkages, has 
the same resolution; in the many-conductor case, under reasonable assumptions, the 
line-to-datum voltages are well defined, even if the datum point is at infinity. 

Consider next the multiconductor case illustrated in Figure 3.8. Shown here 
are cross sections of an infinite line with n conductors, the charges per meter of these 
conductors, and a possible path of integration to evaluate the potential of P, relative 
to P,. With conductor radii small compared with the spacing between conductors, we 
can assume that the effect of the interaction between the charges on different con- 
ductors is negligible. In this case we can evaluate (3.47) using superposition. We are 
thus led to the multiconductor version of (3.48): 


1 < Rai 
Uga = Upg T Upa = Ire 2 qi re (3.49) 


We next make a key assumption regarding the instantaneous charge densities 
in any cross section of the line. Assume that 


atgti +q,=0 (3.50) 


which is analogous to (3.16). Proceeding as in the development following (3.16), we 
then rewrite (3.49) in a way that facilitates the introduction of (3.50): 


Uga = 


1 a 
Sang fa i (351) 


= 


Possible path of x 
testtol Figure 3.8 Conductor cross 


of E sections. 
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To the second part of (3.51) add 


1 n 
= p > qi In Ra (3.52) 


i=] 
Because of (3.50) we have added zero. On the other hand, the second part of (3.51) 
now becomes 


— ¥ gin (3.53) 


Now we are in a position to pick point P, as reference and move it out toward infin- 
ity. As we do this, all the ratios R,;/R,, — 1 and each logarithmic term individually 
tends toward zero. In the limit (3.53) becomes zero. We can use the notation v, to 
indicate voltage at any point F; with respect to the reference. 
ine 1 
ae a 2 q; ln Re (3.54) 
We note that the formula holds for an arbitrary point P, as long as it is not inside a 
wire. Rg is the distance between the (otherwise) arbitrary point and the center 
of the ith conductor. If the point £ is on the ith conductor surface, then Rg,, the dis- 
tance between the surface of the ith conductor and its center, reduces to the radius. 
The main application of (3.54) is to relate transmission-line voltages and 
charges. For example, we find the voltage at a point on the surface of conductor 1 
in Figure 3.8. l 


y= Aa ln tgn t:e WES (3.55) 
TE 1 Rin 
where R,, is the radius of conductor 1, Ry the distance from the point to the center 
of conductor 2, and so on. Now while physical considerations indicate that the sur- 
face of conductor 1 is an equipotential surface, application of (3.55) giyes slightly dif- 
ferent results for different choices of points on the surface. This discrepancy is 
expected in the light of the approximations made in the derivation. A more detailed 
investigation of the potential fields indicates that R; should be replaced by d,, the 
spacing between centers of conductors. With small radii compared with intercon- 
ductor spacings, the differences are insignificant. 
Thus we have 


1 1 1 1 
=—| qIn—+ pn +: + qg n~ ; 
Ù Tre (a ln n q ln do q, In =} (3.56) 


With obvious modifications the equation for the kth conductor voltage is 


1 1 1 
v, = — la— +... 4 — ++ — 3.57 
k (a de qı In E qa in d (3.57) 


kn 
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In matrix notation 


v= Fq (3.58) 
where v is an n-vector with components v,, %2, . . . Vp, q is an n-vector with com- 
ponents qi, q2,..., qa and F is an a Xn matrix with typical element 
fi; = (1/2e) In (1/d;;). To find the capacitance parameters, we need the inverse re- 
lationship, 

q= Cy (3.59) 
where C = F~! 

Note that, in general, there is mutual capacitance between conductors; that is, 


the charges depend on ali the voltages, and vice versa. However, in an important 
special case we can model with only self-capacitances. 


Example 3.8 


Calculate an expression for the capacitance per meter of a three-phase transmission 
line [Figure E3.8(a)]. Assume that 


op . 
ae le Figure E3.8(a) 


1. Conductors are equally spaced, D, and have equal radii r. 
2. dat tq =O. 


Solution Using a, b, c notation instead of 1, 2,3, we find v, by using (3.56): 


beid 1, 1 1 
n= hant } phi + anf 


jit) 
dre r 


(3.60) 


where we have used the assumption q, + q, + qe = 0. In the same way we find iden- 
tical relationships between v, and q,, and between v, and q,. We are now ready to cal- 
culate the three capacitances. To interpret the result physically, however, we digress 
briefly. Consider the potential of a point p equidistant from the conductors a, b, and 
c. Using (3.54) gives us 


0 = ser ae ee ne)=0 
P Ire qa Rpa r de Ry qe Ry 7 
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aS iy a a a a a a aa 
Thus the point p is at the same potential as the point at infinity and may be taken as 
the datum point. In fact, construct an imaginary geometric line parallel to the con- 
ductors passing through the point P. Every point on this line is at the datum poten- 
tial. Picking this also to be the neutral potential, we get the relationships between 
phase-to-neutral voltages and phase charges via three equal phase-neutral (distrib- 
uted) capacitances: l 


dre 
== =(= t tral 3.61) 
CFG =O = CRT (Din F/m to neutr ( 


artanged as shown in Figure E3.8(b). This symmetric circuit may also be taken to be 
a representation of the physical cross section of the transmission line. 


we 


è b Figure E3.8{b) 


In the more general case of unequal interphase spacings and bundled subcon- 
ductors as described in Section 3.4, we assume that the lines are transposed and get 


2re 
Z=% =% =¢=——— F/mtoneutral 3.62) 
canepa S ' 


where D,,, is the GMD between phases and 
REA (rdo +++ dy? b22 (3.63) 


We note that the only difference between (3.63) and (3.28) is that ris used instead of 
r’. Ifb = 1, itis convenient to define Rf = r so that we can use (3.68) to cover the non- 
bundled case. 


Example 3.9 
Find phase-neutral capacitance and capacitive reactance per mile for a three-phase 
line with D,, = 35.3 ft. Conductor diameter = 1.25 in. 
Solution Inair,e = €,€) = 1.0e0 = 8.854 X 10°" Using this value in (3.62), we have 


ne dm X 8.854 X 107” i 
ee = = 8.53 x 10°? F/m 
e= tn(D,/r) In [(35.3 X 12)/(1.25/2)] / 
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We next calculate the susceptance. 


B, = we = 2m X 60 X 8,53 X 10° = 3.216 X 10°? mho/m 
= 3.216 X 107° x 1609.34 = 5.175 x 10°§ mho/mi 
Finally, we have the phase-neutral reactance in Q-mi. 
1 1 


IXj=— = 
B. 5.175 x 1076 


0.193 MQ-mi 


> 
Exercise 2. Comparing / in (3.33) and ¢ in (3.62), we see that there is an ap- 
proximately inverse relationship. Assume that b = 2, w, = 1, D,,/R, = 15, and 
show that Ic = poeg. We note that (1u€))""” = 2.998 X 10° m/sec is the velocity of 


light in a vacuum (i.e., a universal constant.) 
eee 


Before leaving the subject of line capacitance, it should be noted that we are ne- 
glecting the effect of the (conducting) earth under the transmission line. Charges 
are induced in the earth, and these have some effect on the calculated values of ca- 
pacitance. To study this effect further, see Anderson (Chapter 5) and Grainger and 
Stevenson (Chapter 5). The effect is usually quite small for lines of reasonable height 
operating under normal nonfault conditions. 


3.9 DETERMINATION OF LINE PARAMETERS USING TABLES 


Values of GMR for the important case of stranded conductors without bundling 
are available in tables provided by manufacturers. The tables given in Appendix 
8 also provide values of inductive reactance, shunt capacitive reactance, and resis- 
tance. These tables continue to use units of inches, feet, and miles based on the 
practice in the electric utility industry in North America. 

In much of the analysis using line parameters, we utilize the values of inductive 
reactance and shunt capacitive reactance rather than the values of inductance and 
shunt capacitance. 

Using (3.32) the per phase inductive reactance for a single solid conductor of 
radius r is given by 


D 
X, = Ifl = Anf X 1077In =E A/m 


D (3.64) 
= 2.022 x 1073 x fin Q/mi 


where r’ = re™/*. In the case of stranded conductors we would use the GMR rather 
than 7’ although, as pointed out on page 70, the use of r’ provides a good approxi- 
mation for the GMR. Using the GMR rather than r’ we get 
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X, = 2.022 X 10 x fln Pn Q/mi (3.65) 
3 GMR 


Finding the GMR by using Table A8.1 in Appendix 8 we can solve for X; using 
(3.65). There is another way to find X, directly from the tables in Appendix 8. Be- 
cause of a logarithmic property we can replace (3.65) as follows: 


1 : 
—~ + 2,022x103xflnD,, Q/Ani 
GMR PSUR (3.66) 


Xa 


X, =2.022 x10 x fin 


Xa 


If the units of GMR and D,, are in feet, the first term in (3.66) represents the in- 
ductive reactance per phase of a line having a distance of 1 ft between the conduc- 
tors. This term, X,, is referred to as the inductive reactance at 1 ft spacing. It is a 
function of the frequency and the GMR. The second term in (3.66) is called the in- 
ductive reactance spacing factor Xj. This term is independent of the type of con- 
ductor and is a function of the frequency and spacing between conductors. The 
values of X, are given in Tables A8.1 and the values of X, are given in Table A8.2 
(both in Appendix 8). 

In a similar fashion, we can also obtain the shunt capacitive reactance to neu- 
tral using tables. 

Using (3.62) as it applies to the nonbundled case, we can calculate the shunt ca- 
pacitive reactance to neutral as 


1 
=—— 0- 3.67 
Xe In fC Q-m to neutral (3.67) 
where 
dire 
C= 
In Pn 
r + 
As a result, 
1 6 Dn $ 
Xc = F X 1.779 X 10 n= Q-mi to neutral (3.68) 


Following the procedure applied in the casè of inductive reactance, we can rewrite 
(3.68) in the form 


x2 ; 1.779 x 108In(2) + : x1.799x10ln(Dy,) Q-mito neutral (3.69) 
ad w 
X; Xa 


For a line with one stranded conductor per phase, X, and X; can be found directly 
from Table A8.1 and A8.3, respectively. 


Sec. 3.9 Determination of Line Parameters Using Tables 83 


Example 3.10 


Find the inductive reactance per phase in ohms per mile, and the capacitive reactance 
to neutral in ohm-miles for a three-phase line that has three equilaterally spaced con- 
ductors of ACSR Dove. The conductors are 10 ft apart, and the operating frequency 
is 60 Hz. : 


Solution We will solve this example using both the approximate expressions derived 
in the chapter for a single solid conductor of radius r and the method using the tables 
described in this section. 


Dove GMR = 0.0313 ft, D=10ft, r = 0.4635 inches 


0.4635 
reS = 0.0386 ft 


Inductive Reactance Calculation From (3.65), 


D 
GMR 


10 
= 2.022 X 1073 X 60 n| —— ] = 0, i 
on( 0.6992 0,/mi 


From Table A8.1, we have for the Dove conductor 
X, = 0.420 0/mi 
From Table A8.2 for a spacing of 10 ft, we have 
X; = 0.2794 N/mi 


From (3.65), X} = X, + Xa = 0.420 + 0.2794 = 0.6994 0/mi, which is very close to 
the value obtained previously using the expression for a single solid conductor of ra- 
dius r. 


X, = 2.022 x 1073 x f In Q/mi 


Shunt Capacitive Reactance Calculation 


From (3.68), 


D, 
Kes 1 X 1.779 x 10 ln (==) 
f r 


10 © 
0.0386 


1 
= F X 1.779 x 10 n( } = (0.1648 MQ-mi to neutral 


From Table A8.1, we have for the Dove conductor 
"XX! = 0.0965 MO-mi 
From Table A8.3, we have for a 10-ft spacing 
a = 0.0683 MQ-mi 


From (3.68), Xc = X, + X; = 0.0965 + 0.0683 = 0.1648 MQ-mi, which is the same 
value obtained using the expression for a single solid conductor. 


— > 
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3,10 TYPICAL PARAMETER VALUES 


In this section we provide some parameter values for high-voltage lines. Consider the 
three lines in Figure 3.9. Some typical data concerning the lines are given in Table 
3.1. A few comments on the tabulated values follow. 


1. The spacing between the phases increases with the voltage rating. However, by 
increasing the number of conductors per bundle, the inductance actually de- 


creases with voltage rating. 

2, Line resistance increases with temperature and with frequency. In Table 3.1 
are shown the line resistance for de and 60 Hz. At de the distribution of cur- 
rent across each conductor cross section is uniform. Because of inductive effects, 
the current distribution changes as the frequency is increased, with higher cur- 
rent densities at the surface. Although the current averaged over the cross sec- 
tion remains the same, the ER losses increase, and this may be viewed as the 
reason for the increased R. 

Checking the table, we see that the resistance at 60 Hz is only 5% higher 
than at de. This is evidence that there is only a slight departure from the uni- 
form current distribution assumed in our calculation of inductance. 

3, The resistance is relatively small compared with the inductive reactance. In 
calculating power flows, voltages, and currents, the resistances have a minor ef- 
fect compared with the inductive reactances. In some calculations they are ne- 
glected. However, in other calculations they are of vital importance. Examples 

j are the calculation of line thermal limits considered in Chapter 4, and problems 
of economic operation considered in Chapter 11. 


Figure 3.9 Typical high-voltage transmission lines. Copyright © 
1977, Electric Power Research Institute. EPRIEM-285, Synthetic 
Electric Utility Systems for Evaluating Advances Technologies. 
Reprinted with permission. 
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Line voltage (kV) 

138 345 765 
Conductors per phase (18-in. spacin 
Number of strands innam sted 8) ee re a 
Diameter (in.) 0.977 1.165 1.424 
Conductor GMR (ft) 0.0329 0.0386 0.0479 
Current-carrying capacity per conductor (A) 710 1010 1250 
Bundle GMR-R, (ft) 0.0329 0.2406 0.6916 
Flat phase spacing (ft) 175 26.0 450 
GMD phase spacing (ft) 2205 32.76 5670 
Inductance (H/m X 10°) 13.02 98 881 
X, (0/mi) 0789 ©0596 0.535 
Capacitance (F/m x 107°) 8.84 11.59 12.78 
IXe! (MO-mi to neutral) 0.18 0142 0129 
Resistance ((1/mi), de, 50°C 0.1618 0.0539 0.0190 
Resistance ({2/mi) 60 Hz, 50°C 0.1688 0.0564 0.0201 
Surge impedance loading (MVA) 50 415 2268 


4. For future reference we list surge impedance loading for the three lines. This 
is a measure of line power-handling capability considered in Chapter 4. 

5. On each transmission tower in Figure 3.9 the reader may have noticed two tri- 
angular structures above the horizontal cross member. These structures sup- 
port “ground” wires, which are electrically connected to ground or to each tower 
and thereby to ground. The purpose of these wires is to shield the phase con- 
ductors in the event of lightning strikes and to provide a low-impedance path 
in the event of a phase-to-ground fault. s 


In Chapter 4 we consider the modeling of transmission lines using the distrib- 
uted parameters described in this chapter. 


3.41 SUMMARY o] 


For a three-phase line with transposition and bundling, the average per phase in- 
ductance is given by 


ko, D D 
l = pu = -7 Z 
E in R 2X 10°'In Ta H/m (3.33) 
where for convenience we have dropped the / notation. D,, is th 
. Dm is the GMD between 
phases [i.e., Dm = (dasycdca)'"]. Ry is the GMR of each phase bundle given by 
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‘= $ d, is the distance between con- 
= iyd. - «dyy)!®, where r’ = r exp (—#,/4) and di l 
ee a j r assuming that each phase has the same te ae 
i If there is no bundling, A, = Y- 

dled conductors all of the same radius r. 1 
e of the (stranded) conductors is given, it should be used in the formulas 


in place ofr’. l l 
i The formula for average capacitance to neutral is 


2e 


In (Da/ Ri) 


wh = €,€) = = -12 in air, Dm h dy been defined, and 

1.0€, = 8.854 X 107” in air, as alrea pane 

Ri a se dy)” i the same as R, except ris used instead of r’. We are again as 
c= 


suming a symmetrical arrangement of bundled subconductors all of the same radius 


ithout bundling Ri = r. 
í a (333) and (3.62) make the dependence of | and ¢ on geometry 


quite clear. In this connection the approximately inverse relationship of ? and c 


be noted. DOF ci in- 
DE this chapter we have also provided a description of the series impedance, in 


cluding the effect of ground return usmg the classical approach of Carson. R 
ternate approach to calculating both inductive reactance and capacitive s$ 


reactance using tables is also given. 


c= F/m to neutral (3.62) 


Note Regarding the Problem Set 


With the proliferation of digital computers in power system ain the pesto, 
for the calculation of line parameters can be directly and conveniently pr sag a 
To this effect, in the following problem section, there is a special design exer 

MATLAB to develop a program to calculate the line parameters. 


This design exercise will continue through the various chapters as wesconsider dif- 
ferent topics. 


Problems 


3.1. Suppose that a 60-Hz single-phase power line and an open-wire telephone line - = 
allel to each other and in the same horizontal plane. The power line spacing A : 
the telephone wire spacing is 12 in. The nearest conductors of the two He En t 
apart. The power line current is 100 A. Find the magnitude of the in ni a 
or “round-trip” voltage per mile in the telephone line. Hint: Following the - = 
in (3.11), find the flux linkages of the telephone wire pair due to the aaa ine 
rents, Use Faraday’s law to find the loop voltage. Assume that the telephone 
radius is negligible. | . 

3,2. Repeat Problem 3.1 but assume that the telephone line has been apii a by 
10 ft [i.e., the nearest conductors of the two lines are now (20° + 10°)" ft apart). 


-m 


Problems a 


3.3. Repeat Problem 3.1 but now assume a three-phase power line with a flat horizontal 
spacing of 5 ft between phases. The power line currents are balanced three-phase each 
of magnitude 100 A. Hint: Use phasors to add the flux contributions. 

3.4. Suppose that in Problem 3.1 the telephone wires are transposed every 1000 ft. Calcu- 
late the induced loop voltage in a 1-mile length of telephone wire. 

3.5. Justify the formula / = 4 X 1077 ln (D/r’) henrys per meter for the round-trip induc- 
tance of a single-phase line made up of round wires of radius r separated by a distance 

-D between centers. For simplicity, assume that D >> r and make reasonable simplifi- 
cations. Note that the inductance “per conductor” is the same as the per phase induc- 
tance of a three-phase line, but the inductance is doubled because there are two 
conductors. 

3.6. Reconsider Example 3.2 but assume that each of the conductors is hollow. Find an ex- 
pression for the inductance / in this case. 

3.7. Reconsider Example 3.2 but assume that each of the conductors is stranded with a cen- 
tral wire of radius r surrounded by six wires each of the same radius. Assume that 
D >> rand justify the approximate formula 


D 
£=2x107bm— 
nR 


s 


where 
R, = [(dndiz: + dy)” (duda + da) > > > (dndn: © + dp)" 


and where d; È r' and d; is the distance between centers of the ith and jth strands. R, 
is called the geometric mean radius (GMR) of the stranded conductor. Hint: Notice 
the similarity with Figure 3.6 and proceed by analogy with the derivation of (3.27). The 


only difference is that since the seven inductances 14, h, . . . ,/, are not all equal, we 
need to use the more general rule for combining parallel inductors: namely, 
a e a e E 


3.8. Given an aluminum 52,620-circular mil conductor composed of seven strands, each strand 
with a diameter of 0.0867 in. and an outside diameter of 0.2601 in., find R,, the GMR, 
using the formula in Problem 3.7 and compare with the manufacturer’s figure of 
0.00787 ft. 

3.9. Calculate the per phase inductance (per meter) of the 765-kV line described in Section 
3.10. Note the flat horizontal spacing of 45 ft between phases. Assume that four con- 
ductors per bundle are placed at the corners of a square (with 18 in. on a side). Use the 
values of GMR specified in place of 7’. 

3.10. Repeat Problem 3.9, neglecting the stranding and using the specified (outside) diame- 
ter of 1.424 in. as if each individual conductor were solid aluminum. What is the percent 
error compared with the result in Problem 3.9? 

3.11. Calculate the per phase inductive reactance of the line in Example 3.5 in ohms per mile. 

3.12. Repeat Problem 3.9 for the 345-kV line in Section 3.10. 

3.13. Repeat Problem 3.12, neglecting the stranding (i.e., using r’ instead of the GMR). 

3.14. Calculate the per phase inductive reactance of the line in Problem 3.12 in ohms per mile. 


3.15. Calculate the phase-neutral capacitance per meter of the 765-kV line described in 
Section 3.10. 


3.16. 


3.17. 


3.18. 
3.19. 


3.20. 
3.21. 
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Calculate the capacitive reactance of the line in Problem 3.15 in megohm-miles. Hint: 
First calculate the susceptance per mile and then take the reciprocal to find |X d. 
Calculate the phase-neutral capacitance per meter of the 345-kV line described in 
Section 3.10. 

Calculate the capacitive reactance of the line in Problem 3.17 in megohm-miles. 
Calculate the product of inductance and capacitance values found for the 765-kV line 
in Problems 3.9 and 3.15 and compare with the value of po€p. 

Repeat Problem 3.19 for the 345-KV line using the results of Problems 3.12 and 3.17. 
Compute the phase impedance matrix Z,,, for the line described in Figure P3.21. As- 
sume that the line is 30 miles long. The conductors used are Grosbeak, and the pa- 
rameters for this conductor are given in Table A8.1. 


Figure P3.21 


3.22. Compute the phase impedance matrix Z, for the line described in Figure P3.22. As- 


sume that the line is 40 miles long. The conductors used are Ostrich, and the parame- 
ters for this conductor are given in Table A8.1. 
G 


Figure P3.22 
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D3.1 DESIGN EXERCISE 


ASe a MATLAB program to determine the per phase series impedance and the 
s unt capacitance of a given transmission line configuration in an appropriate set of 
units. Assume that the program input will consist of the following: 


e Radius or diameter of the conductor in appropriate units 

¢ Bundling information if the conductor is bundled 

* Conductor configuration in terms of distances das, dee, and dj, 
* Conductor resistance per unit length 


CHAPTER 4 


Transmission-Line Modeling 


4,0 INTRODUCTION 


In Chapter 3 the distributed per phase inductance and capacitance of a transmission 
line was related to line geometry. Some typical values of distributed series reactance, 
series resistance, and shunt (capacitive) reactance were given. These elements may 
be used in the per phase equivalent circuit of a three-phase line operating under bal- 
anced conditions. We now use this per phase model to derive the relationship between 
voltages and currents at the terminals of the transmission line. 


4.1 DERIVATION OF TERMINAL V, / RELATIONS 


90 


We consider the transmission line in the sinusoidal steady state. Thus we may use pha- 
sors and impedances. Assume that 


z =r + jol = series impedance per meter # 


y = g + joc = shunt admittance per meter to neutral 


The lowercase letters are used for the distributed parameters; we will reserve up- 
percase letters for lumped (total) impedances and admittances. The per phase cir- 
cuit is shown in Figure 4.1. The per phase terminal voltages and currents are V; and 
L at the left end and V, and J, at the right end. With the given reference directions 
for current it is useful to think of the left side (side 1) as the sending end of the line 
and the right side (side 2) as the receiving end. 

A typical differential section of line length dx is shown in Figure 4.1. The se- 
ries impedance of the differential section is then z dx. The shunt admittance is y dx; 
its location within the differential section is of no consequence. Note that the re- 
ceiving end is located at x = 0; the sending end is at x = £. 
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Figure 4-1 Transmission line. 


Applying Kirchhoff’s voltage law (KVL) and Kirchhoff’s current law (KCL) to 
the section, we get 


dV = Izdx 


dI = (V + dV)ydx = Vydx ey 


where we neglect the products of differential quantities. Thus, we get two first-order 
linear differential equations, 


3 (4.2) 


a Nery (4.3) 


or 


ay earl (4.4) 


where y à Vyz is called the propagation constant. Without resistance (i.e. if 
z= jol and y = joc), y = V-o? = jwVic, which is purely imaginary. If 
resistance is included, y is complex, in the form y = a + j8. In either case with y 
complex we do not expect real solutions for (4.3), (4.4). 
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Using the standard method of solving linear ordinary differential equations we 
determine that the characteristic equation is s? — y° = 0, and the characteristic roots 
are thus s, 5, = +y. The general solution for V is then 


y = ke” + ke” . (4.5) 
ete" ge 
= (k, + ky) 5 + (ky = ky) 7 
= K, cosh yx + K,sinh yx (4.6) 


=k- i i ient for introducing the 
where K, = k, + ky, Ky = ki — kı Equation (4.6) is convenient for 
pana conditions We note that the solution of (4.4) for Z also is in the form (4.5) 
or (4.6). ant k 

! a Figure 4.1 we see when x = 0, V = V, which implies that K, = V} Also, 
when x = 0, I = I,, Thus from (4.2), 


=z], (4.7) 


The notation dV (0)/dx means dV (x)/dx evaluated at x = 0. From (4.6) 


z = ~Kyy sinh yx + Kyy cosh yx (4.8) 
x 


Using (4.7) in (4.8), we get, using the definition of y, 


Z z z 
EA zs 
ay Vy V 


where Z, 4 V/2/y is called the characteristic impedance of the line. We can now 
eliminate K, and K; in (4.6). A similar development for the solution of / is left for 
the reader. Then, we get the pair of equations ? 

V = V, cosh yx + Zl, sinh yx l 
pera í (4.9) 


Vy, 
I = I, cosh yx + z sinh yx 
c 


We are particularly interested in the terminal conditions (i.e., V and J when 
x = £). In this case 
K = Yoosh yf + Zd sinh ye 
(4.10) 
I, = l cosh yf + si yet 


Equation (4.10) is the desired relationship between the per phase voltages and cur- 
rents at the two ends of the transmission line. The relationship is specified by the 


Sec. 4.1 Derivation of Terminal V. / Relations 93 


series impedance z and shunt admittance y in combination in their effect on the prop- 
agation constant y = Vey and the characteristic impedance Z, =. V z/y. 

The reader may wonder why the problem was set up so that the result in (4.10) 
gives V; and J, explicitly in terms of V, and J,, rather than the other way around. The 
reason can be stated clearly in the case of a radial transmission line. Ordinarily, it is 
the load (its voltage and complex power) that is specified, and we wish to calculate 
the supply-side variables needed to satisfy the load requirements, This is another 
manifestation of the notion that under normal operating conditions a power system _ 


is “driven” by the power demanded by the loads. However, the inverse relation is eas- 
“ily found for those occasions when we seek V, and J, in terms of V, and Z}. 


Example 4.1 


A 60-Hz 138-kV 3¢ transmission line is 225 mi long. The distributed line parameters 
are 


r = 0.169 Q/mi l = 2.093 mH/mi c = 0.01427 uF/mi g=0 


The transmission line delivers 40 MW at 132 kV with 95% power factor lagging. Find 
the sending-end voltage and current. Find the transmission-line efficiency. 


Solution We first find z and y for w = 27 - 60. 

z = 0.169 + [0.789 = 0.807 /77.9° 0/mi 

y = 75.38 X 107 = 5.38 X 1078 /90° mho/mi 
We then calculate Z, and y£. l 


Z= = 387.3 /-6.05° Q 


yl = 225 Vzy = 0.4688 /83.95° = 0.0494 + 0.466 
In (4.10) we need sinh yf and cosh yf. We calculate these quantities next. 
2 sinh ye A ev — eY = elU% ei0466 — g 0.0494 o- 10.466 


= 1.051 /0.466 rad —0.952 /—0.466 rad 
Thus 


sinh y£ = 0.452 /84.4° 


In the preceding calculation it is important to note that in the formula e” = cos 8 + 


j sind = 1 /9,@isin radians, Thus e!*“* = 1 /0.466 rad. Continuing the calculation 
gives us 


2cosh yê = e”! + e7” = 1,790 /1.42° 
cosh yê = 0.8950 /1.42° 


94 
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We now have all the transmission-line quantities needed in (4.10). It remains to find 
V, and I,. The quantities in the statement of the problem refer to 3¢ and line-line 


quantities. Thus 
WV, = 132 X 10/V3 = 76.2KV l 


Itis convenient to pick Æ 0,in which case we get V, = 76.2 /0° kV. We next find 
the per phase power supplied to the load. 


40 
Pos = 7 = 1333 MW 


Since we are also given the power factor (0.95 lagging), we can find J}, We have 
Piona = 0.95 V213 
Thus lJ}! = 184.1. Since J, lags V, by cos”! 0.95 = 18.195°, 
J, = 184.1 /-18.195° 
Finally, plugging all these values into (4.10) gives us 


V, = V,cosh yé + Zl sinh y£ 
= 76.2 X 10° X 0.8950 /1.42° + 387.3 /-6.05° 


X 184.1 /-18.195° + 0.452 /84.4° 
= 68.20 X 10° /1.42° + 32.23 X 10° /60.155° 
= 89.28 /19.39° kV 


Multiplying by V3, we find that the sending-end line-line voltage has magnitude 
154,64 kV. We next use (4.10) to find J. : 
Loe 
I, = l cosh yf + z sinh yf 
(i 
= 162.42 /14.78 
4 


Thus, the magnitude of the sending-end current is 162.42 A. We now can calculate 
the efficiency of transmission. Since the per phase output power is 13.33 MW while 
the corresponding input power is 


P, = Re Vilt = 89.28 X 10° X 162.42 cos (19.39 ~ 14.76") 
= 14.45 MW 


we have 


13.33 
n= T445 = 0.92 


That is, the efficiency of transmission is 92%. 


tne E 
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Example 4.2 


Han pa a B line ead in its characteristic impedance Ze Find the 
- impedance V, /7, the voltage “gain” {V1/iV,| ai 

; A , the current 
the complex power gain —S,/ S12, and the real power efficiency —Psi/ i as 


Solution If the line is terminated in Z, then V, = Z,h and (4.10) becomes 
V, = V(cosh yf + sinh y£) = Vye”! = VyefeiPt 
I, = (cosh y£ + sinh y£} = Le” = fee! 


Thus 
Lee 
hh 
and we see that the driving-point i i i 
beside g-point impedance is Z. From the first equation we can 
Vj) = Val et => v se 
Iv;l 
From the second equation we find that 
ihl = arat 
PA) 


Noting the reference directi i 
ae irection for /,, the complex power gain may be calculat- 


-Sy = VI = Vee Pt e7 a gibt 
= yg A 
Thus 
-sa 
Siz 


Alternatively, we may observe that 


= en 2at 


V, = ZL, => VIF = Z4? 


while 
Vk = ZI? 
Thus 
= 2 
Sa = ih e g72at 
Sta LP 
Finally, since æ is real, we have 
= ay -2af 
Py 
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Example 4.3 . 
Repeat Example 4.2 for the case of a lossless line. In addition, find Z, y, and Pi. 


Solution Ina lossless line r = g = 0. Thus we find that . 
z_ [ie i a e 
oo iE ~V joc c C 


L = £l = total inductance of the line 


where 


C = £e = total capacitance of the line 


Z, is seen to be a real quantity. Next, we find that 
y= Vay = V joljwc = joVic 


is į imagi i description y = a + 8, 
This is a purely imaginary number. We see that in the c 
Q x 0 and ae Vic. Since a = 0, all the ratios calculated in Example 4.2 


are unity. Thus 


Mt nSu ~B ay 


Wo i! S R 


Finally, B3 = Re Vif = Re ZL? = ZL? since Z, in this case is purely real. An al- 
ternate expression based on J, = V/Z, is frequently more useful: 


_ Me 


z 


A comment on this last result in Example 4.3: Frequently, in the case of 
a lossless line, the terminology surge impedance is used for Z, instead of char- 
acteristic impedance. A lossless line operating at its nominal voltage, terminated 
in its surge impedance Z, , is said to be surge impedance loaded (SIL). The trans- 
mitted per phase power in this case is designated Pou. Using this notation, we see 
that the per phase power transmitted under surge impedance loading is 


2 
a (4.11) 


Multiplying by 3, the corresponding three-phase power is given by.a similar expres- 
sion, P$ = IVEP/Z., where IV/'l is the line-line voltage magnitude. 
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4.2 WAVES ON TRANSMISSION LINES 


The terms propagation constant and characteristic impedance are part of a very use- 
ful description of the transmission line in terms of incident and reflected waves. We 
can introduce the idea by looking at k,e?” and k,e~™, the two voltage components in 
(4.5), whose sum is the phasor V evaluated x meters from the right terminal of the line. 
These voltage components have the following interpretation. The first term describes 
a voltage wave traveling to the right (incident wave); the second term describes a 
voltage wave traveling to the left (reflected wave). We may see this by writing 
y=a+ jB,where a = Qis called the attenuation constant and B is called the phase 
constant. Substituting for y in (4.5) and finding the instantaneous voltage as a func- 
tion of t and x gives us 


u(t, x) = V2 Re kı e% pilot +Bx) 4 V2 Re ke gilwt- Bx) 


= v(t, x) + v(t, x) (4.12) 


Neglecting æ for the moment (small in any case) and considering v(t, x), we see that 
for fixed x, v, is a sinusoidal function of ; for fixed t, v, is a sinusoidal function of x. 

Suppose that as t increases we look at (scan) the voltage v, at points x that also 
increase in accordance with the formula 


wt — Bx = constant 


In this case v, remains constant! We are thus looking at a fixed point on a voltage 
wave that is traveling to the left with a velocity 


dx œw w 


dt B ImVy 


The reason the wave is traveling to the left is that, from Figure 4.1, increasing x means 
moving from right to left. The effect of the neglected term e~™* is to attenuate the 
wave as it moves to the left. This wave is called the reflected wave. 

A similar interpretation holds for v;(x) as an incident wave moving to the right. 
From (4.12) we can deduce that if the line is of infinite length, and a > 0, there is no 
reflected wave. For an infinite line, from (4.10) we can verify that the driving-point 
impedance of the line is Z.. We can deduce that a line of finite length terminated in 
Z, also has a driving-point impedance Z, and no reflected wave. 

The importance of the interpretation of (4.5) in terms of incident and re- 
flected waves lies in the application to electromagnetic transients arising from 
lightning strokes and switching. Although this case is more complicated than the 
steady-state case (we must deal with partial rather than ordinary differential equa- 
tions), the results can be interpreted once again in terms of incident and reflect- 
ed waves. 

We mention one result of such a treatment. If an incident lightning voltage 
pulse (or surge) traveling down a line hits the open-circuited end of the line (or 
an open switch), there will be a reflected wave generated such that the voltage at 
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the line termination will approximately double. In designing the insulation fr 
transmission lines and equipment connected to it (such as transformers), it is vitally 


important to take this doubling into account! 


1.3 TRANSMISSION MATRIX 


Section 4.2 was a digression from our main interest in the relationships between TA 
state terminal voltages and currents. Considering (4.10), we note that it is m the form 


aa ee (4.13) 
I, = CV, + DL, 
where 
A = cosh y£ B = Z,sinh yf 
1 (4.14) 
C= ze yet D = cosh yé 


c 


te: If y is complex, A, B, C, and D also are complex. l 
ae The A, B, C D parameters are called transmission parameters. The matrix 


T= ie i (4.15) 


is called a transmission matrix ot chain matrix. By direct calculation det 
T = AD - BC = cosh’ yl — sinh” yé = 1. Thus, the inverse exists and in fact is 


js. [D -B 416 
i -| 2 | l 


The advantage of the transmission-matrix description is that the T matrix for a 
cascade of two-ports is the product of individual T matrices. For exaiple, in Figure 


4.2 we find that 
v, A k 
A niy "i 


which indicates that the correct transmission matrix for the cascade is 
T = TT, i (4.17) 


Figure 4.2 Cascade con- 
nection. 
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The result, that det T = 1, holds in general for two-port networks composed of 
(linear time-invariant) resistors, capacitors, inductors, coupled inductors, and trans- 
formers. This provides a useful check of analytical or numerical work. 


4,4 LUMPED-CIRCUIT EQUIVALENT 


We next wish to derive a lumped-circuit equivalent for the transmission line. We will 
find a [-equivalent circuit that has the same A, B, C, D parameters as the transmis- 
sion line fi.e., the A, B, C, D parameters given in (4.14)]. We note that a T-equivalent 
circuit may also be derived. In either case, for electrical engineers there are many ad- 
vantages to the circuit representation. Among these is a better sense of the physical 
behavior of the line. 

We want to pick Z’ and Y’ so that the circuit in Figure 4.3 has the same T ma- 
trix as in (4.15). To find the T matrix for the circuit we can write KVL and KCL 


equations attempting ultimately to relate V, and J, to V, and 7,. This is illustrated 
in the following calculation. 


v=v+z(r+ v) 


(4.18) 
ZY’ 
= ę + Zy +Z'L 
2 
h= v+ nth 
(4.19) 
'y! IVI 
(jth 


In (4.19) we used (4.18) to eliminate V,. From (4.18) and (4.19) we see that the A, 
B, C, and D parameters for the circuit are 


A = 1 + < B = Z' 
(4.20) 
Y ZY' 
=Y\1+ = aaO 
C=Y ( 4 ) D=1 7 


Figure 4.3 I-equivalent circuit. 
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(4.20) and (4.14) and making some substitutions, we get 


Zz. R sinh yf _ „sinh yé 
Z' = Z,sinh yt = ue T ga 


zi ies impedance of line. We note that for ly! << 1, which 
Pr be 7 y Sa (inh yé)/yé ~ 1, and in this case it is useful to view 
( inh £)/y£ as a correction factor that multiplies the total series impedance of the line 
; i Z' exactly. If the exact value is not needed, we may use Z’ = Z. 
Equating the A parameters in (4.20) and (4.14), we get 


Equating the B parameters in 


(4.21) 


yr 


1+ a = cosh yl (4.22) 


Using (4.21) and solving for Y'/2, we get 
Y' = cosh yé — 1 = Lae (4.23) 
2 Z,sinhy€ Z 2 

The trigonometric identity in (4.23) can be checked as follows: 


cosh yl- 1 e+ et -2 (er? — e-”M} 


= a ANR RRN 

sinh y£ - e (ett + ereh — e.) 
ave erth $ yl 
= gre y e h P 7 = tan 2 


We can derive an alternative expression for (4.23) as follows: 


12 1 y WY 


Z. Waly Vy yl yl 
where Y £ y£ is the total line-neutral admittance of line. Then 
Y' _ Y tanh(y¢/2) 4 (425) 
2 2 ye/2 


Note that for lyél < 1, (tanh y@/2)/(yt/2) ~ 1= Y'/2 = Y/2. As in the case of 
(4.21), it is useful to think of (tanh y¢/2)/(yé/2) as a correction factor (close to 1) that 
multiplies the total line-neutral admittance of the line to give Y” exactly. And Y' =Y. 

Now that Z and Y have been defined, it is useful to note the following alterna- 
tive expressions for Z, and y£. 


z- 5- fE- 5 (4.26) 
y y 


ye = Vzyt = Væ ye = VZY (4.27) 


and 


y 
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Example 4.4 , 
Find the I-equivalent circuit for the transmission line described in Example 4.1. 
Solution In Example 4.1 we have already calculated Z, and sinh y£; thus from (4.21), 
Z' = Z. sinh y? = 387.3 /~6.04° X 0.452 /84.4° = 175.06 /78,35° 


To emphasize the point concerning correction factors, we can also use an alternative 


- calculation: 
sinh yl 
Z =Z W) = 181.57 /77.9° X 0.9642 /0.45° = 175.07 /78.35° 
Here the correction factor is 0.9642 /0.45°, which is reasonably close to 1.0. Similar- 
ly, using (4.23) we get 


= = 614.57 X 1076 /89.8° mho 


For comparison we note that 


Y 


ria 605.25 X 107ć /90° mho 


` is a reasonably good approximation to Y'/2. Now that we have calculated Z’ and Y7/2, 
the IT-equivalent circuit is specified. 


Example 4.4 indicates the possibility of simplifying the transmission-line model 
by using Z instead of Z’ and Y/2 instead of Y'/2. We consider this question in the next 
section. 


4.5 SIMPLIFIED MODELS 


The circuit in Figure 4.3 is equivalent to the equations given in (4.10). Sometimes it 
is more convenient to use one representation over the other, but either may be used 
to give the exact relationships between the terminal voltages and currents of a trans- 
mission line. For a long line the use of the exact circuit and/or equations is indicat- 
ed. However, for medium-length lines, it turns out that the circuit and equations may 
be greatly simplified. Thus, from (4.21) and (4.25) we can see that iflyé1 << 1,we can 
replace Z’ by Z, and Y' by Y. In this case the circuit elements in Figure 4.3 may be 
found without the calculation of the correction factors, For so-called short lines, with 
Y small, we can even leave out the shunting elements; thus, we obtain a very simple 
model. 


Experience indicates the following classification of lines to be reasonable. 


Long line (£ > 150 mi, approximately): Use the [-equivalent circuit model 


with Z’ and Y'/2 given by (4.21) and (4.23). Of course, instead of the circuit 
model we can use (4.10). 
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Medium-length line (50 < £ < 150 mi, approximately): Use the circuit model 
with Z and Y/2 instead of Z' and Y'/2, where Z = z€andY = y£. Thisis called 
the nominal Tl-equivalent circuit. This means that Z = R + joL = total series 
impedance of the line, where R = the total per phase resistance of the line, and 
L = the total per phase inductance of the line calculated using the equations de- 
rived in Chapter 3. Y = — jC = total shunt admittance of the line, where 
C = the total per phase shunt capacitance to neutral of the line calculated using 
the equations derived in Chapter 3. The [-equivalent circuit consists of half the 
shunt admittance Y/2, at each end, and the series impedance Zin the center. 
Short line (£ < 50 mi, approximately): Same as the medium-length line except 
that we neglect Y/2. 


Suna ts a ee 
Example 4.5 
Consider the receiving-end voltage of a lossless open-circuited line and compare the 
results by use of the three models. V; is a fixed voltage. 


Solution By “open circuited” we mean J, = 0. By “lossless” we mean a = 0, or equiv- 
alently y = jẹ. 
Model 1: Long-line model. It is easiest to use (4.10) rather than the circuit model, 
and we find that 
V, = V cosh y£ = V; cos Bt 


Model 2: Medium-length line model. Using the nominal Tl-equivalent circuit, 


we get 
vo Epp She 


The terms in parentheses are seen to be the first two terms in the series expan- 
sion of cos Bf. 4 
Model 3: Short-line model. We get 


Vv =V, 


Thus, it appears we have retained only the first term in the series expansion of 
cos B£ and have completely lost the property observed in the first two models—that 
the voltage at the (open) receiving end is higher than at the sending end, for small ££. 

Let us compare these models as they predict V, for different length lines. A fig- 
ure of 8 = 0.002 rad/mi is representative for a 60-Hz open-wire line. For a 50-mi line, 
pe ~ 0.1 rad and thus 


Model 1 => V, = 0.995004V, 
Model 2= V, = 0.995000V, 


Model 3 V, = V, 


ns 
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The errors in calculating V, are certainly negligible in using the simpler models 
But consider a 200-mi line, B£ = 0.4. i 


Model 1 > V, = 0.921V, 
Model 2 = V, = 0.920V, 
Model 3> V = V, 


The differences between models 1 and 2 are still negligible, but there is about an 8% 
error in using the short-line model. 


Finally, consider a 600-mi line, 8£ ~ 1.2. 
Model 1 = V, = 0.362V, 
Model 2 = V, = 0.280V, 
Model 3> V = V; 


The difference between the exact (long-line) model and the nominal [-equivalent 
model is significant. The short-line model is totally inaccurate. 


4.6 COMPLEX POWER TRANSMISSION (SHORT LINE) 


In this section we consider the problem of complex power transmission using the 
short-line model. As seen in this section, the derivation of the complex power ex- 
pression involves an application of the method of per phase analysis introduced in 
Chapter 2. We consider the simple 3¢ balanced system shown in Figure 4.4 

We wish to consider only the power transferred by the transmission line. As- 
sume that the generators maintain certain 3¢ voltages at buses 1 and 2, and these are 
known. In our analysis we can replace these voltages by sources. We model each 
phase of the short transmission line by a series RL circuit. We are then led to the cir- 
cuit model in Figure 4.5. Since the system is balanced, we can use per phase analy- 
sis. Figure 4.6 shows the per phase circuit and labels certain quantities of interest. To 
simplify the notation the phase a subscript has been dropped. S,, is the (phase a) 
complex power from bus 1 to the transmission line connected to bus 2. A similar 
definition holds for S,,. We note that the corresponding three-phase quantities may 


Gl l G2 
SGi sc 
Bus ! Bus 2 
Sp, Short Sp 
transmission 
line Figure 4.4 One-line diagram. 


me 
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Figure 4.5 Circuit model. 


be obtained by simply multiplying by 3. We next obtain expressions for Si. and Sy 
in terms of V;, Va, and Z = R + jwL. Assume the following notation. 


y= Mle Y= Vye 


Z= Z 6, 20,- 6, me) 
We call 6, the power angle. Using (2.18), we have 
a ee ee ms 
= MP iz _ UG iiia j 
iZ| IZI 
and 
Sy = MT dz — I lh git (4.30) 


Z| Z| 


Although there is perfect symmetry between (4.29) and (4.30), it is helpful to de- 
scribe bus 1 as sending power to bus 2. The power sent by V, (or bus 1) is given by 
(4.29). The power received by V, (or bus 2) is given by 


VAP, Al Ae 
~§, = ——* pifZ 4 2 iZZ g- iin 4.31) 
a a o ( 
For a given transmission line (Z fixed) the complex power sent or received de- 
pends on IVI, IV], and 6,,. From the point of view of control, IV;} is affected most di- 
rectly by the field current in generator 1,|V;| by the field current in generator 2, and 


Figure 4.6 Per phase circuit. 
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612 by the difference in mechanical power inputs to the two generators. To increase 
8; we can increase the mechanical power into generator 1 while decreasing the me- 
chanical power into generator 2. 

Under normal operation IV; and lV,| are kept within fairly strict limits at gen- 
erator buses while 8, varies considerably. It is of interest, therefore, to consider 
(4.29) and (4.31) as a function of 6, with |V,|, \V;l, and Z fixed as parameters. With 
this objective in mind we get (4.29) and (4.31) in the form 


Si = C = Bel*e (4.32) 
— Soy = C, + Be~ x (4.33) 
where 
VP. Aaa VV 
C,=—adZ C, = -+ iz B = *+— ¿iZ 
rt a Z * 


It is useful to graph the dependence of S, and —S,, on 82. As 8; is varied, 
(4.32) and (4.33) show that S4, and —S,, trace out circles in the complex plane. These 
Sn and —S,; circles are called sending-end circles and receiving-end circles, respec- 
tively. The center of the sending-end circle is C, and that of the receiving-end circle 
is C2. Both circles have the same radius IBI. If 6. = 0, then, in the complex plane, 
Cı, C,,and B are collinear. These considerations indicate the construction shown in 


Figure 4.7. Concerning the graphs, we make the following comments: 


1. The circles do not intersect if Vj! # IV, 


2. As 6, increases from zero, the active power sent and received increases. (The 
active power sent is greater than that received by the amount of the losses in the 
transmission line.) From the geometry of the graphs we note there is an “ulti- 
mate” limit to the active power received, which occurs for 8y = /Z,and a sim- 
ilar limit for the active power sent, which occurs for 6, = 180° ~ [Z. These 
ultimate active powers depend on Z, IV;l, and IV. In fact, as we will see in 
Section 4.9, more restrictive limits prevail under normal operating conditions. 

3. For most lines the resistance is small compared to the inductance. Assume, 
then, as an approximation, that R = 0 and Z = jX. In this case there are no 
transmission-line losses, and the active power sent equals the active power re- 
ceived. In fact, from (4.29), (4.30), or Figure 4.7, 


VAIA 

B, = 7 21 = Ea sin Ay (4.34) 
VIANA] 

n= T = 7 Z cos 615 (4.35) 
VF IYI; 

Qn = - Ea cos 61) (4.36) 


In this case the ultimate transmission capability is IV,|!V,|/X. 
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Sending-end 
circle 


Complex plane 


Receiving-end 
circle 


Both circles have radius 
LALA 
iZ| 


Figure 4.7 Power circle diagram. 


4, If an attempt is made to increase 0, beyond the ultimate transshission capabil- 
ity, “synchronism” between the two generators Is lost; we will be discussing this 
phenomenon in Chapter 14. If the two generators lose synchronism or “fall 
out of step,” they no longer generate voltages of the same frequency. Although 
the generators are physically connected by the transmission line, effective ex- 
change of power ceases. We will consider a case in Example 4.6. 

5, How can the ultimate transmission capability be increased in an effort to 
strengthen the tie between buses 1 and 2? The answer may be inferred from 
(4.34). We can increase the voltage levels (i.e., |V}! and va) and decrease X. In 
Chapter 3 we have considered ways to decrease the line inductance by careful 
line design. Another method is to decrease the series reactance by insertion of 
series capacitors. This latter process is called series compensation. 

6. Under normal operating conditions for high voltage lines, IV} = IVA, 
/Z = 90°, and 612 typically is small, less than approximately 10°. In that case 
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there is reasonably good decoupling between the control of the flow of ac- 
tive versus reactive power; active-power flow couples strongly with 84, and 
reactive-power flow couples strongly with |V}! — IVJ. The easiest way to 
see this is to do a sensitivity analysis using (4.34) to (4.36). Evaluate the 
various partial derivatives with respect to ;, and IVI, |Vjl to establish the 
result claimed. ’ 


Exercise 1. Suppose in Figure 4.4 that the bus 2 voltages are zero because of a 3¢ 


short circuit. Find Sy using the power circle diagram. Does the result make sense 
physically? 


Exercise 2. Prove the statement made in comment 1. Hint: If IVi] # IVl, then 
(ivil — IP > 0. 


Example 4.6 


Suppose that the two 3¢ generators in Figure 4.5 are “out of step.” Assume that the 
voltages at buses 1 and 2 are balanced with the phase a voltages given by 


v(t) = V2 Vl cos (wg + 6°) 
v(t) = V2 IVa cos (et + 68) 


Assume that œ, = q and find an expression for the active power transmitted down an 
approximately lossless line. 


Solution With w; = wy it is useful to write 
y(t) = VZV cos [(dgt + 69 + (w, — w )t] 


and to consider v(t) to be a sinusoid of frequency wp and a slowly varying phase 
6? + (w, — wo). Assuming that the phase varies slowly enough, we can still use sinu- 
soidal steady-state analysis as an approximation, treating the phase as a parameter. 
As the phase varies, we move along a continuum of steady-state solution values. This 
is an example of so-called pseudo-steady-state analysis. Applied to our problem we use 
(4.34) with 6,2 = 0, — 0, = 6} + (w; — wt — 63 and get a short-term active power 
that varies with time. 


Pa = -Pa = >= sin [(o, — w)t + Oy] 


We note that the long-term average of active power is zero. This mode of opera- 
tion is not only ineffective but is highly undesirable since it is accompanied by very 


large line currents. In practice, protective devices would remove the “out of step” 
generator. 
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Example 4.7 


For a balanced three-phase transmission line with Z = 1 /85°,6,2 = 10°, find Syz and 
— Soy for 
(a) [Ml = IV = 1.0 


(b) IVl = 1.1, IV}! = 0.9 
We note that the use of voltages with numerical values such as 1.0, 1.1, or 0.9 anticipates 
a normalization or scaling, to be introduced in Chapter 5, 


Solution In getting numerical results it is generally easier to use (4.29) and (4.31) 
rather than the power circle diagram. Using the formulas, we find the following results. 


(a) With IVi = IV} = 1 
Sy = 1 /85° -1/95 = 0.1743 
—Sy = —1 /85° + 1 75° = 0.1717 - 70.0303 
In particular, we note that Q}, = 0 and -Qn = —0.0303. 
(b) With IVi = 1.1, IV} = 0.9 
Sy = 1.21 /85° - 0.99 /95° = 0.1917 + 70.2192 
~Sy = —0.81 /85° + 0.99 /75° = 0.1856 + 70.1493 


We note that Py has not changed much but Q, and -@,, have changed con- 
siderably from the values in part (a). 


Example 4.8 
For the system shown in Figure E4.8(a), all quantities are per phase values. 


Sp, =! | Sn*! Figure £4.8{a) 


(a) Pick Qc so that IV-l = 1. 
(b) In this case, what is /V2? 
(c) If Qc: = 0,can we supply the load Sp)? 
(d) If yes, what is V,? 
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Solution In parts (a) and (b) we can use (4.34) to (4.36) or the power circle diagram 
shown in Figure 4.7. We will use the equations. Since Sp) = 1 is real while Q is 
purely imaginary, it is clear that P = —P,, = 1. Then, using (4.34), 


WANA 
R= a sin 0. = 2 sin 6, = 1 


Thus 6,. = 30° and /V;= -30°. Using (4.36), we obtain 


= IVP _ Valvi 


Qo = u= oy X 


COS A) = 2 — 2 cos 30° = 0.268 


Note that Qc, > 0 is consistent with a capacitor source. 

For parts (c) and (d), Figure 4.7 offers some advantages over using equations. 
If Qo = 0, then -S7 = Sp) = 1. The question is, can we find a IV,1 such that the 
receiving-end circle passes through the point -S3 = 1 in the complex plane for some 
92? In geometric terms the requirements are as shown in Figure E4.8(b). It may 
be seen that a solution can be found if 


Receiving-end circle 


Radius=21¥21 Figure E4.8{b) 


QPP + 2 = 2HlP 


has a real solution for IV;|. Let x = IV,; then 4x? - 4x + 1 = 0 has a real solution 
x = 1/2. Thus IV,i = 1/ V2. From the geometry of the figure we also find that 
912 = 45°. Hence, we can supply the load at a voltage V, = 0.707/—45°. 

We notice the improvement in voltage magnitude in (a) versus (c), which can be 
attributed to the injection of reactive power by the capacitor source at bus 2. In fact, 
capacitors are frequently used to boost voltage. 
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4.7 COMPLEX POWER TRANSMISSION (SHORT 


RADIAL LINE) 


In Section 4.6 we considered the case of a line with generators at both ends. In this case 
we can assume voltage maintenance or “support” at both ends. Now we will consider 
the case of a radial line; at the near end there is voltage support, but at the far end of 
the line there is a complex power load without a generator or capacitor bank to help 
maintain the voltage. We wish to study how the voltage at the far end of the line varies 
with load. The per phase diagram for the case to be considered is shown in Figure 4.8. 

We will assume that the load “draws” complex power at a fixed power factor. 
In this case it is convenient to express Sp as follows: 


Sp = Val* = Vet 
= IVli (cos + j sind) (4.37) 
= Pp(l + jp) 
Here ¢ = /¥; — /1, B = tang, and PF = cos @. Thus, as we vary the load, Pp 


varies, with B a parameter. 
Next, we use (4.34) and (4.36): 


VALA 
Py pee Sy ai aeae sin bia (4.38) 
X 
mP vv 
Qp = -Qz = E + cos by (4.39) 
We next eliminate 6,, by using cos? 6, + sin? 8; = 1 and get 
ey (a) 3 
+ a = = a 
(en TR (440) 
A rearrangement gives the quadratic equation in IV,/. 
IV + (26PX — IV,P)IVjP + (1 + BPX? = 0 (4.41) 
The solutions are given by 
IV? VAN 1/2 
VP ae - BEX + a — PX (PX + awe) (4.42) 
We note the presence of multiple solutions. 
1 Z5X 9 
+ + 
v, A 


S Sa = Sp = Pp + ji . WER: 
n ae ip + jQo Figure 4.8 Per phase circuit. 
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Example 4.9 


For the system of Figure 4.8 assume that |V;| = 1 and X = 0.5. Use (4.42) to find IV! 
as a function of Pp for load power factors of 1.0, 0.97 leading and 0.97 lagging. 


Solution Using the values provided, we get 


yp = 18 + [1 = Fol + 28)” 
pp 
2 


With PF=1 we get @=0,8=tand=0. With PF =0.97 leading, 
= -14.07°, 8 = -0.25. With PF = 0.97 lagging, d = 14.07°, B = 0.25. Plots of 
Ml versus P) are given in Figure E4.9 for the three power factors. We note the 
beneficial effect of a leading power factor load in maintaining the voltage. In all cases, 
however, there is a point at which voltage “collapse” occurs, For lagging power factor 
loads this may occur for power levels within normal operating limits of the transmis- 
sion line. 


PF = 0,97 lagging 


PF = 0,97 leading 


Figure E4.9 


Example 4.9 emphasizes the importance of supplying reactive power at the con- 
sumer’s location rather than attempting to supply from a great distance. 
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4.8 COMPLEX POWER TRANSMISSION (LONG OR 
MEDIUM LINE) 


In Section 4.6 we considered the problem of complex power transmission using 
a short line model. Let us see what modifications are necessary in the analysis 
using the long- or medium-length line model of Section 4.5. We consider the 
T]-equivalent circuit in Figure 4.9. 

The easiest way to find S}; is to observe the following fact, based on conserva- 
tion of power. The sending-end power, S,), is equal to the power consumed in Y'/2 
plus the power supplied to the rest of the network through the terminals a'n. This lat- 
ter power depends only on the current and voltage at the terminals a'n, and therefore 
on V,, V;,and Z’. In fact, we have already considered this case in Section 4.6 and can 
use (4.29) with only the substitution of Z' for Z. Thus adding the contributions, 


y* WP MV 
Sp = zM + pz al oe e™ (4.43) 


where the first term is the power consumed in Y/2 and the last two terms are from 
(4.29). By the same technique, the received power, —S,,, is equal to the power re- 
ceived from the network through the terminals a"n minus the power consumed in 
(the right hand) Y/2 . Using (4.31), we get for the received power 


OO Y* ye Ww 
—Sy = -—l|V Es Z F Tgn 


z e` in (4.44) 


i We see that, except for the additional constant terms, (4.43) has the same form as 
) (4.29), and (4.44) has the same form as (4.31). The additional constant terms are rel- 
atively small in the usual case. 


Figure 4.9 Complex power transmission. 
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radii = mlv 
z! 


Figure 4.40 Power circle diagram. 


Thus, the appearance of the power circle diagram usually changes only a little. 
The new power circle diagram is shown in Figure 4.10. The main change is that the 
centers of the circles are shifted as shown. Note: With Y' almost purely reactive, the 
shift is approximately vertical; thus the active power transfer is unaffected. This con- 
clusion is consistent with the physical setup as well. It appears that the general con- 
clusions based on the simpler model are still valid, although we can expect some 
numerical discrepancies. 


Exercise 3. Using the short-line approximation, we showed that for |V;| + IV,| 
the power circles do not intersect. Is this also true in the present case? 


4.9 POWER-HANDLING CAPABILITY OF LINES 


Power lines are limited in their ability to deliver power. The two most important 
limits can be understood by considering thermal effects and stability. 

When current flows in conductors, there are ZR losses and heat is generated. 
This loss of power reduces transmission efficiency, a factor we consider in Chapter 11. 
Of more consequence to the present discussion, the heat generated by line losses also 
causes a temperature rise. Since line temperature of overhead lines must be kept 
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within safe limits to prevent excessive line sag between transmission towers (minimum 
ground clearances must be maintained) and to prevent irreversible stretching (at 
around 100°C), this imposes limitations on the maximum safe current a line can carry. 
Clearly, this limit depends on the line design (conductor size and geometry, spacing 
between towers, etc.) and operating conditions (ambient temperature, wind velocity, 
etc.). The technique of bundling, which we discussed in Chapter 3 as a means of re- 
ducing line inductance and electrostatic stress, also has a beneficial effect here. The 
greater spacing between subconductors and the increased surface area help in heat 
dissipation with an accompanying improvement in allowable safe current levels. 

We note that for cables there are even more stringent thermal limits because of 
the more limited possibilities for heat transfer. If the cable gets too hot, the insula- 
tion will begin to deteriorate and may fail in time. 

In either case thermal considerations impose a current-handling limitation for 
a given line. A line has a current “rating,” which provides for safe operation. Oper- 
ation above the line rating (particularly for an extended period of time) is not rec- 
ommended. 

We also find that lines are designed for operation at a given voltage level. 
The choice of conductor size and geometry, spacing between phases, and selection 
of insulations all are appropriate for the intended voltage level. In addition, the 
transmission system is operated so as to keep transmission-line voltages reason- 
ably close to the nominal values; the reason for this is the desirability (and statu- 
tory requirement) that the voltage at the consumer’s location be held within 
reasonable bounds. 

With limitations on maximum current and voltage there is a corresponding 
limitation on the MVA that can safely be transmitted, and hence on the MW as 
well. Thus we might have a 345-kV transmission line (345-kV line-line) with a 
thermal rating of 1600 MVA (three-phase). At 100% power factor it could trans- 
mit 1600 MW as well; since at other power factors its MW capability is reduced, 
the 1600-MW figure stands as a uniform limitation on active power transmission. 
Finally, it should be pointed out that the thermal limitations on terminating equip- 
ment (such as transformers) may be more restrictive than those péftaining to the 
line itself. 

The reader may recall that we discussed another limitation on power-handling 
capability in Section 4.6. In the case of a short lossless line with voltage support at 
both ends, we found an ultimate transmission capability corresponding to a power 
angle 6. = 90°. In fact, to have reasonable expectations of maintaining synchronism 
(i.e., stability), 4) should be more strictly limited to maximum values in the neigh- 
borhood of 40° to 50°. In this case the “stability” limit is perhaps 65 to 75% of the 
ultimate transmission capability. It turns out that for short lines the power-handling 
capability is set by thermal limits rather than the stability limit. 

For long lines the reverse is true, We will now consider the stability limit for long 
lines. For simplicity assume a lossless line with equal voltage magnitudes at each 
end. In the lossless case, as was shown in Example 4.3, Z, = VL/C is real 
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and y =a+ j= jB isa purely imaginary number. We also calculate Y’ and Z' 
for this case. 


tanh (y£/2 tan Be/2 
_ „ tam (yé/2) _ 7 an bt/ (445) 
yt/2 pe/2 
Z = Z, sinh yf = jZ, sin Be (4,46) 


Thus, we see that Y” is the admittance of a pure capacitance and Z’ is the impedance 
of a pure inductance, It makes sense since the line is assumed lossless! 

Next, we calculate the active power transmitted. From (4.43) and (4.44), we 
find that P = —P,, and 


IV sin 81, 
=> 4.47 
2” Z, sin pe un) 
where we have used the fact that Y’ and Z’ are purely imaginary. 
Using the definition of Ry, from (4.11) in (4.47), we get 
sin 6 
2 (4.48) 


12 SIL sin pe 


We note that, for fixed 9, , as line length is increased, Bf increases and P}, decreas- 
es. A particularly severe restriction occurs for very long lines with B€ = 7/2. In this 
case even if we maximize active power flow by picking 84, = 7/2, we cannot exceed 
Pi = Psy. In practice we can only realize a fraction of the Psy, value if 8,, is kept 
within safe limits. The reader should now be in a position to interpret the P3% fig- 
ures given in the last line of Table 3.1 in Section 3.10. 

Finally, we note that in the lossless case, as shown in Example 4.3, 8 = wVe. 
As noted in Section 3.8 Exercise 2, the product /c is virtually constant for the (open- 
wire) transmission lines we have been considering. Thus in (4.48), for fixed 84, the 
“drop off” of Pi./Psy, with length ¢ is virtually the same for all (open-wire) trans- 
mission lines. 


Example 4.10 


Assume that 8 = 0.002 rad/mil and 6,, = 45°. Find P,,/Psy, as a function of line 
length. ; 


Solution In (4.48), B¢ is in radians. We will convert to degrees. Thus Be = 
0.002 rad = 0,1146£°. 


R 1 
7" sin 0.11468 
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The stability limit is shown in Figure E4.10. For comparison, a typical thermal 
limit is also shown. We see that for short lines the thermal limit governs, whereas for 
long lines the stability limit prevails. 


Typical 
thermal limit 


Pol Po 
iad 


Stability limit 
(6. = 45°) 


0 100 200 300 400 500 600 
Line length (mi) 


Figure E4.10 


4.10 SUMMARY 


We may summarize the results of the analysis by discussing the three IT-equivalent 
circuits. The most accurate circuit involving the use of the elements Z’ and Y//2 is 
recommended when dealing with (long) transmission lines of lengths greater than 
approximately 150 mi; Z' is specified in (4.21) and Y/2 is specified in (4.25). For 
medium-length lines in the range of approximately 50 to 150 mi the simpler nominal 
T-equivalent circuit may be used instead. Here we replace Z’ and Y/2 by Z and 
Y/2 , where Z is the total series impedance (Z = z£) and Y is the total shunt admit- 
tance (Y = y£). For a short line of length under about 50 mi, the shunt elements 
may be neglected, making the circuit even simpler. We would like to draw attention 
to the very simple final results of the analysis, Although we started with a complicated 


Problems 117 


circuit with distributed parameters (the 3¢ line), we were able to model this for per 
phase analysis by one of three very simple I-equivalent lumped circuits! 

Alternatively, equations may be used. In particular, the long-line equation 
(4.10) is frequently used. In working with networks in cascade, matrix operations in- 
volving the ABCD parameters (or transmission matrices) are very useful. 

Finally, we note that thermal effects limit the power-handling capability of short- 
and medium-length lines, whereas stability requirements impose the limitations on 
long lines. 


Problems 


4.1. Given a 138-kV three-phase line with series impedance z = 0.17 + j0.79 Q/mi and 
shunt admittance y = j5.4 X 10° mho/mi, find the characteristic impedance Z, the 
propagation constant y, the attenuation constant a, and the phase constant 8. 

4.2. Repeat Problem 4.1 for a 765 kV 3¢ line with series impedance 0.02 + j0.54 Q/mi and 
shunt admittance y = j7.8 X 10° mho/mi. Compare with the values found in Problem 
4.1. 

4.3. Given a transmission line described by (4.10), we perform two tests and obtain the fol- 
lowing results, 


1, Open-circuit test (/, = 0): 


V, 
Zoo = = 800 /-89° 
1 


2. Short-circuit test (V, = 0): 


Zoo = $ = 200 /77° 
l 
Find the characteristic impedance Z, and find y£. 

4.4, Jack and Jill measure Z,, and Z,, as in Problem 4.3. Jill says: “With this information 
we can now calculate V, and J, in terms of V, and Z, for any termination.” Agree or 
disagree with Jill and give your reasons. 

4,5. Given a transmission line described by a total series impedance Z = zé = 20 + j80and 
a total shunt admittance Y = y£ = j5 X 10*, find Z,, y£, e”, sinh y£, and cosh y£. 

4.6. Suppose that the line in Problem 4.5 is terminated in its characteristic impedance (i.e., 

V,/I, = Z,). Find the efficiency of transmission in this case (i.e., find n = —P»)/P,). 

Show that the driving-point impedance of an infinite transmission line is Z, independent 

of termination Zp. Assume that r,/, g,c > 0. Note: The result also holds under the 

weaker conditions r,/,c > 0, g = 0. 

4.8. The 138-kV 3¢ line described in Problem 4.1 is 150 mi long and is delivering 15 MW at 
132 kV at a 100% power factor. Find the sending-end voltage and current, the power 
angle 6, (i.e., /Via — /V2q), and the transmission efficiency. Use the long-line model. 

4.9, Specify the []-equivalent circuit corresponding to the line in Problem 4.8. 


47. 
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4.10. 
411. 


4.12. 


4.13. 
4.14, 


4.15, 


4.16 


4.17. 
4.18. 
4.19. 


420. 


4.21. 


4.22. 


4.23, 
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Repeat Problem 4.8 when the power factor is 90% lagging. 

Suppose that in Problem 4.8 the load is removed while the sending-end voltage magni- 
tude is held constant at the value determined in the problem. Find the new receiving- 
end voltage. Find the new sending-end current. 

Repeat Problem 4.8 using the nominal []-equivalent circuit (i.e., the medium-length line 
model). 

Repeat Problem 4.8 using the short-line model. 

Given a 200-mi transmission line with r = 0.1 Q/mi, / = 2.0 mH/mi, c = 0.01 pF/mi, 
and g = 0,find T]-equivalent circuits using (a) the long-line model, (b) the medium-line 
(nominal IT) model, and (c) the short-line model. 

The 765-kV 3¢ line described in Problem 4.2 is 400 mi long and delivers 100 MW at 750 
kV at 95% power factor lagging. Find the sending-end voltage and current and the trans- 
mission efficiency. Use the long-line model. 

Suppose that the load in Problem 4.15 is removed while the sending-end voltage mag- 
nitude is held constant. Find the receiving-end voltage and the sending-end current and 
complex power into the transmission line. 

Repeat Problem 4.15 using the nominal Il-equivalent circuit. 

Find the ABCD constants of the 150-mi line in Problem 4.8. 

Find the ABCD constants of the 150-mi line in cascade with another identical 150-mil 
line by using the transmission matrices of the 150-mi lines. 

Using the nominal Il-equivalent circuit, find an expression for the per phase complex 
power consumed by the line in terms of V,, Vz, Y, and Z. 

To maintain a safe “margin” of stability, system designers have decided that the power 
angle 6, for a particular transmission line can be no greater than 45°. We wish to trans- 
mit 500 MW down a 300-mi line and need to pick a transmission-line voltage level. Con- 
sider 138-, 345-, and 765-kV lines. Which voltage level(s) would be suitable? As a first 
approximation assume that IV,! = |V} | and the lines are lossless. You can assume that 
B = 0.002 rad/mi in all three cases. 

Neglect g and show that for r << wl the phase constant B = wVic. This helps explain 
the remarkable constancy of £ for lines of varying geometry. 


In Figure 4.23, assume that 4 
Vj =IWjl=1 
Zine =0.1 85° 


(a) For what nonzero 0,3 is Sņ purely real? 

(b) What is the maximum power, — A, , that can be received by V}, and at what 6,, does 
this occur? 

(c) When @,, = 85°, what is the active power loss in the line? 

(d) For what 4; is ~P} = 1? 


Figure P4.23 


| 
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4.24 Suppose that we “compensate” the line in Problem 4.23 by inserting series capacitance. 
The intent is to increase the ultimate power transmission capability. Suppose that 


Z. = — j0.05. Repeat Problem 4.23(b) and compare results. 
4.25 Suppose that we “overcompensate” the line in Problem 4.23 and make the total series re- 
actance negative (capacitive). To be specific, suppose that Z, = - 70.2. 
{a) Draw the power circle diagram in this case, labeling it carefully, 
(b) For what 8, is the received power —P,, = 1? 
(c) Compare the result with that obtained in Problem 4.23(d). How do you explain the 
(qualitative) difference? 
4.26 Draw the power circle diagram in the case IV, = 1.05, [Val = 0.95, Zine = 0.1 /85°. Find 
(a) P 12max 
(b) 6, at which we get P:>nax 
(c) ~P imax 
(d) 6,, at which we get — Pimax 
(e) Active power loss in the line when 6,, = 10° 
4.27 In Figure P4.27, assume that 


y=1/0° 


Sor Sm Figure P4.27 
Zine = 0.01 + jO.1 
Sp = 05+ j05 
Sm = 05 + 05 


Pick Qc, so that !V,] = 1. In this case what are Qoz, Sg, and /V:? 

4.28 Repeat Example 4.9 for the case iV; = 1, load power factor = 1.0,and X = 0.4. Find IVl 
versus Ph. 

4.29 Suppose that we describe the load in Figure 4.8 as an impedance Z, of variable magni- 
tude |Z;! but fixed /Z;; in other words, a variable load of fixed power factor. For ex- 
ample, we could be switching on electric lights. We are interested in how IV! behaves as 
we change |Z;|. Assume that IV! = 1, X = 0.1, and that Z; = (1/u)Z? for0 <p <1, 
and plot IV- versus p for three cases: 

(a) Z? = j1.0 (inductive load) 

(b) Z? = — j1.0 (capacitive load) 

(c) Z? = 1.0 (resistive load) 

If we wish to maintain load voltages within narrow limits, are variable reactive loads a 
problem? 
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4,30 A 3¢ transmission line connects buses 1 and 2. Model the line as shown in Figure 4.5 but 
with R = 0. Measurements at the bus 1 end indicate that the 3¢ line is carrying 500 MW 
of active power and 50 MVA of reactive power. The voltage magnitudes (line- line) are 
500 kV at both buses. Assume that at bus 1,V,, = 500/" 3 kV (i.e., phase angle is zero) 
and find 
(a) The magnitude and phase of /,, (see Figure 4.5) 

(b) The phase difference between V,, and Vy 

(c) The per phase reactance of the line 

(d) The per phase (phase a) instantaneous power from bus 1 into line 
(e) The per phase (phase a) instantaneous power from bus 2 into line 
(f) The total three-phase instantaneous power into line from bus 1 


D4.1 DESIGN EXERCISE 


This problem introduces a design exercise that will be developed in steps through 
the various chapters of this text book. The basic problem introduced in this chapter 
consists of an existing transmission system that contains 161 kV and 69 kV trans- 
mission lines which run through both urban and rural service territory. The existing 
load at the various buses in the system is specified. The parameters of the existing 
transmission lines in the system are also provided. The problem posed is to design 
the transmission system to serve a new steel mill load and also determine if the ex- 
isting transmission system needs to be upgraded to handle a 30% growth in the ex- 


isting load. b the f first step in the design, the only requirement is to choose. 


id conductor spacings forthe two voltage 5 Tevels, and de>- 


to use the MATLAB program developed i in Dea okn D3.1. The problem in- 
volves a cost analysis of the design. Hence, students and their instructors are en- 
couraged to contact local electric utilities to obtain appropriate transmission-line 
specifications and cost information. A sample of the costs and some transmission-line 
configurations are provided in the statement of the problem. 

The load centers and the power sources of the Eagle Power System are shown. 
in Fig. D4.i1 The figure is scaled based on the distances given in Table” D4. 1.2. 
Note the urban area of the system. Assume all roads run north-south or east-west. 


System Bus Names and Loads 


Buses 1-3 are power sources at 161 kV 
Buses 4-8 are urban load buses 
Buses 9-15 are rural load buses 


Buses with loads under 30 MVA should be served at 69 kV and buses with loads 
over 50 MVA should be served at 161 kV. Other buses can be served at either voltage. 
A base case system is provided. The details of the base case system are as follows. 

There are 69k V-161kV 60MVA transformers at the Siskin and Crow buses. 
Each of the buses is split into two parts. At Siskin, the high voltage side is labeled bus 


3 
3 
į 
i 
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1 Owl g 


Steel mill 
14 Gull 


Scale 1" = 10.38 miles 
—— l61kV 


~--~ 69kV 


11 Quail 


9 Siskin (161 kV) 
17 (69 kV) 


12 Heron 
O 4 Lark 7 


Q 
8 Robin 


| 
| 
l 
| 
10 Junco © 
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i 


5 Jay 
6 Raven 
Urban area 
i ==015 Crow (161 kV) 
i | 116 (69 KV) 
i 
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[3 Egret 


Figure 04.1.1 Eagle Power System Transmission Map 


9, while the low voltage side is labeled bus 17. At Crow, the high voltage side is 
labeled bus 15, while the low voltage side is labeled bus 16. For future reference 
we specify that the transformers have leakage reactances of 34.560 referred to the.. 
161kV side ~~ 


Nene 


Task 


You are asked to upgrade this base system design and obtain a minimum transmis- 
sion system to serve the load and generation subject to the following specifications: 


a. Provide sufficient capacity in the transmission lines and transformers for a 30% 
growth in existing load. 
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TABLE D4.1.1 EXISTING LOADS AT 
VARIOUS BUSES 


Chap. 4 


Bus# BusName Load-MW — Load-MVAr 

1 Owl 

2 Swift 

3 Parrot 

4 Lark 60 10 

5 Jay 100 30 

6 Raven 80 15 

7 Wren 90 20 

8 Robin 40 5 

9 Siskin 10 5 
10 Junco 15 10 
11 Quail 75 15 
12 Heron 40 15 
13 Egret 30 10 
14 Gull 35 10 
15 Crow 10 0 

585 145 


b. A new steel mill with an estimated load of 40 MW at unity power factor is to 
: be located as shown in Figure D4.1.1. Design a suitable transmission configu- 
| ration to supply this new load. 

| c Transmission voltages of 161 kV or 69 kV can be used. Bundled conductors are 

' not to be used at these voltages. 

| d. In the event of a single failure of a line, a transformer, or a power source, the sys- 
tem should continue to supply all the loads. 

e. Calculate impedances of all the new transmission lines using the program de- 

l veloped in D3.1. The resistance of the lines should be calculatgg at 50°C. Itis 

common in several power flow programs to represent the line capacitance in 

\ terms of the megavolt-amperes-reactive (MVAr) generated by the total capac- 

\ itance or susceptance at rated voltage as shown in Table D4.1.2. This quantity 
er be calculated for all new transmission lines. 

f. Each power source (generator) should be connected to the rest of the system 
by at least three 161 kV lines. Even if one line fails, the remaining two should 
be capable of carrying the required load. 

g. Seek a minimum cost design. Do not oversize conductors without justification. 
h. The maximum number of available transformers is six. 

i “7. Itis unlikely that you can justify using the same conductor size at both 161 kV 

and 69 kV. 

ij on routes should follow transmission line routing regulations (road right-of- 

way). 


anes 
wm oor] On AS 
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Bus# BusName BusName Miles Conductor R-0 ~ BMVA! 


9 Owl 161 Siskin 161 24.0 Drake 3.085 17.47 3.629 
il Owl 161 Quail 161 36.7 Drake 4718 26.70 5.550 
14 Owl 161 Gull 161 28.2 Drake 3.629 20.53 4,264 
ll Swift 161 Quail 161 21.5 Drake 2.774 15.66 3.251 
12 ` Swift161 Heron 161.203... Drake 2.618 — 14.78 3.070 

14 ~~ Swift 161 = Gull 161 24.0 Drake 3.085 17.47 3.629 

6 Parrot 161 Ravenl61 27.6 Drake 3.551 20.09 4.174 
12 Parrot 161 Heron161 27.6 Drake 3.551 20.09 4.174 
15 Parrot 161 Crow 161 23.6 Drake 3.033 17.16 3.569 

5 Lark 161 Jay 161 8.4 Dove 1.529 6.30 1.232 


9 Lark 161 Siskin 161 18.8 Drake 2.411 13.69 2.843 | 

6 Jay 161 Raven 161 108 Dove 1.970 8.09 1.584 \ 
7 Jay 161 Wren 161 6.0 Dove 1.089 4.48 880 | 

8 Jay 161 Robin 161 10.9 Dove 1.996 8.17 1.599 | 
15 Wren 161 Crow161 14.6 Drake 1866 10.63 2.208 | 
12 Robin 161 Heron 161 9.8 Drake 1.270 7.13 1.482 ` 
11 Jay 161 Quail 161 19.5 Drake 2.514 14.18 2.949 


13 Junco 69 Egret 69 14.3 Hawk 3.033 10.15 408 
17 Sunco 69 Siskin 69 16.2 Hawk 3.433 11.49 462 
16  Egret69 Crow, 69 21.9 Hawk 4.642 15.54 624 


'B MVA is the volt-amperes reactive generated by the total susceptance corresponding to line charg- 
ing of the transmission line at the rated voltage. 


In performing the above steps, the student will need to verify that the trans- 
mission lines and transformers have sufficient current carrying capacity even under 
various failure conditions. This can be done accurately using power flow calcula- 
tions (programs) which will be introduced in Chapter 10. For now we will need to set- 
tle for estimates. We will now consider a basis for making these estimates. 

Since we are given the existing voltages and loads at each bus, we can easily 
find the corresponding load currents. Increasing the loads by 30% increases the cur- 
rents proportionally. With a particular bus current determined, the question is how 
much of this current is supplied by each of the transmission lines connected to the bus. 

We proceed intuitively. If bus 11, say, is close to generator bus 1 and far from 
generator bus 3, we expect more of the current to come from bus 1 than from bus 3. 
Of course, by closeness we mean electrical closeness (low impedance) rather than 
geographical closeness, although the two are related. 

To quantify this idea, consider a particular bus. Suppose, in the case of bus 11, we cal- 
culate the impedance, for all possible transmission paths between bus 11 and gener- 
ator bus 1. This would include the paths (1-11), (1-14-2-11), (1-9-4-5-11), etc. We 
then find the lowest impedance path. In practice some paths (with many segments) 
can be quickly eliminated. If we end up with a relatively low impedance, bus 11 is 
“close” to generator bus 1. Similarly, we find the lowest impedance path from gen- 
erator bus 2 to bus 11, and from generator bus 3 to bus 11. As an approximation we 
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assume that the currents to bus 11 only flow in these three lowest impedance paths 
and that they divide according to the parallel current rule. Thus, the lower the path 
impedance the greater the fraction of the total load current that flows in that path. 
The result seems reasonable at least qualitatively. 

We do this for all the load buses. It may turn out that a particular transmission 
line, say, (1-11) is also a segment of a lowest impedance path, say, from generator bus 
1 to bus 5. In this case we add the two contributions (as scalars) to find the total cur- 
rent in (1-11). 


Data 


A. Conductors available: the following conductors from Table A8.1 in Appendix 
8: Partridge, Hawk, Dove, Drake, and Cardinal. 
B. Line costs (including the conductors, right-of-way, structures, shield wire, etc) 


cost in $/mi. 
161 kV 69kV 

Conductor size Urban Rural Urban Rural 
Partridge 109,000 75,000 
Hawk 113,000 83,000 
Dove 243,000 106,000 115,000 85,000 
Drake 257,000 115,000 126,000 92,000 
Cardinal 264,000 120,000 


C. Substation costs: You may assume that the basic substation site exists at each bus 
1-15. If you add a substation, then you must add to your costs the basic site 
cost for the new substation. Do not add the site cost for buses 1-15. 


Basic site cost: Land, fence, grading, structures $300,000 # 


Each line breaker and line termination: every line must have a circuit breaker 
at each end of the line. 


161kV $95,000 per three-phase breaker 
69kV $48,000 per three-phase breaker 


Transformer and associated equipment including circuit breakers 161/69 kV: 


60MVA — $900,000 
120MVA__ $1,000,000 
180MVA $1,100,000 


r 
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D. Capacitor costs: 


Installation, associated equipment $60,000 per bank 
Capacitors $300 / 100 kVAr 


E. Each power source is rated 490 MW, with a minimum voltampere reactive limit 
of —100 MVAr and a maximum voltampere reactive limit of 250 MVAr. 

F. The maximum current carrying capacity (or ampacity) of the allowable con- 
ductors (see item A.) are: Partridge-475A, Hawk-659A, Dove-726 A, Drake- 
907A, Cardinal-996A. 


Some typical transmission line configurations at the 161 kV and at the 69 kV levels 
are given in Figure D4.1.2. These are provided only as representative data. Stu- 
dents and instructors are encouraged to get data for transmission line configurations 
from electric utility companies in their geographical area. 


i 54.5" be 
e 


Figure 04.1.2 Typical transmission tower structures (69 kV and 
161 kV) 


Report Requirements 


a. An executive summary: important information about the project that execu- 
tives would want to know without reading the complete report. Include the 
total number of lines at each voltage level, total line miles and cost at each volt- 
age level, the total number of transformers and cost, the total number of new 
substations and cost, and the total project cost. Add a brief summary of changes 
from the base case system design. Make the executive summary a separate 
document from the main report. Include project title and the names of all mem- 
bers in your group. 
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b. Title page and table of contents. 

c A transmission map of the system with modifications showing the line routes 
and voltages. 

d. A one-line diagram of the system showing the bus, line, transformer, and load 
connections. 

e. Specifications of a representative transmission structure for each voltage level 
to be used for conductor spacings and impedance calculation for the modified 
transmission structures. Include a drawing of each structure. Cite the source 
of the information about the structures. 

f. Specifications of each line in the system: connection between which two buses, 
voltage, length, conductor size, cost estimate, series impedance and shunt ca- 
pacitive susceptance, and megavoltampere and current ratings. For the addition 
of lines to supply the new steel mill load, show a sample impedance and sus- 
ceptance calculation in an appendix. i p 

g Specification of each transformer in the system: location, size, cost. 

h. Specification of each added substation: location, cost. 

i. Number and title all figures. 

j. Number and title all tables. 

k. Documentation of all changes made in the base case design. 

l. Specification of the current cost estimate including all system changes. 


m. List of references. 


4 


Transformer Modeling 
and the Per Unit System 


5.0 INTRODUCTION 


The generation of power in large generating stations is at line voltages typically in the 
range of 11 to 30 kV. Efficient and effective transmission over long distances re- _ 
quires much higher voltages, typically line voltages of 138,230, or 345 KV, with a trend 
toward higher voltages (765 kV) for really long distance transmission. Distribution 
of power takes place at much lower voltages, typically at 2400 or 4160 V, which is 
usually “stepped down” further to voltages of 440 V for typical industrial use or 
240/120 V for commercial or residential use. 

Power transformers provide a trouble-free and efficient means of shifting from 


. one voltage level to another. For this application they normally have a fixed voltage 


ratio. Transformers can also be used for controlling voltage and/or power flow under 
varying operating conditions. For this application they have a voltage ratio that can 
be changed in small increments, on command. These transformers are called regu- 
lating transformers. 

In this chapter we consider the modeling of transformers for use in system stud- 
ies. We then consider a normalization of system variables that greatly simplifies the 
consideration of large systems in which there are many voltage levels. This normal- 
ization is called per unit (p.u.) normalization, or conversion to the per unit system. We 
start by considering a linear model of a single-phase transformer. 


5.1 SINGLE-PHASE TRANSFORMER MODEL 


A two-winding transformer is shown schematically in Figure 5.1. The diagram is in- 
tended to illustrate the working principle of a transformer. In the actual physical 
layout certain steps are taken to increase the magnetic coupling between the prima- 
ry and secondary coils; the windings are either wound concentrically or are section- 
alized and interleaved. 
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k- 
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Primary Secondary 
winding winding 
N, turns N, turns 


Figure 5.4 Transformer. 


We assume that the magnetic fluxes can be split into three distinct com- 
ponents. There is a mutual flux ®,, contained within the magnetic core that 
links all the turns of the primary and secondary windings. There is a leakage 
flux ©, that is assumed to link only the primary circuit and, similarly, a sec- 
ondary leakage flux ®,. These components of flux are shown schematically in 
Figure 5.1. 

We pick the reference direction for i, arbitrarily, then assign the reference di- 
rection for i so that with i, and i} both positive the resultant mutual fluxes tend to 
add. In the usual way, the reference directions for the mutual flux ®,, and the leak- 
age fluxes ©), and Ëp are found by the right-hand rule. The reference directions for 
voltages are associated reference directions as shown in Figure 5.1. We also (redun- 
dantly in this case) mark the terminals using the dot notation, and also show the stan- 
dard marking of power transformers using X, and X; for low-voltage winding and H, 
and H, for high-voltage winding. 

We remind the reader that the dot notation indicates that the mutual flux com- 
ponents, due to the currents i, and i}, tend to add when these currents both enter (or 
leave) the dotted terminals, The reader can check that the dots are correctly placed 
in Figure 5.1 by using the right-hand rule. 

It is convenient to start the mathematical modeling by describing that version 
of Figure 5.1 called an ideal transformer. Later, using the ideal transformer as the key 
element we will add a few series and parallel elements to obtain a more realistic 
model of a physical transformer. 


| 
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An ideal transformer has the following physical properties: 


1. No losses. 
2. No leakage fluxes. 
3. Magnetic core has-infinite permeability. 


. From a modeling point of view, a physical power transformer is reasonably close 
to an ideal transformer, with losses on the order of 0.5% (of the transformer power 
rating), leakage fluxes on the order of 5% of the mutual flux, and the high permeability 
of special alloy steels. 

The assumption of no losses implies that there is no resistance in the circuit 
model corresponding to Figure 5.1. The assumption of no leakage fluxes ®; and ®,. 
means that the same flux ®,, links both primary and secondary windings. Thus, we 
have A, = N,®,,, and A, = N,®,, as the flux linkages of the primary and secondary 
circuits, respectively. The-terminal voltages are then given by 


da, a®,, 
Mod "a (5.1) 
odh dÈ, 
ce Siar 
and the voltage gain is 
Bogen (5.2) 


where n is the ratio of secondary turns to primary turns. Frequently, it is also con- 
venient to work with the reciprocalof n. This is called the transformer turns ratio and 
is designated a = N,/N, = 1/n. 

Continuing with our discussion of the ideal transformer, we note that with the 
assumed reference directions for current (see Figure 5.1), the primary and secondary 
magnetomotive forces (mmfs) tend to add, and the total mmf is 


F = Ni, + Ni = RO, (5.3) 


where R is the reluctance of the core. Now since the core is assumed to have infinite 
permeability, the reluctance is zero. Thus 


F = "Ni, + Ni =0 (5.4) 


and as a consequence, from (5.3), 


2 pearl (655) 
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Figure 5.2 ideal trans- 
N, N former. 


To eliminate the minus sign it is convenient to define i, = —i,, and we then get the 
circuit model with reference directions as shown in Figure 5.2. Correspondingly, in- 
stead of (5.5) we get 
i N 1 
ts s-=a (5.6) 
Lk N, n 
with the advantage that we get a positive current gain. 
We consider next an example illustrating the impedance transformation prop- 
erties of ideal transformers. 


Example 5.1 


Consider the circuits shown in Figure E5.1. We wish to pick Z, (in terms of Z,) so 
that the terminal behavior of the two circuits is identical. The transformer turns ra- 
tios,a = N,/N,, are the same in both circuits. 


Solution The terminal behavior will be identical if the two circuits have the same 
two-port parameters. The transmission matrices used in Chapter 4 are convenient to 
use. Using the ABCD parameters defined in (4.13), we have 


a 0 7 
1 Z 1 2 
Tideat = 0 Ty, z F A Ty, = £ A 


p 


a 


Figure E5.1 
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—e 


for the transmission matrices of ideal transformer, network N} and network WV. 2, TE- 
spectively. For equivalent terminal behavior, using (4.17), we require that 


0 : 
EA y i! alp a 
ET =flo E EA 


© 


Aa 


. Carrying out the matrix multiplications, we get 


Zı 
a aZ, ao— 
a 

T= 1 |= 
es me 
a 


Thus if Z, = a°Z,, the terminal behavior of the two circuits will be identical. 


Note 1: Replacing Z, in the secondary of the ideal transformer by 
Z, = a’Z; in the primary is sometimes called “referring” Z, to the primary. 


Note 2: We can equally well refer the primary impedance into the sec- 
ondary; replace Z; in the primary by Z, = n°Z, in the secondary. 


Exercise 1 


(a) Show that the result of Example 5.1 is still true if instead of a series impedance 
there is a shunt impedance (i.e., we replace the secondary shunt impedance Z, 
with an equivalent primary shunt impedance Z, = a’Z,). 

(b) Now show that we can refer a ladder network (in the secondary side) to the 
primary simply by multiplying every impedance by a’. Hint: Do it step by step, 
shifting one element at a time. 

(e) Do you believe it is true that any two-port (not just a ladder) can be referred 
to the primary by multiplying each impedance by a’? 


We next consider a more realistic model for a physical transformer. With leak- 
age fluxes present, instead of A; = N,®,,,A, = MOm, we have 
Ay = An + N 1 ® m 


(57) 
Ay on Àn + NÒ n 


®,, is the mutual flux that links all the turns of the primary and secondary coils. 
Ay and Ap are the flux linkages (including partial flux linkages) of the fluxes ®, 
and ®,, which link the primary and secondary coils individually. As shown 
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schematically in Figure 5.1, the paths for the leakage flux, largely in air, have high 

reluctance, and hence the leakage fluxes (and flux linkages) are relatively small in 
magnitude. 

Assuming linearity of the magnetic core, Ay = Lyi; and Ay = Lpi. Including 

the effects of series resistance, we then get 

di 


dd i 
ak thry tM 


d,, 


vy = hh + 


d d dd sa 
À i 

v =ni, + Te =ni} + lazy + aig 
The reader should compare (5.8) and (5.1) and note that if we add appropriate se- 
ries resistance and leakage inductance to the primary and secondary circuits of an 
ideal transformer, the voltage relations in (5.8) will be satisfied. 

We next consider the effect of finite permeability. With finite permeability the 
core mmf is no longer zero, and thus we cannot use (5.4) to relate i, and i. Neglect- 
ing the small leakage fluxes, however, we can still use (5.3). First, consider the fol- 
lowing application of (5.3). Suppose that i, = 0 (i.e., the transformer secondary is 
open circuited). In the case of an ideal transformer the primary current would then 
be zero, but in the more practical case now under consideration some current would 
still flow to sustain the magnetic field. This current, i», is called primary magnetiza- 
tion current and its value, from (5.3), is 


RỌ 
in = — E 5.9 
a (59) 
Thus Mim = R®,, and we can introduce this in (5.3). Dividing by N, , we get 
PER er re 
i=in ~ N i, = in + N i, (5.10) 
Finally, using (5.9), we can replace the voltage e, 4 N(d®,,/dtygey 
d® di 
A m m 
=N, = Ly 5. 


where L,, £ Ni/R. Using (5.8), (5.10), and (5.11), we then get the circuit model in 
Figure 5.3. In the model we have replaced i) (with reference direction inward) by its 
negative, i (with reference direction outward). 

The circuit model in Figure 5.3 has the desirable feature that its elements close- 
ly match those of the physical model. This helps in understanding and improving 
the model. For example, L,,, represents the (assumed) linear relationship between the 
mutual flux ®,, and the core mmf; if a more accurate nonlinear model is desired, a 
nonlinear inductor may be substituted. Also, in the model, conductor (copper) loss- 
es have been accounted for (by r; and r,), but core losses have not. The reader may 
recall from physics the phenomena of hysteresis and eddy currents, which in the en- 
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Figure 5.3 Transformer equivalent circuit. 


vironment of the cyclic flux variation in the iron core are responsible for these core 
losses. These losses may be accounted for in the circuit model by paralleling L with 
a resistor. We will not, however, undertake the improvements just indicated. Cer- 
tainly, a transformer designer needs an improved model, but for our uses, consider- 
ing the larger system, the simple model in Figure 5.3 is usually adequate. 

In fact, we will now consider a simplification. We can refer the secondary ele- 
ments to the primary side of the ideal transformer as described in Example 5.1. We 
then have a so-called T-equivalent circuit on the primary side. In fact, in practice, 
the element values are such (low series, high shunt impedances) that the magnetiz- 
ing reactance and referred secondary impedances may be interchanged, resulting in 
the circuit model shown in Figure 5.4. 

For most systems studies the model may be even further simplified. The series 
resistance r is much smaller than the leakage reactance X, = wL;, and may usually 
be neglected (i.e., shorted out); the shunt magnetizing inductance L,, is much greater 
than L; and may frequently be neglected (i.e., open circuited). 

The model in Figure 5.4 makes it quite simple to discuss the behavior of the 
transformer in terms of the physical parameters. For simplicity, suppose that we 


ren tar, 
Lely taby 


Figure 5.4 Simplified equivalent circuit. 
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Figure 5.5 Phasor diagram for 
transformer. 


neglect r in the following discussion. The fact that L, is large and L, is small makes 
the operation of the power transformer quite understandable in terms of Figure 5.4. 
For example, suppose that the transformer is supplying a lagging load (current lags 
voltage). Suppose that the voltage gain n = N,/N, = 1. Then from Figure 5.4 we get 
a relationship between phasors similar to that shown in Figure 5.5. In this figure we 
arbitrarily pick V, and I, and “work back” to V; and J,. More specifically, starting 
with V, and J,,we can find I, = V;/jX,, then J; = Im + h, then V, = V,+ jX. 
We note that if Z„ is small (X„ large), then J, ~ J. If X;issmall,then V, ~ V,. We 
note that if the supply voltage IV,| is fixed, the effect of increasing IJ, (while main- 
taining the lagging load PF) is to cause IV] to drop. If we neglect the parallel mag- 
netizing inductance (i.e. open circuit it), then J; = J}. If we neglect the series leakage 
inductance (i.e., short circuit it), then V, = V}. 

An additional advantage of the model is that L,, Lm, and N,/N, may be direct- 
ly determined by a test. This is illustrated in the following example. 


Example 5.2 


A single-phase transformer has the following ratings: 200 MVA, 200/400 kV. Assume 
that the primary voltage is 200 kV (and the secondary voltage is 400 kV). Two tests 
are performed: an open-circuit test and a short-circuit test. In the open-circuit test 
the secondary is left open and the rated primary voltage is applied. Tis causes 10 A 
to flow in the primary. In the short-circuit test the secondary terminals are connect- 
ed (short circuited) and a reduced voltage applied to the primary until rated primary 
current flows. The required voltage is found to be 21.0kV. Find an equivalent circuit 
for the transformer, neglecting resistance. 


Solution Rated primary current = (200 X 10°)/(200 x 10°) = 1000 A. From Fig- 
ure 5.4 we note that in the short-circuit test L,, is effectively short circuited, leaving only 
Lin the circuit. Thus 


21 x 10 
= =210 
= T9097 
In the open-circuit test the total reactance seen at the primary terminals is 
200 x 10° 
x; + Xm = 10 W = 20,000 Q 


Ld 
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Xm = 20,000 — 21 = 19,979 = 20,000 2 


We next pick M/N; so that the open-circuit voltages are in the ratio 400:200. 
Strictly speaking, we should use the formula (based on the voltage-division law) 

Vv M Xn 512 

MX +X oa 

But since X,, >> X; as a practical matter we can take 


NM _ 400 
NM VY 200 


Thus, we get the circuit shown in Figure £5.2. 


n %72 ) h 


200:400 
Ideal Figure E5.2 


Note: Ifthe transformer is operating under rated conditions (1/,! = 1000 A, 
IV,| = 200 kV ), the voltage drop in X; is 21 kV, which is about 10% of the rated volt- 
age. Thus, we get an idea of the significance of X;. Similarly, the current through X,, 
is approximately 200 kV/20 kN. = 10 A, which is only about 1% of the rated current. 
This is thus seen to be a fairly negligible current; for this reason in most systems ap- 
plications we would neglect X, (i.e., we replace it by an open circuit). 


It is interesting to compare the model in Figure 5.4 with the L,, La, M model 
familiar from circuit theory. We consider this briefly in the next example. 


Example 5.3 


For the transformer of Example 5.2, find X, = wLl,, X; = wL,, and X,, = wM, of the 
L,, La, M model. 


Solution Using the equations familiar from circuit theory, 
V= jXih + j Xal 


(5.13) 
V2 = fXml, + {Xs 
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it is easy to find the values of X; , X}, and X,, using the test data. For example, in the 
open-circuit test we get IVl = XII, = X, = 200 x 10/10 = 20,000. Other values 
are X, ~ 80,000 and X,, = 40,000. Although certainly useful for calculations, the pa- 
rameters do not give nearly as good a grasp of the physical behavior of the transformer 
as the model in Figure 5.4. l 


5,2 THREE-PHASE TRANSFORMER CONNECTIONS 


There are basically four different ways in which single-phase transformers are con- 
nected into so-called three-phase banks. They may be connected wye-wye, delta- 
delta, wye-delta, or delta-wye, as shown in Figure 5.6. All the connections are shown 
with primary (low voltage) on the left and secondary (high voltage) on the right. 

The favored connection is the delta-wye with the wye on the high-voltage side. 
The advantages of this connection include the following. There is a neutral on the 
high-voltage side that may be grounded; the effect of this ground will be considered 
in Chapter 12 when short circuits are considered. There is a voltage gain of V 3 just 
by virtue of the connection, in addition to the voltage gain due to the turns ratio of 
the individual single-phase transformers. The delta connection on the primary side 
serves a useful function as well, with respect to unbalanced operation and/or in the 
presence of nonsinusoidal current or voltage waveforms. 

Considering now some of the other connections, the delta-delta connection of- 
fers the possibility of operating, at least on an emergency basis, with one (single- 
phase) transformer removed. This is called the open-delta connection. The wye-wye 
connection is seldom used because of problems with unbalanced operation and har- 
monics. The advantages and disadvantages of the different connections are fully dis- 
cussed in standard references on transformers. We will simply recognize the presence 
of all four types of connections and consider the modeling thereof. We note that 
there are also three-phase transformers in which the three sets of phase coils share 
the core material. Two types are shown in Figure 5.7. 

The advantage of a three-phase transformer is that it is possijle to save core ma- 
terial and get a cheaper and more efficient transformer. It is exactly analogous to the 
saving of wire and energy in a three-phase transmission line versus three single-phase 
transmission lines. There are, however, some practical disadvantages as well. A fault 
in any phase of the transformer would normally require the entire unit to be removed 
from service, whereas a similar fault in a single-phase transformer would only require 
that unit to be replaced, Also, there may be some difficulties in shipping the larger 
units. In any case the theory of the three-phase transformers is virtually the same as 
for three-phase banks made up of single-phase units, and we will not consider them 
separately. 

Rather than draw the connections in detail as in Figure 5.6, it is more convenient 
to use a schematic as illustrated Figure 5.8 for the case of the wye-wye connection. 
Windings drawn in parallel directions are primary and secondary windings of the 
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A-Y Connection 


Y-4 Connection 


Figure 5.6 Standard transformer connections for three phase. 


same single-phase transformer. Thus, the dots indicate that V;„ and V,, are (approx- 
imately) in phase. We will occasionally use the even simpler schematic diagram of Fig- 
ure 5.9 drawn for the case of a delta-wye connection. In this figure the transformer 
windings are indicated by heavy lines. Parallel lines indicate correspondingly pri- 
mary and secondary windings. Although the polarity dots are not shown explicitly, 
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Primary and 
secondary coils 
of phase a 


Shell type 


Figure 5.7 Three-phase transformers. 


they are assumed to be at the same ends of the corresponding lines. Thus, V,,, and 
V,, are approximately in phase. Using this kind of representation, we can replace 
Figure 5.6 by Figure 5.10. 

We will also frequently use a one-line diagram to indicate the transformer con- 
nection. Figure 5.11 is a one-line-diagram representation of the transformer con- 
nection in Figure 5.9. Of course, the wye-wye or delta-delta connection may be 
indicated similarly. 

In the next section we are going to simplify the descriptions of these three- 
phase transformer banks, for the case of a balanced system, by introducing their per 
phase representations. As a preliminary we would like to consider the approximate 
behavior of the three-phase banks by assuming that each single-phase transformer is 
ideal. 

In the case of the wye-wye and delta-delta banks, we find that only the voltage 
and current levels are changed. For example, in Figure 5.10, Vyy = nV,, and 


Figure 5.8 Schematic connection diagram. 


a 
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Figure 5.9 Schematic 
connection diagram. 


I, = L/n, where nis the voltage gain of the single-phase transformer. In the case of 
the wye-delta connection, if we compare either line-line or phase-neutral voltages, 
there is a phase shift as well as a voltage- and current-level change. For example, for 
the delta-wye connection shown in Figure 5.10, assuming Ly ae sequence voltages 
for Vin, Von and Van, we get Vie = nV, oie - Vy) = V3ne'™ V. Thus Vy is 
related to V, by the ame ‘ain K, 2 V3ne!7/6. We get identical relation- 

ships for the remaining phases. Thus 


Vyn = Kan Vis Fa K Vpn Ven = KV, (5.14) 


and identical relationships hold for the line voltages as well. Thus, there is a voltage 


(magnitude) gain of V3n and a phase advance or lead of 30° of the secondary volt- 
ages relative to the corresponding primary voltages. Note the ‘V3 step-up ratio be- 


iD j A r 
a a’ a a’ 
, 
n n 
b b b b 
¢c c c d 
Y-Y Connection A-A Connection 


A-Y Connection Y-A Connection 


Figure 5.10 Standard transformer connections. 
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A Y Figure 5.11 One-line diagram. 


yond the step-up ratio of the single-phase transformers. If for the same connection 
(see Figure 5.10) we now consider the current relationships, we get, again assuming 
positive-sequence conditions, 


L > Ia ~ Iq ve nl, = I) 


= V3ne ir (5.15) 
= KE 


where K*# is the complex conjugate of K,. A similar result holds for phases b and c. 
Thus 


I, , ; 
L= Xe D= py L= gy (5.16) 
Thus, there is a current (magnitude) gain of (V3ny? and a phase advance of 30° of 
the secondary currents relative to the corresponding primary currents. 
Note that the per phase complex power gain of the transformer bank is unity. 
We can see this as follows. Let S’ and S be the per phase complex power output and 
input, respectively. Using (5.14) and (5.16), we get 


TL \* 
S= Vana E KV E) = Vanda =5 (5.17) 
? , 


This is entirely consistent with the model of the ideal transformer as a device that nei- 
ther stores nor dissipates any energy. In fact, the relationship between currents in 
(5.16) could have been derived, alternatively, by utilizing this physical property. 


Exercise 2. If we assume that V,,,, Vpn, and V,,,are a negativgesequence set, show 
that (5.14) and (5.16) still hold, with a gain change K = K, = V3ne7i*!, Note 
that K, = Kf. 


Exercise 3. Show that if we assume positive-sequence voltages and consider the 
wye-delta connection in Figure 5.10 (again with ideal transformers), then (5.14) and 
(5.16) still hold, with K = K; = (n/ V3)eirI6, What is the gain if V,,,, Vpn and V,,, are 
a negative-sequence set? 


Exercise 4. Show that, in general, if the positive-sequence voltage gain is K, the 
negative-sequence gain will be its complex conjugate K*. Hint: Note that taking the 
complex conjugate transforms a positive-sequence set into a negative-sequence set. 


$ 
$ 
i 
i 
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TABLE 5.1. TRANSFORMER PROPERTIES 


Complex ideal transformer Ideal transformer 


Voltage gain K = IK! /K n 
; . 1 1 1 
Current gain ETK [K a 
‘Complex power gain 1 1 
; 1 
Secondary impedance Z, KE Zy > Z, 
n 


referred to primary 


In all the cases we have been considering the indicated relationships between 
primary and secondary voltages and primary and secondary currents are very simi- 
lar to those of an ideal transformer. It will therefore be convenient to extend the 
notion of an ideal transformer to cover this case. We will define a complex ideal 
transformer with complex voltage gain K and complex current gain 1/K*. The com- | 
plex power gain is K(1/K*)* = 1. The impedance transformation properties are the 
following: When terminated in a symmetric wye-connected load, the per phase 
driving-point impedance on the primary side is 

Yon Yen! tag) (5.18) 


where Z, is the load impedance in the secondary. . 

These properties are summarized in Table 5.1 and compared with those of an 
ideal transformer. We see that the two types of ideal transformers have many prop- 
erties in common. In particular we note that the complex power gain, the imped- 
ance transformation properties, and the ratios of secondary to primary voltage 
magnitudes and current magnitudes are independent of the phase angle /K and the 
dependence on IK! and n are identical. Note that in cases where /K is involved, it 
shifts the phase angle of the voltage and current the same amount in going from pri- 
mary to secondary. 

While we have been considering standard three-phase transformer connections, 
many other connections are possible. In the delta-wye, for example, we could change 
the labeling of the conductors a’, b’, c' toc’, a’, b'. We would then find the (positive- 
sequence) voltage gain tobe K = — j V3n. Or, in the wye-wye case, we could change 
the labeling of the conductors-a’, b', c' to b', c', a’ and find the (positive-sequence) 
voltage gain K = ne”””, In these nonstandard cases all the properties in Table 5.1 
still hold. 

We will follow the industry practice and assume the use of the standard 
connections shown in Figure 5.10 unless stated to the contrary.” For convenience the 


* The ANSI/IEEE Standard specifies a 30° phase advance of the phase-neutral voltages in going 
from the low-voltage sides to the corresponding high-voltage side. This is true for both A-Y and Y-A con- 
nections. 
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TABLE 5.2 VOLTAGE GAIN, K, OF COMPLEX IDEAL 


TRANSFORMER on 


Standard connection —Positive-sequence gain Negative-sequence gain 


Delta-wye V3nei*l6 V3ne7 ins 
no. n 7 

Wye-delt Z eimh Z grih 

sae V3 v3 


nis the voltage gain of the ideal transformer in the single-phase transformer 
model. 


various gains of the standard connections are tabulated in Table 5.2. We note that for 
both delta-wye and wye-delta connections, the secondary (high side) voltages (and 
currents) lead the corresponding primary (low side) voltages (and currents) by 30°. 

Finally, we note that while the complex ideal transformer may be viewed as a 
generalization of the idea! transformer, it must be remembered that its use is limit- 
ed to the case of balanced three-phase sinusoids, while the gain of an ideal trans- 
former is valid for any waveform. 

This concludes our discussion of three-phase ideal transformer interconnec- 
tions. We turn next to practical cases in which the leakage and magnetizing reac- 
tances appear in the model of the single-phase transformers. 


5.3 PER PHASE ANALYSIS 


With transformers in the network there is the possibility that a simplified model of 
the power system network is not (conductively) connected. In this case there does 
not seem to be any reason to assume that the neutrals of the separate parts are at the 
same potential. In fact, when more complete modeling is considered, including the 
grounding of neutrals and/or capacitance to ground, it appears that vgth balanced in- 
puts and a symmetric network, all the neutrals are at the same potential and all the 
currents and voltages also occur in balanced three-phase sets. Under these conditions, 
in Figure 5.12, for example, we can assume that n’ and n are at the same potential. 


Figure 5.12 Illustrating separate parts. 


| 
| 
f 
| 
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Ideal 


Figure 5.13 Three-phase wye-wye connection. 


In the following we will frequently show the assumption that the neutrals are 
at the same potential (under balanced conditions) by showing a connection between 
neutrals in the per phase diagram. 

We now consider the per phase modeling of the four types of transformer con- 
nections given in Section 5.2. For simplicity, we will be neglecting resistance. It can 
always be reintroduced later in series with the leakage reactance L. 


Per Phase Diagram (Wye-Wye) 


Using the equivalent circuit of each single-phase transformer shown in Figure 5.4, 
we get the following three-phase connection. In Figure 5.13 we observe a symmet- 
ric network composed of L,s and L,,s in cascade with a Y-Y interconnection of ideal 
transformers. Assuming balanced conditions, we then get the per phase circuit shown 
in Figure 5.14, where we explicitly show our assumption that n’ and n are at the same 
potential. It is instructive to compare Figures 5.14 and 5.4. 


Figure 5.14 Per phase equivalent circuit (wye-wye). 


miie 


nr ziggy 
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Figure 5.15 Three-phase delta-delta connection. 


Per Phase Diagram (Delta-Delta) 


The three-phase circuit is shown in Figure 5.15. The primaries and secondaries of the 
ideal transformers are the windings identified with the dots with N, turns in the pri- 
mary and N, turns in the secondary. 

We are now going to show that for balanced conditions the circuit in Figure 
5.15 is equivalent to that in Figure 5.16. We can show the equivalence by writing an 
equation for each of the circuits, but it is less tedious to compare behavior under 
open-circuit and short-circuit conditions. We will effectively be demonstrating that 
the two circuits have the same ABCD parameters (for the per phase two-port), and 
hence are equivalent. 


€&€ 


Ideal 


Figure 5.16 Circuit equivalent to Figure 5.15. 


annus 
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Secondaries open circuited. In this case there is zero current in the ideal 
transformers. From the primary side of Figure 5.15 we see a delta with L, + L,, in 
each branch. In Figure 5.16 we see an equivalent wye with (L; + L,,)/3 in each 
branch. Thus, for the (balanced) input voltages we get the same input currents in 
both cases. Comparing output voltages, the same voltage-divider ratio assures that 
they will also be the same. 


Secondaries short circuited. In this case the secondary voltages of the 
ideal transformers are zero, and thus the primary voltages are zero as well. In effect, 
Lmin Figure 5.15 and L,,/3 in Figure 5.16 are shorted out and the currents through 
them are therefore zero. From the primary sides we see a delta of L, and a wye of 
L,/3. Therefore, for a given set of (balanced) input voltages, the input currents are 
equal. Checking the output currents, in the case of Figure 5.15 we get a current gain 
of 1/n in the ideal transformers, which translates into a line current gain of 1/n, while 
in the case of Figure 5.16 we get the same result. 

On the basis of the equivalence of Figures 5.15 and 5.16, we can now use the per 
phase equivalent circuit in Figure 5.17. This circuit should be compared with Figure 
5.14. The only difference is that L; and L,, of the single-phase transformers are di- | 
vided by 3. 


Per Phase Diagram (Delta-Wye} 


If we repeat the calculations just concluded for the case where the secondary in Fig- 
ure 5.15 is connected in a wye (as shown in Figure 5.10), we find that the primary-side 
driving-point impedances are the same for the open-circuited and short-circuited sec- 
ondaries. However, there are changes in the open-circuit voltage gain and short- 
circuit current gain. In the open circuit, for positive-sequence inputs, the voltage gain 
is K,L,/(L; + Lm) where K, is the complex voltage gain of the ideal-transformer 
delta-wye connection. This is to be contrasted with nL,,(L; + Lm) as the gain in the 
delta-delta connection. In the short-circuit case the line current gain is 1/K¥ rather 
than 1/n. Thus, it appears that in the equivalent circuit corresponding to Figure 5.17, 
the complex gain K, should be used instead of n. We are then led to the per phase 


Figure 5.17 Per phase equivalent circuit (delta-delta). 
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Complex 

ideal 
transformer 
Kı 


n K= V3nelTó 


Figure 5.18 Per phase equivalent circuit (delta-wye). 


equivalent circuit shown in Figure 5.18. Comparing with Figure 5.17, we see the 
change to a complex ideal transformer. Note the block diagram representation of the 
complex ideal transformer. Using the standard block diagram convention, the arrow 
directed toward the block designates the input side. Thus, V and J are inputs and 
Veg = KV and I, = I / Kf are outputs. 

Sometimes it is convenient to represent the complex ideal transformer more 
explicitly. We can then replace Figure 5.18 with Figure 5.19. In Figure 5.19, nis the 
voltage gain of each 1p transformer in the 3¢ bank. Note that in Figure 5.19 we have 
the cascade of a conventional ideal transformer (with voltage gain 3n) and a phase 
shifter (which advances the phase by 30°). It is convenient to refer to the voltage 
gain as a “connection-induced voltage gain” and to the phase shift as a “connection- 
induced phase shift.” The phase shifter is represented in block diagram form with the 
arrow indicating the input side. 


Per Phase Diagram (Wye-Delta) 


Finally, we consider the wye-delta connection shown in Figure 5.10. Using the equiv- 
alent circuit for each single-phase transformer, we get Figure 5.20, in which a sym- 
metric network of L;s and L,,s is in cascade with a Y-A interconnection of ideal 
transformers. As summarized in Table 5.2, with positive-sequence y. riables, the gain 
of the bank of ideal transformers is K; £ (n/V3)e!"/6, The per phase equivalent cir- 


Connection- Connection- 
induced induced 
voltage gain phase shift 


Figure 5.19 Alternate circuit {delta-wye). 
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Figure 5.20 Three-phase wye-delta connection. 


Complex 
ideal 
transformer 


Figure 5.21 Per phase equivalent circuit (wye-delta). 


ie be nA : Figure 5.21. The complex ideal transformer may also be replaced by 
explicit circuit similar to Figure 5.19, but with ion-i 
Seon EP: vA g ith the connection-induced volt- 
All the per phase equivalent circuits are simi j 
o í imilar, being the cascade of a (voltage- 
ae network and of an ideal or complex ideal transformer. This ae will 
e ee further by developments to be introduced in Section 5.4 
inally, we note that in all these models the series resistan n i 
i tina ce r may be includ- 
ed. With Y-connected primaries we add r in series with L,. With S pri- 
maries we add r/3 in series with L,/3. We conclude this section with two examples. 


Example 5.4 


We are given a system involving a step-up transformer with the one-line di 

in Figure E5.4(a). The transformer bank is made up of identical 16 E 
specified by x; = 0.21.0,n = N,/N, = 10. Each generator phase is modeled by a 
Thévenin equivalent circuit. The transformer bank is delivering 100 MW at 0.9 PF 
lagging to a substation bus whose voltage is 230 kV. l 


( } 3 To rest 
of system 
Generator A Y 


230-kV 
Figure E5.4(a) 
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(a) Find the primary current, primary voltage (line-line), and 36 complex power 
supplied by the generator. _ 
(b) Find the phase shift between the primary and secondary voltages. 
Solution Assuming positive-sequence operation and the standard A-Y connection, we 


can use Figure 5.19 [see Figure E5.4(b)]. Since resistance and magnetizing reactance 
are not given, we assume that they may be neglected. 


Generator Transformer Bus 


Figure E5.4(b) 


(a) From the data given, we have {V,,,1 = 230 kv/V3 = 132.8 kV. The phase angle 
is not given. For convenience in calculations we can choose /Vaw = 0. Then 
Vin = 132.8 /0° kV. The 36 power delivered to the bus is specified. Thus, we 
can calculate the per phase complex power into the bus: 


100 x 10° 
"= ——-—— /5,84° = 37.04 /25.84° MVA 
S NEE /25 84° = 37.0 /2 


Next, we calculate 7}, from 


S' 37.04 X 10° /25.84° 


OT 78.9 /25.84° A 
ae Ves 132.8 x 10° as 
Thus 7, = 278.9 /-25.84° A. We next find Z. i] 


l = 10 V3 eI], = 4830.6 /-55.84° A 


Recalling that the phase angle of Vp, was not given (an angle of zero was arbi- 
trarily chosen), only the primary current magnitude can be determined. In this 
case we take the assignment “find the primary current” to mean “find the pri- 
mary current magnitude,” and this magnitude is 4830.6 A. 

We are now in a position to calculate V. 


V,, =V + j0.07/, 


Š s 132.8 X 10° /-30° + j0.07 X 4830.6 /-55.84° 
10V3 


= 7667.2 /-30° + 338.1 /34.16° 
= 7820.5 /-27.77 V 
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Just as in the case of the current J,, only the voltage magnitude can be deter- 
mined. Thus, we have the primary voltage (line-line), V3 x 78205 = 13.55 kV. 
Next, we can calculate the per phase complex power into the transformer: 


S = Vanl = 7820.5 /-27.77° X 4830.6 /55.84° 
` = 37.778 /28.07° MVA 


To find the 3¢ power delivered by the generator, we multiply by 3. 
S” = 38 = 113,33 /28.07° MVA 


Since the complex power depends on the difference in the phase angles between 
V,, and J, (and not on their individual values), the arbitrary choice of phase 
angle for V,,, is of no consequence. This then completes part (a). 

(b) The phase shift between primary and secondary voltages (either phase-neutral 
or line-line) may now be determined. Thus, the secondary phase leads the pri- 


mary by 0° ~ (~27.77°) = 27.77°, 


Some comments on Example 5.4 follow. 


1. If the transformers were ideal, the angle difference calculated in part (b) would 
be 30° rather than 27.77°. Also, the transformer input and output complex pow- 
ers would be identical. 


2. In part (b) it is essential to model the phase shift in the complex ideal trans- 
former. In part (a), however, the phase shift could have been left out without 
affecting the calculation of voltage magnitude, current magnitude, and complex 
power. 


eee 
Example 5.5 


Suppose that we are given a system with the one-line diagram shown in Figure E5.5(a). 
We have in cascade, the following: a source, a step-up transformer bank (primary on 
the left), a transmission line, a step-down transformer bank: (primary on the right), and 
an impedance load. The transformer banks are the same as in Example 5.4. Assume 
that the generator terminal voltage (line-line) is 13.8 kV and find the generator cur- 
rent, the transmission-line current, the load current, the load voltage, and the complex 
power delivered to the load. 


T, Ty 
Zine = (100 
O et 
AY “YA 


Solution Using Figure 5.19, we have the circuit diagram shown in Figure E5.5(b). 
From the problem specification we have IV, = 13.8 kV/ V3 =797kV. For conve- 
nience we may choose V; = 7.97 /0° kV. The easiest way to calculate the generator 
current / is to find the driving-point impedance to the right of the terminals identi- 
fied by the voltage V}. 


Figure E5.5{a)} 


abn 


—y- 


10/3:) 


t 
L 


10/3 | 


1 


{ 
boss 


a 
i 


i 1 
4 t 
La 
Transformer, T3 t Load 
l 


Transmission 


Transformer, 7; 


Le——_— Generator 


fc 
1 


line 


Figure E5.5(b) 
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Starting from the load, we have Z, 4 Ziad + j0.07 = 4 + j1.070. Referring this 
impedance to the secondary side of the ideal complex transformer, we get 
(103); = 1200 + j3210. Then adding Zine, we get Z, È Zine + 1200 + 
j321 = 1200 + 4210. Referred to the primary side of T,, we get Z,/(10V3)? = 
4.00 + j1.4033. Finally, we get the driving-point impedance Z, 2 4.00 + j1.4733 = 
4.263 /20.22°. Thus we get 


V, 
l= A = 1869.1 /-20.22° A 
1 


We next calculate J, Z, V3, and Shoa: 


h= 


i= 
eTl, = 107.9 /9.78° A 
V3 


I, = 10V3e7i*8}, = 1869.1 /-20.22° A 
K = Zails = 7.71 /—6.18° kV 
Sioa = KIF = Ziggglis® = 14.4 /14.0° MVA 


The relative phase angles of the voltages and currents are significant, but as in 
Example 5.4, the individual values depend completely on our (arbitrary) selection of 
\;. Thus, we can only specify voltage and current magnitudes. Thus we have 


generator current = J, = 1869.1 A 
transmission-line current = IBI = 107.9A 

load current = 1J;i = 1869.1 A 

load voltage (line-line) = V3 Yl = 13.35kV 

3 complex power = 35,44 = 43.21 /14.0° MVA 


Exercise 5. Show that the 30° phase shifts can be ignored and all the results con- 
cerning voltage and current magnitudes and complex power will be obtained. 


Note: In Examples 5.4 and 5.5 we have so-called radial systems, in which 
none of the transmission lines and/or transformers are in parallel. In these cases as 
we have seen we can ignore the connection-induced phase shifts of the 3¢ A-Y or 
Y-A transformer banks. This may still be possible under certain conditions to be de- 
scribed next, even if there are parallel lines. 


5.4 NORMAL SYSTEMS 


Typical power transmission systems are richly interconnected, with many loops 
and parallel paths in the one-line diagrams. There are many advantages to this 
arrangement in terms of reliability and operating flexibility. Aside from this rationale, 
there are also historical factors; transmission-line voltages and power-handling 
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capabilties have increased over the years, with the modern additions overlaying the 
existing network. Where these loops or parallel paths include transformers, special 
care must be exercised in system design to avoid large “circulating” currents. The fol- 
lowing examples illustrate the nature of the problem. 


Example 5.6 


We are given a one-line diagram for two transformer banks in parallel [Figure E5.6(a)]. 
The 1¢ transformers in the two banks are specified as follows: 


Y-Ybank: n = 10, X, = 0.05 
Y-A bank: n= V3 X 10, X, = 0.05 


The line-neutral voltage at bus 1 has magnitude 8 kV. The load at bus 2 is Y con- 
nected; each impedance, Zioa = 100 /0°. Find I1, 74, and load! 


Z load 


vi Yà V3 = Viva Figure E5.6(a) 


Solution Using Figures 5.14 and 5.21, and assuming the phase of V; is zero, we get the 
per phase equivalent circuit shown in Figure E5.6(b). Writing KVL for the /, loop, we get 


Inj V3= 10 


Figure E5,6(b) 


i 
i 
} 
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V, = j0.05/, + V 
1 
= j0.05/, + T X 1007; + 14) 
Replacing J, by 107 pwe get 
V, = (10 + j0.5}Mi + 1075 = 8000 (1) 


Similarly, writing KVL for the J, loop, we get 
V, = j0.052, + hei x 100011 + 1) 
Replacing J, by 10/;e'*, we get 
V, = 107e + (10 + jOS) hei" 
Multiplying by e’, we can simplify and we get 
107; + (10 + j0.5)1' = 8000 /30° (2) 


Solving (1) and (2) for 7; and /;, we get 


I, = 3755.0 /-164.85° A 
15 = 4527.2 /14.88° A 
Toad = 1 + 14 = 772.5 /13.57° A 


Notice that |‘! and |Z;} are much larger than I/;.aql. The physical interpretation is that 
there is a large component of the current that circulates from one transformer bank 
to the other without entering the load. This circulating current serves no useful pur- 
pose. In fact, it is harmful, wasting energy and possibly overheating the transformers. 
Note: Even if Zioa is removed and oag = 0, we still get a large circulating current. 
The basic problem is that the connection-induced phase shifts in the two parallel trans- 
former banks are different. In practice we would not parallel these transformers. 


ene ee ee a A) 
Example 5.7 


Repeat Example 5.6 but replace the Y-A transformer bank with a Y-Y transformer 
bank with n = 20. 


Solution In this case both transformer banks have the same connection-induced 
phase shifts (zero), but the open-circuit secondary voltages are different. Paralleling 
the steps in Example 5.6, we get 


(10+ j0.5)/, + 107; = 8000 (1) 
51, + (5 + DI = 8000 (2) 
Solving for I, and J5, we get 
I = 3,260.76 /76.40° 
1, = 3,213.39 /-86.58° 
Tad = 1, + T3 = 959.23 /-2.29° 
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Once again, as in Example 5.6, we get a very large circulating current. The problem 
this time is the mismatch in the turns ratios of the transformers, and in normal prac- 
tice we would not parallel these transformers. 


ee es 
Example 5.8 
Repeat Example 5.7 but with n = 10 for both banks of transformers. 


Solution By symmetry J; = i and we get 
(20 + j0.5)f, = 8000 
Then 
I; = I, = 399.9 /-143° 
Tread = Li + T = 799.8 £-1.43° 


We see an equal load division in this case without circulating current. 


The examples illustrate the need for care in paralleling transformers. The nor- 
mal arrangement is to parallel transformer banks that have the same (connection- 
induced) phase shift and the same open-circuit step-up or step-down voltage ratio. We 


want to avoid inadvertent mismatches in (connection-induced) phase shifts and volt- _ 


age ratios. This same idea extends to more general parallel paths. It is to be noted, 
however, that occasionally we deliberately introduce phase shift and/or turns ratio 
anomalies for complex power flow control; we will consider some examples later. 
Considering these cases to be exceptional, it is useful to define a “normal” system as 


follows. 


Definition. A system is normal if, in the per phase equivalent circuit, the prod- 
uct of the (complex) ideal transformer gains around very loop is 1, Equivalently, 
under the conditions just described, for every pair of parallel paths we have the same 
product of (complex) ideal transformer gains. 

Concerning this latter condition, we note that it breaks down into two parts. 


For each parallel path 


1. the product of ideal transformer gain magnitudes is the same, and 
2, the sum of ideal transformer phase shifts is the same. 


We note that the open-circuit line voltage magnitudes for three-phase transformer 
banks are usually specified in the transformer ratings. From these we can calculate 
the voltage magnitude ratios (primary to secondary, for example), which are indis- 
tinguishable from the ideal transformer gain magnitudes referred to previously. This 
gives a convenient way to check condition 1. 

We consider an example of a normal system in Figure 5.22. The three-phase 
transformer bank (open-circuit) line-line voltage magnitude ratings are given. Thus, 
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Ty: 13.2Y - 132Y kV 
Ty: 13,8Y - 138Y kV 
Ty, T4: 11.24 - 230Y kV 


L, and L3 are transmission lines 


Figure 5.22 Normal system. 


in ee: = we step up by a factor of 10 and down by the same factor; the prod- 
uct of voltage gains is 10 X 0.1 = 1. Similarly, for the bottom path 
(230/11.2) x (11.2/230) = 1. We assume also i T, and T, aen 
with the same phase-shift advance (say 30°) from primary to secondary. Thus, the 
connection-induced phase shifts cancel along the bottom path. The rest of the sys- 
tem does not have parallel paths (i.e., is “radial”) and need not be considered in this 
connection. 


Example 5.9 


Suppose that in Figure 5.22 the wiring of the A-Y banks is uniform, with 8 the phase 
advance from primary to secondary. Show that in the per phase equivalent circuit of 
the transmission link consisting of T;, L,, and T4, the 0 phase shifts cancel (and may 
be left out) if we are considering terminal behavior. 


Solution Representing the A-Y banks by Figure 5.19 and the transmission line by 
ABCD parameters, we get the circuit shown in Figure ES.9. Using the ABCD para- 
meters, we get 
Viel = AV5e — Bie? 
Tie” = CV — DIe” 
Multiplying by e`”, we get 
Vi = AV; - BI, 
I, = CV} - DI 
Thus, as long as the connection-induced phase shifts are equal (from primary to sec- 
ondary), as we have assumed, they do not enter in the relation between V4, /; and 
2 I, It follows that if we are relating V, /, and V,, J, we can leave out the phase- 
shifting blocks. 


Note: After finding Vi, I}, V2, I} we can then find the transmission-line currents 
and voltages by advancing the phases by 6. 


i erent 
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Figure E5.9 
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Leaving out the phase-shifting blocks in the per phase diagram is a worthwhile sim- 
plification. It is natural to designate this diagram as follows: ' 


Terminology. A simplified per phase diagram is a per phase diagram in which 
all the connection-induced phase shifts (i.e., the phase shifters) have been left out. 


Suppose we have a normal system. For the usual power system problem (where 
the phases of the voltage sources are not specified), we can find the complex power 
flows and the voltage and current magnitudes by using the simplified per phase dia- 
gram. Although we will not offer a proof, we draw attention to the results in Exam- 
ples 5.4, 5.5, 5.7, and 5.9, and to related comments following the examples. Thus we 
can say that one advantage of a normal system, from an analysis point of view, is that 
we can use a simplified per phase diagram. 

We turn now to a second advantage of a normal system, from an analysis point 
of view. It permits the unambiguous introduction of a useful normalization called per 
unit normalization. 


5.5 PER UNIT NORMALIZATION 


In power system calculations a normalization of variables called per unit normaliza- 
tion is almost always used. It is especially convenient if many transformers and volt- 
age levels are involved. 

The idea is to pick base values for quantities such as voltages, currents, imped- 
ances, power, and so on, and to define the quantity in per unit as follows. 


bok ; actual quantity 
quantity in per unit = ———__—_-____ 
base value of quantity 
A vital point is that the base variables are picked to satisfy the same kind of rela- 
tionship as the actual variables. For example, corresponding to the equation between 
actual variables (complex numbers), 


V=ZI (5.19) 
we have the equation for base quantities (real numbers), 
Va = Lele (5.20) 
Dividing (5.19) by (5.20), we get 
or 
Vou. = Zpudpu 


~ 
| 
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Equation (5.21) has the same form as (5.19), which implies that we can do circuit 
analysis using (5.21) exactly as with (5.19). The p.u. subscript indicates per unit and 
is read “per unit.” 


Example 5.10 


Given the circuit shown in Figure E5.10(a), pick Vz = 100 and Zg = 0.01, and find 
Ip, Vows Zoua Tous and L 


Figure E5, 10{a) Figure E5.10(b) 


Solution I; = Vs/Z, = 10°. Then 


100 
Vou. joo ~ 
0.01 + j0.01 
Papi aaceeeey ry 
pu 0.01 rE 
La = Wa = 0.707 /-45° 
Be ae berg 


1 = Igy X Ig = (0.707 /-45°) X 1074 = 7070 /-45° 


Note: In solving for J,,, we can also use the original circuit with all quantities replaced 


by per unit quantities. This is shown in Figure E5.10(b). fo 


What we have done for Ohm’s law can also be done in the case of power cal- 
culations. For example, corresponding to 


S = VI* (5.22) 
we have 
Ss = Volg (5.23) 
and 
Spa. = Void pu (5.24) 


Note that since the two equations (5.20) and (5.23) involve four base quantities Vp, 
Iz,Zg,and Sg, specifying any two base quantities determines the remaining two base 


| 
| 
| 
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quantities. For example, if we pick Vg, $g, we can solve for Ig = S,/V; and 
Zs = Vo/ Ig = V5/Sp. 
The extension to other related variables is routine. For example, 


Spa = Poa + Qou. 


where 
ne Q 
Pya. > Sg Qpa. o7 Sg 


In the case of impedance we have 


Zou. > Rpa. T j Xou. 


where 
R X 
RS 258 
pt Z; X pu. Zs 
We note that 
Ip 1 
Y, è 2 = — 
7 V, Zs 


If the network includes transformers, there is an advantage to picking differ- 
ent bases for the two sides of the transformer. Suppose that we make the ratio of 
voltage bases equal to the connection-induced voltage ratio in the per phase equiv- 
alent circuit, or what we will take to be equivalent, the ratio of secondary and pri- 
mary (open-circuit) voltage ratings of the three-phase banks. Let S, be the same on 
both sides. For example, consider a transformer bank connected wye-wye. Using 
Figure 5.14 with a slight change in notation, we have Figure 5.23. Pick convenient 
bases Vig, 5g, lig, and Zg, for side 1. Then, we get for the corresponding quanti- 
ties on side 2, 


Vig = nig, Sp, Lg = niles Zag = Zip 


a h ix; I . h a’ 


lin =N/N, 


Figure 5.23 Per phase equivalent circuit {wye-wye]. 
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All quantities on the left side are now normalized with respect to the bases sub 1; all 
on the right side with respect to the bases sub 2. In particular, we get 


Vo nv 
= — = —— = 5.25 
2p.u. Vig nV,g pu ( ) 
and 
oh = (1/n)I (5.26) 


bs (nhs ** 


In consideration of (5.25) and (5.26), we can redraw Figure 5.23 to show relations 
between per unit quantities, without an ideal transformer. 

Consider next the case of a wye-delta transformer bank. Assume that the sys- 
tem is normal and we are able to use the simplified per phase diagram. In this case 
in Figure 5.21 we discard the 30° phase shift. Relating the bases as described previ- 
ously (by IK | = n/ V3), we again get Figure 5.24. 

Consider the delta-delta case given in Figure 5.17. Again, relating bases by 7, 
we get Figure 5.24 except that Xp. = 3(Xi/Zig) and X mpu. = }(X,,/Z1g). For the 
delta-wye case, using the simplified per phase diagram and relating the bases by 
IK) = V3n, we get Figure 5.24, with the same values of Xip, and Xp, as in the 
delta-delta case. 

The very interesting result is that for a normal per phase system, using the sim- 
plified per phase diagram and per unit normalization, we can dispense with all the 
ideal transformers and all the phase shifters. We call the simplified per phase per 
unit diagram an impedance diagram. 


5.6 PER UNIT THREE-PHASE QUANTITIES 


Three-phase quantities may also be normalized by picking appiépriate three-phase 
bases. In a very natural way we define , 


S3 435, (5.27) 
Vi $ V3 Vi (5.28) 
Lipu j Kipu I 2p, 


+ 


y, Pu, j l, Vaipu, 


Figure 5.24 Transformer im- 
pedance diagram. 
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where Sg and Vj, are the per phase quantities discussed earlier, and the V!, refer to 
the line-line voltages. Since 


S 35 
ou = SF 7 35,7 Spa. (5.29) 


and 
IVi |= vi = vam Wi 
BO VG ONE 


we see that numerically, the distinction between per phase and three-phase quanti- 
ties expressed in per unit may be unimportant. Power engineers sometimes need not 
specify whether a per unit voltage is line-line or line-neutral. For example, if we say 
that the voltage (magnitude) is 1 p.u., this means that the line-line voltage (magnitude) 
is 1 p.u. (i.e., equal to its base value) and that the line-neutral voltage (magnitude) is 
also 1 p.u. (i.e., equal to its base value). A similar vagueness is permissible relative 
to three-phase and single-phase power. Consider also the formula for Z,. We can 
calculate Z; using either single-phase or three-phase quantities. 
Vip _ (V3 Va} _ VB 


Z, =z —— Oo = ——— : 
iB Sz 38, 536 6 31) 


= IVpal (5.30) 


Example 5.11 


Given three single-phase transformers with the following nameplate ratings, find the 
impedance diagram for the wye-wye, wye-delta, delta-delta, and delta-wye connec- 
tions, picking the voltage and power bases for the three-phase bank “induced” by the 
nameplate ratings. What is meant by “induced” will be clearer from the example. 


Nameplate ratings (1@ transformers) 1000 kVA 
13.2-66 kV 
X, = 0.1 p.n. 
Xm = 100 p.v. 


Solution The significance of the per unit reactances specified in the nameplate rat- 
ings is the following. The manufacturer has picked impedance bases in accordance 
with the nameplate voltampere and voltage ratings. Thus for the 1 transformers, 
we have 

=. Va (oe x dO) 

ERL P E a lona 

Sg 1000 x 10 
~ Vi, (66x 10°? 


=== = 4356.0 
8S, 1000 x 10° 
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where the tilda indicates the nameplate ratings. We have been using models in which 
the reactances are in the primary. Thus, the “actual” reactances (referred to the pri- 


mary) are 
X= 0.1 X 174 = 1740 (actual) 


X „= 100 X 174 = 17,4000. (actual) 


Now consider the three-phase interconnections of these single-phase trans- 
formers. If we connect the primaries in wye (the secondaries can be wye or delta) and 
pick S# and Vj, induced by the nameplate ratings, we get S° = 3 X 1000kVA and 
Via= V3. 13.2 kV (so that 1 p.u. of line voltage corresponds to rated voltage on the 
transformer primary). Then, using (5.31), we find that Z,, = 174 Q. Then 


Xipa 174 = 0.1 pu 
a 1740 oo 
mpu 174 


in the impedance diagram. Of course, these are just the per unit values supplied by the 
manufacturer. 

If the primaries of the single-phase transformers are connected in delta 
and we pick SẸ =3 X 1000 kVA and V! = 13.2 KV (so that 1 p.u. of the line 
voltage corresponds to rated voltages on the transformer primary), then 
Zig = (13.2 X 10°P/(3 x 1000 x 10°) = 174/3 = Z,/3. In the simplified circuit dia- 
gram for the delta-delta and delta-wye connections, we find that the per unit reac- 
tances are X,/3Z,, and X,,/3Z,g and thus 


X. 
Xipu = Geog = = Od pa 
3Ž/3 Zs 
Xm pu = 100 p.u. 


Thus we get, in every case, the same per unit values for X; and X, as in the case of the 
single-phase transformer. In all four cases we have the impedancefiagram shown in 
Figure E5.11. Since an impedance diagram is understood to be a per unit diagram, we 
have abandoned the cumbersome p.u. notation. 


n fl h 


Figure E5.11 


l The interesting result of Example 5.11 is that, provided that we use the bases 
induced by the nameplate ratings, the per unit reactances have the same numerical 


| 
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values in the wye-wye, wye-delta, delta-wye, and delta-delta connections, as in the 
single phase case. ; 
rs 
Example 5.12 
A three-phase transformer bank tated at 5000 kVA, 13.8A — 138YkV, has 
X, = 0.1 p.u.. Find X, (actual) referred to the low-voltage (i.e, delta) side. 
“Solution Power and voltage ratings of three-phase equipment are always given in 
three-phase, line-line terms. Using (5.31), we have 
(13.8 x 10°) 


Ze = = 8. 
18 S000 x 10° RUR 


Then referred to the low-voltage side 


X, = Xyu. X Zig = 3.809 0 (actual) 


5.7 CHANGE OF BASE 


With several items of equipment, with different ratings, it is not usually possible to pick 
base values so that they are always the same as the nameplate ratings. It is then nec- 
essary to recalculate the per unit values on the new basis. The key idea is that Z,,,, 
depends on Zg, but, of course, Zaca does not. We note the relationship between old 
and new values: 


Zaai = ZAZ = ZENE" (5:32) 
Then 
zo 
Jew = Zo B 
pu. pu Zen 
yo 2 gnew 
= 7old | B B 
= zj s (5.33) 


Note: In applying (5.33), we can substitute three-phase and/or line-line values. 


Example 5.13 


A three-phase generator has Thévenin output reactance X = 0.2 p.u. based on a gen- 
erator nameplate rating of 13.2 KV, 30,000 KVA. The new base is 13.8 KV, 50,000 kVA. 


Find new X in p.u. 


Solution Using (5.33) with three-phase quantities, 


13.2 V 50,000 
new = pete a 
Xow. 0a 22) 30,000 0.305 p.u. 
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5.8, PER UNIT ANALYSIS OF NORMAL SYSTEM 


If we have a normal system, we can greatly simplify the solution of the usual power 
system problem by using an impedance diagram. The rationale was described in Sec- 
tion 5.5 and the procedure is summarized as follows. 


Procedure for a per unit analysis 


1. Pick a voltampere base for the whole system. 

2. Pick one base voltage arbitrarily. Relate all the others by the ratio of the mag- 
nitudes of the open-circuit line voltages of each transformer bank. 

3, Find the impedance bases in the different sections and express all impedances 
in consistent per unit terms. 

4, Draw the impedance diagram for the entire system, and solve for desired per 
unit quantities. 

5. Convert back to actual quantities if desired. 


In step 1 it is convenient to pick the three-phase voltampere rating of one of the 
generators or transformer banks. In step 2 it is convenient to pick as a base voltage 
the rated voltage of the unit picked in step 1. In this case in step 3, the manufactur- 
er's specification of impedance in per unit may be used directly. If not, in step 3 use 
(5.33). In step 4 we note that the impedance diagram will not have phase shifters or 
ideal transformers. Finally, we note that for a normal system the procedure described 
in step 2 is feasible; we get a consistent set of base voltages. 

The procedure is illustrated in the next two examples. 


Example 5.14 


Consider a system with the one-line diagram shown in Figure Egg4(a). The three- 
phase transformer nameplate ratings are listed. The transformer reactances are given 
in percent; 10% = 0.1 p.u. The transmission line and load impedances are in actual 
ohms. The generator terminal voltage (magnitude) is 13.2 kV (line-line). Find the 
generator current, the transmission-line current, the load current, the load voltage, and 
the power delivered to the load. 


Oo tt Ot Oa 


13.2 KV 
= 10 + j100 
5MVA 10MVA 
13.24 — 132Y kV 138Y - 69A kV 
Xp = 10% Xp = 8% 


Figure E5.14(a) 
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—— Oe 
Solution The system is normal, and we can ignore transformation-induced phase 
shifts. We wish to derive an impedance diagram. In Figure E5.14(a), three sections 


sections. 


Step I: Pick a common S% for the entire system; for example, pick 
S% = 10 MVA. 

Sep 2: Pick one voltage base: for example, V! = 138 KV. Relate the other 
voltage bases by ratios of transformer (line-line) voltage ratings: 
Vig = 13.8 kV, Vi, = 69 kV. Here the subscripts refer to the labeled sec- 
tions, 1,2, and 3. i 

Step 3: Find the impedance bases for the three sections using (5.31), and calcu- 
late the per unit line and load impedance values. 


(69x10) | _ 300 
Z3p = oe = 416 = Zicag = Gog = 0.63 pu. 

sO SG Zine = 5.25 X 10-1 + j10 
B RE TA PEDA 


Using (5.33), we can express X, relative to the new base values. 


e 132¥/10 
mr = aE )= 0.183 p.u. 


We do not have to recalculateX,, because the base values are the same as the 
nameplate values. Thus 


Xp = 0.08 p.u. 
Finally, we express the source (line-line) voltage in per unit. 


13.2 


IEJ = Bes 


= 0,96 p.u. 

To do the circuit analysis it is convenient to pick E, = 0.96 /0° p.u., but since 
this choice is arbitrary, there is no significance to the absolute phases of the 
quantities resulting from the analysis. , 
Step 4: We are now able to draw the impedance diagram [Figure E5.14(b)]. The 
points labeled KLMN correspond to the points similarly labeled on the one- 
line diagram. The element values shown are expressed in per unit. We next 
find Za, by circuit analysis. 


0.96 0.96 


fou, = = a 0.709 0.709 /26.4° 4° = 1.35 /-26.4° 


Note that the same /,, represents different actual currents in sections 1,2, and 
3 because the base values are different. Calculating the load voltage, 


(1,2, and 3) are identified. We will need to pick appropriate bases for these three | 


Vou, = 0.632)4, = 0.8505 /-26.4° 
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Example 5.16 


a 


Prepare a per phase schematic of the system shown in Figure E5.16 and show all 
impedances in p.u. on a 100-MVA, 132-kV base in the transmission-line circuit. The 
necessary data for this problem are as follows: 


G,:50 MVA, 12.2 kV, X = 0.15 p.u. 

Gx: 20 MVA, 13.8 kV, X = 0.15 p.u. 

T,: 80 MVA, 12.2/ 161 kV, X = 0.10 pu. 

T; 40 MVA, 13.8/161 KV, X = 0.10 p.u. 

Load: 50 MVA, 0.80 PF lagging, operating at 154 kV 


Determine the p.u. impedance of the load for the following cases: 


a. Load modeled as a series combination of resistance and inductance 
b. Load modeled as a parallel combination of resistance and inductance 


Figure E5.16(a) 


Solution This example illustrates the various steps in deriving the p.u. representation 
of the system. Note that the data presented are in p.u. on a base specified for each com- 
ponent. This would be typically provided by the manufacturer. In the following analy- 
sis, we will convert all these quantities to a common system base that has been specified 
in the transmission circuit. 4 


Base kV in the transmission line = 132 kV 


Base kV in the generator circuit G, = 132 x m = 10.002 kV 
f REN 13.8 
Base kV in the generator circuit G, = 132 X K” 11.31 kV 


Note: Once the base voltage is specified in the transmission-line circuit, the base volt- 
age in all other circuits is determined by the ratio of the magnitudes of the open- 
circuit line voltages of the appropriate transformer bank connecting the circuits. This 
is step 2 in the procedure described earlier. 
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We now proceed to convert all the parameter values to p.u. on the common base 
specified. 


100 122 ¥ 
i X = 015 xX — = 
50 (E) 0.4463 p.u. 
a 13.8 
Gy: X = 0.15 X7 —_ 
2: (5) - 1.1166 p.u. 
100 12.2 i 161 
T: x= = 
pX =01 30 «(oy =o «(SY 0.18596 p.u. 
100 | / 13.8 100 | /161 
T,X = 0.1 X — x 1 xX — = 
2 40 (ea) > aa 3} Ee 
(132) 
The base impedance in the transmission-line circuit = ai 174.240, 
40 + 160 


Zrranstine = agag 7 02296 + 0.9183 pu. 


The p.u. impedance of the transmission lines connecting the load bus to the high- 
voltage buses is given by 


_ 20 + j80 


=U. + j0. i 
T424 0.1148 + j0.4591 p.u 


The base impedance in the load circuit is the same asthe base impedance in the trans- 
mission-line circuit. 


The load is specified as 50(0.8 + j0.6) = 40 + j30 MVA. 


(a) Series Combination of Resistance and Inductance. From Eq. (2.23), 


gsenesk = (154)? 
ted 40 + 730 


ZES = 379.456 + j284.529 0 


PIT 379.456 + j284.592 
Load, 7 174.24 


= 379.456 — j284.592 Q 


=218 + j1.63 pu. 


(b) Parallel Combination of Resistance and Inductance 
From Example 2.3 we note that 


154) 592.9 

RParallel = ( i = 592.90 = 7428 = 3.402 p.u. 
154) 790.53 

Rearallel — oe = 790.530 = 174.24 = 4.537 pu. 
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The impedance diagram showing all the parameters in p.u. on the selected base for the 
case where the load is represented as a combination of R and L in parallel is shown in 
Figure E5.16(b). 


0.2296 0.9183 
70.1859 ww 


O00 


Figure E5.16(b} Impedance diagram with per unit representation. 


We conclude this section with a summary of some of the advantages of the per 
unit system for analysis. 


1. The system is simplified by elimination of transformers in the per phase diagram. 

2. Constants are more uniform. Actual ohmic values differ widely for equipment 
of different sizes (ratings) but are fairly constant when expressed in per unit. 
This makes it possible to estimate unknown per unit impedances and/or spot ob- 
vious data errors. 

3. The numbers coming out of the analysis are more easily interpreted physical- 
ly. For example, suppose that there is a line drop of 50 V (actual). The num- 
ber in itself does not have much significance. ‘Relative to a 50-kV base it is 
negligible, but on a 500-V base it is excessive. Expressed in pexgtnit we see its 
relative size. 


Finally, we note that for simplicity, we have described the procedure for per 
unit normalization of normal systems; however, the normalization may be applied 
more generally. In this case, although it is not possible to eliminate all the ideal trans- 
formers and/or phase shifters, the per unit normalization still offers many advantages. 


5.9 REGULATING TRANSFORMERS FOR VOLTAGE 
AND PHASE ANGLE CONTROL 


We wish to consider briefly the use of so-called regulating transformers to adjust volt- 
age magnitude and/or phase. These transformers add a small component of voltage, 
typically less than 0.1 p.u., to the line or phase voltages. In the case of voltage mag- 


$ 
i 
i 
t 
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Series transformers 


Oa’ Van = Van + MVon 


Exciting 
transformer 


Figure 5.25 Regulating transformer for voltage control. 


nitude control a setup similar to Figure 5.25 is employed, An adjustable portion of 
the voltage V,» is fed into the primary of the series transformer whose secondary is 
in series with phase a. Similarly we add voltages to Vpn and Vp. Assuming ideal 
transformers, it is easy to grasp the basic voltage-boosting mechanism. This device 
is used to maintain voltage automatically on radial feeders under varying load con- 
ditions. In loop systems it is also used to control reactive power flow. 

We note that voltage magnitude may also be controlled by using so-called tap 
changing transformers. Several steps of secondary voltage ranging from +10% of the 
nominal secondary voltage may be obtained. 

Voltage phase angle may be adjusted by the system of Figure 5.26. Windings 
shown in parallel are the primary and secondary of the same single-phase trans- 
former. We can best understand the operation by assuming ideal transformers, Then 
Voe = PVabs Vaa = PV bes Vor = pVeq, Where p is a small positive number. Noting that 


Vas = Vea t Va t+ Voy 
Væ + PC Vea ~ Vie) 


il 


and assuming a positive-sequence set of voltages V,,, V,,, and V,a we find 
Vay = Va ch pleh — eP) yy 
= Va(l + jpV3) 
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c Figure 5.26 Regulating trans- 
former for phase angle control. 


Thus V, leads V». The phases of the remaining voltages are similarly advanced. 
By adjusting p (i.e., the taps on the secondaries), the phase advance is adjustable. 
For small p the voltage magnitude is relatively unaffected. 

We next consider an application. Suppose that there are two transmission links 
in parallel and that their reactances are the same, Then they will share the trans- 
mitted power equally since they both have the same power angle. On the other hand, 
it may be that their thermal limits are different and we would like to load them in- 
dependently. This is where the phase-angle control we have been describing can be 
used effectively, to increase the power angle of the link with the higher thermal limit. 

We note that if regulating transformers are used, the system in general is no 
longer normal. In that case the impedance diagram has real or complex ideal trans- 
formers even after the per unit normalization. 

We will now illustrate the functions of regulating transformers by means of ex- 
amples, Figure 5.27(a) shows two transformer banks in parallel. This is similar to the 


En 
Load: 
h Pr y y 
V lin Vy 
(a) 
| eee ae 


Figure 5.27 Parallel trans- 
former banks with different volt- 
age ratios. 
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arrangement in Example 5.6 but in the present case there is a mismatch in turns ratio 
(rather than in connection-induced phase shift). Suppose the first transformer bank 
(T,) has an open-circuit voltage ratio of n that is the same as the base voltage ratio 
across the transformer bank. Then, after per unit normalization, the ideal trans- 
former in the per phase transformer model disappears, leaving only the per unit se- 
ties reactance X]. f ' 

Suppose the second transformer bank (T,) has an open-circuit voltage ratio of 
n'. What happens in the per unit normalization of this transformer (in which the base 
voltage ratio ism)? To see what happens, consider the replacement of the ideal trans- 
former (with a voltage ratio n’) by an equivalent connection consisting of the cas- 
cade of an ideal transformer with voltage ratio n and an ideal transformer with voltage 
tation = n'/n. After per unit normalization the transformer with voltage ratio n dis- 
appears, leaving the ideal transformer with voltage ratio 1 = n'/n in series with the 
per unit reactance X. This is shown in Figure 5.27(b). Note: Figure 5.27(b) can also 
be viewed as a model for two transmission lines in parallel with a regulating trans- 
former in one of the lines. 

We will now consider in more detail two examples which demonstrate the ef- 
fect of regulating transformers. 


=< $< eee 
Example 5.17 
Buses 1 and 2 are connected through parallel transformer T, with X, = j0.2 , and T, 
with X, = j 0.4. Bus 2 is a load bus supplying a current Zoa = 1.05/~45°. 
V, = 1/0°. Find the complex power transmitted to the load through each transformer 
if T, is a regulating transformer providing a 5% voltage magnitude boost (i.e., 
n = 1.05). 


Solution Putting the specified values into Figure 5.27(b), we get Figure E5.17. 


1.057 -45° 


vı 
. Figure E5.17 Equivalent circuit 
L7=105 for Example 5.17. 
Using KCL and KVL, we get 
I + I = 1.05/-48° (1) 
1 

V =1/0 + j021; = 775 AY + j04 x 1.051; (2) 

Simplifying the second equation, we get 
= j0.21; + j0.422} = 0.0476 (3) 
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Solving (1) and (3), we get | 
Ii = 0.5030 — j0.4262 (4) 
I, = 0.2395 — j0.3163 (5) 
Since V, = 1 /0°, it is simple to specify the power supplied by each transformer bank: 
Sr, = KI = 0.5030 + j0.4262 (6) 
Sr, = Vo = 0.2395 + j0.3163 (7) 
Suppose both transformers had the same turns ration n. Then 7 = 1, and a simple cal- 
culation yields 
Sr, = 0.4950 + 70.4950 (8) 
Sp, = 0.2475 + j0.2475 (9) 


Comparing (6) and (7) to (8) and (9), we observe that in the case where the regulat- 
ing transformer boosted the voltage, the reactive powers delivered to the load were sig- 
nificantly different from the case without the voltage boost. The active powers were 
not significantly changed. This example illustrates that a regulating transformer that 
affects voltage magnitude can be used to control reactive power flows in power systems. 
Stated differently, we observe the close “coupling” between voltage magnitude changes 


and reactive power flows. We will address this issue again in Chapter 10. 
ptt ; 


In the following example we will consider the effect of a phase-shifting regu- 
lating transformer and examine the effects of phase shifting on complex power flows. 


Example 5.18 


Consider a setup similar to the one in Example 5.17. This time, however, instead of 
boosting the voltage magnitude of transformer T}, we advance its phase by 3°, leaving 
its voltage gain at unity. Assume V; is adjusted so that V, remains constant at a value 
V, = 1 /0°. As in Example 5.17, the load current is 1.05 /-45°. We leave the modi- 
fication of Figure E5.17 in the present case to the reader. (The onlygghange needed 
is to replace the ideal transformer with a phase shifter that advances the voltage phase 


angle by 3°.) 
Solution We have 
D + h = 1.05 /-45° (1) 
V, = 1 /0° + jO217, = 1 /-3° + j0.41; /-3° (2) 
Simplifying (2), we have 
I, ~ 2.01, 7-3° = -0.2617 + 70.0069 (3) 
Solving (1) and (3), we get 
I, = 0.3991 — j0.5044 (4) 


I, = 0.3434 - j0.2381 (5) 


: 


i 
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and the power supplied by each transformer is 
Sr, = Vali = 0.3991 + 70.5044 (6) 
Sp, = Vils = 0.3434 + [0.2381 (7) 


Suppose we didn’t have the 3° phase advance (ie. the voltage regulator T, had a phase 
advance of 0°) (and the turns ratio was still n). It is very easy to calculate 7; and 75 in 
this case. In fact, we have already done so at the end of Example 5.17. The result is 
repeated here. 


Sr, = 0.4950 + 0.4950 (8) 
Sp, = 0.2475 + j0.2475 (9) 


Comparing (6) and (7) to (8) and (9), we see that the regulator phase shift has signif- 
icantly affected the active power flow through the transformers but has left the reac- 
tive power flow relatively unchanged. The results indicate that the phase-shifting 
transformer can be used to control active power flow. Stated differently, this example 
illustrates the close coupling between phase angle changes and active power flows. 
We will address this issue again in Chapter 10. 


5.10 AUTOTRANSFORMERS 


Autotransformers are ordinary transformers connected in a special manner. The pri- 
mary and secondary windings are electrically connected and also mutually coupled. 
This type of a connection results in lower cost, smaller size and weight, improved 
voltage regulation, and higher efficiency. The performance of such a device is in- 
vestigated using a conventional two-winding ideal transformer. Figure 5.28(a) shows 
an ideal transformer. The two windings in the ideal transformer are connected elec- 
trically as shown in Figure 5.28(b) to form an autotransformer. In the connection 
shown the voltages of the two windings add up. The winding could also be connect- 
ed such that the voltages oppose each other. 


l e 
+ ef 
+ 

y 

1 A 

3 5 Figure 5.28 (a) Two-winding 

N M transformer compared with 
(a) (b) {b) autotransformer. 
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operating at different voltage levels. The rating of a three-phase Y-Y autotrans- 


former constructed using three of the single-phase transformers used in Example 


Example 5.19 : 
| 5.19 would be 1.98 MVA, 4157/4572 V. 


A 60-KVA single-phase transformer rated 2400/240 V is connected as an autotrans- 
former as shown in Figure 5.28(b). Rated voltage IV ,| = 2400 V is applied to the high- 
voltage winding of the transformer. 


5.11 TRANSMISSION LINE AND TRANSFORMERS 


a) Compute the voltage rating Vou of the high voltage when the transformer is 
connected as an autotransformer. 


b) Compute the kVA rating of the autotransformer. 


c) Ifthe losses in the winding at rated load are given to be 1004 W, determine the 
full-load efficiency as an autotransformer at 0.80 power factor. 


We conclude this chapter by joining the transmission-line model developed in Chap- 
ter 4 with the transformer model. Consider one particular transmission link joining 
two buses, as shown in Figure 5.29. 


Solution 
V Vy 
60,000 
=——s= | 
a) lh 2400 BA Line 
| 4 
| | l ? pate 
lhl = ee = 250A ay YA Figure 5.29 Transmission link. 


Wal = 240 + 2400 = 2640 V Assuming a normal system and per phase, per unit analysis, we may use the 
simplified circuit diagram in Figure 5.24 for the transformers and the circuit in Fig- 
| ure 4.3 for the transmission line. The most detailed description, including transformer 
| resistances, gives us the circuit shown in Figure 5.30. 

l In almost all cases we can simplify this circuit. The transformer resistances and 
magnetizing reactances are usually neglected; for short lines the other shunt elements 
are also neglected. In this case we end up with a very simple series RL circuit join- 
ing buses 1 and 2. 

In any case we are usually only interested in terminal (two-port) behavior and 
can calculate whichever two-port parameters are desired from Figure 5.30. In Chap- 
ter 9 we will be interested in the two-port admittance parameters. These may be cal- 
culated by doing circuit analysis on Figure 5.30. The following example illustrates one 
among several techniques for accomplishing this, 


b) The input current is 


ql = Ul + IGI = 25 + 250 = 275 A 
The input kVA rating is 

Wal X Vil = 275 X 2400 = 660 kVA 
The output kVA rating is 

IDI X Wout = 250 X 2640 = 660 kVA 


c) When connected as an autotransformer as shown in Figure 5.28(b), we note that 
the same current that flows through the individual windings of the two-winding 
transformer flows through the windings of the autotransformer. Hence, the 
losses are the same as for the two-winding transforme This is given to be 
1004 W. The output of the autotransformer at 0.80 power factor is 
(0,80)(660,000) = 528,000 W. The efficiency is therefore 


_ output 528,000 
~ output + losses 7 528,000 + 1004 


A Y, Y, 
h ~ V; a Ve ao 


n = 0.9981 

The increase in the kilovoltampere rating from 60 kVA to 660 kVA and in the output 
voltage from 240 V to 2640 V demonstrates the advantage of the autotransformer. We 
also note that the efficiency of the autotransformer is so high because the losses are 
those corresponding to transforming only 60 kVA. 


Transformer Transmission line Transformer 


Three-phase autotransformers for Y-Y operation can be built using three 
single-phase transformers connected as described in Section 5.2, or a three-phase | ; 5.30 Imoed di for | 
unit can be constructed. These transformers are used to connect transmission lines i Figure 5. mpegance diagram tor tine section. 
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Example 5.20 
Given the circuit of Figure 5.30, find an expression for the two-port admittance param- 
eters. 


Solution Using nodal analysis, we find that 


| 
I Y, 0 | -Y, 0 Vi 
I; 0 Y; ] 0 -Y; v, 
A DERA feneecceneceneneneneeerenes 2k 
ol J-Y; 0 IY +Y, +Y, -Y; V; 
0 0 -Y -h ¥;+¥,+¥5|| V, 


We next suppress V; and V,. This is conveniently done by matrix algebra. The pre- 
ceding is in the form 
lA, aul 


where I and V are the terminal quantities of interest and we seek to eliminate V. Thus 
we get two matrix equations: 


I= AV + AnpV’ 
0= AnV + AyV' 


Using the second equation, we solve for V’ in terms of V and then substitute in the first 
equation. The result is 


P= [Ay - ApAy Ay JV = YV 


where Y is the desired 2 X 2 matrix of two-port admittance parameters. We assume 
that A.) has the required inverse. 


g 
———-S > 
Example 5.21 


Suppose that we neglect resistances in the circuit in Figure 5.30 and assume that 
Z, = Z;= Z; = j0.1 and Y, = Y; = j0.01. Thus, we are assuming inductive series 
elements and (net) capacitive shunt elements. 


(a) Find the two-port admittance parameters. 
(b) Find a [-equivalent circuit having the same two-port admittance parameters. 


Solution (a) Using results of Example 5.20, we have A, = —j10X1 and 
Ay = A = 710 X 1, where Lis the 2 X 2 identity matrix. Also, 


-19.99 10 


scant 
z i 10 a 
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with inverse 


dase” -10 | 
% 72996 |-10  —19.99 


Performing the indicated matrix operations, we get the two-port admittance matrix 


~ j3.328 | 


Y = Au - ALAJA -| 
uT ArAnA j3.338 — j3.328 


This completes part (a). 

(b) The reader should check that the I1-equivalent circuit with the same two- 
port admittance matrix is as shown in Figure E5.21. We note that 
Y = Y =Y,= j00LandZ = Z, + Z, + Z; = j0.3000. This suggests some sim- 
plifications in deriving the Il-equivalent circuit. 


Z = j0,2996 


aad ia 
oak Figure E5.21 


In any case, for a normal system we can always find a []-equivalent circuit for a 
transmission link, given the two-port admittance parameters. In this way we model a 


transmission link by a very simple circuit composed of three elements. 


Our system model is now complete enough to consider a very basic and im- 
portant problem called the problem of power (or load) flow analysis. We will do this 
in Chapter 10. 


5.12 SUMMARY 


In this chapter we have derived: per phase models for the four most common types 
of interconnections of 1d transformers to make up 3¢ banks. The model consists of 
the cascade of a network of reactances and either a conventional ideal transformer 
(in the case of the Y-Y or A-A connection) or a complex ideal transformer (in the 
case of the A-Y or Y-A connection). For the conventional ideal transformer, in going 
from primary to secondary the voltage gain is , the current gain is 1/n, the (complex) 
power gain is 1, and any secondary impedance referred to the primary is multiplied 
by 1/n’. In the case of the complex ideal transformer, we get, corresponding to the 
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foregoing, K, 1/K*,1,and 1/IKP, where the voltage gain K is a complex number that 
depends on the turns ratio of the 1¢ transformers, the type of interconnection, and 
on whether we are operating in a positive- or negative-sequence mode. 

There are some simplifications and other advantages to introducing the per 
unit normalization. In this case, in the usual type of analysis problem involving a 
normal system, all ideal and complex ideal transformers may be eliminated from the 
circuit diagram. 

The impedance diagram for a transmission link composed of a transmission 
line terminated at both ends by 3¢ transformer banks may be further simplified. 
Using circuit analysis, we obtain a []-equivalent circuit with only three impedances. 


PROBLEMS 


5.1. An ideal 1 transformer has a voltage gain of 10. The secondary is terminated in a load 
impedance Z; = 30 + j40 0. 
(a) Find the (primary) driving-point impedance. 
(b) Ifthe primary voltage is 120 V, find the primary current, secondary current, complex 
power into the load, and complex power into the transformer primary. 
5.2. In Figure P5.2, the transformer is ideal. Find the (primary) driving-point impedance (at 
the terminals a~n) for the circuit. 
(a) As shown. 
(b) With n and n’ solidly connected. 
Hint: In part (b) assume that V, = 1 V and find the current J,. 


n 1:10 n Figure P5.8 


5.3. A 120/240-V 1¢ transformer is connected as an “autotransformer” (Figure P5.3). Sup- 
pose that V; = 120/0° and the transformer is ideal. Find V}, 1), and J). 


ae! 


Ratings: primary, 120 V 
secondary, 240 V 


Autotransformer connection 


Figure P5.3 


| 
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5.4. A 1¢ transformer has the following ratings: 10 kVA, 240/2400 V. In the open-circuit test 
with rated primary voltage (240 V), the primary current is 0.85 A and the secondary volt- 
age is 2400 V. A short-circuit test is performed as follows: The primary is short circuit- 
ed and a reduced secondary voltage is applied. Rated secondary current is achieved 
with a secondary voltage of 121 V. Neglect resistance and find X,, X „and n = N/N, 
(i.e., the circuit elements in Figure 5.4). 

5.5. A 24-kV feeder (line) supplies a 1¢ load through a step-down transformer. The feeder 

. impedance is 50 + {400 N, the transformer voltage rating is 24/2.4kV, and the (series) 
impedance is 0.2 + j1.0 Q referred to the low-voltage side. The feeder sending-end 
voltage, lV,|, is adjusted so that at full load, 200 kW at 0.9 PF lagging is supplied to the 
load at a voltage IV; lrun oaa = 2300 V. 

(a) Find IV}. 

(b) Find IVl, the feeder receiving-end voltage. 

(c) Find the overall transmission efficiency [i.e.,n = Pioaa/(Pioag + Piosses)]. 

(d) Suppose that the load is now removed while IV,i remains unchanged at its value 
found in part (a). We then find IV; lno oag = 0.1 IV, |. Find the “percent voltage reg- 
ulation,” where 


lV, - Vil 
percent voltage regulation = — s ttul 4 


Valtu load 

5.6. To see the effect of variations in power factor on efficiency and voltage regulation, re- 
peat parts (a), (c), and (d) in Problem 5.5 with PF = 0.7 lagging. Is the regulation bet- 
ter or worse? Better means less variation between no-load and full-load voltage 
magnitude. Is the efficiency better or worse? 

5.7. In Figure P5.7, the voltages at a, b, and c are balanced 3¢ġ. Transformers are ideal and 
have the same turns ratio. Find the voltages Vps, Vye, and V.q in terms of V,,, Vps 
and Voa 
(a) Are they balanced 36? 

(b) If not, how would you reconnect the transformers to obtain balanced 3? 


( ; ~ ‘ 
e TIO TTS, 
o ò o 
a’ b' e Figure P5.7 


5.8. The transformers shown in Figure P5.8 are labeled in a nonstandard manner. Assume 
that the 1¢ transformers are ideal (each with voltage gain n) and find the positive- 
sequence per phase equivalent circuit relating Vyp, toV, 


n'o ane 
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5.9. 
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Figure P5.8 


Given the strange connection of 1@ transformers shown in Figure P5.9, assume 
E, = E = E, = 1/0° and find 4. 


5.10. 


5.11. 


Figure P5.9 


A 10-MVA 3¢ load is to be served by a 3¢ transformer bank at a (line-line) voltage of 

13.8kV. The supply-side (line-line) voltage is 138 kV. Various 1¢ transformers are avail- 

able in the warehouse but all have windings with voltage ratings under 100 kV and cur- 

rent ratings under 250 A. 

(a) Is it possible to serve the load using only three 1 transformers? 

(b) Ifso, specify the 36 connection and the low- and high-voltage ratings of the 1@ trans- 
formers. 


We are given the connection of 1 transformers shown in Figure P5.11. The primaries 
are on the left. For each 1¢ transformer, n = 1, X, = 150 Q. The voltage sources are 
positive-sequence with V,, = Vi = 8.0 kV /0°. Use the per phase circuit in Figure 5.18 
and find , and J). 
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Figure P5.11 


5.12. We are given the standard step-down connection shown in Figure P5.12. The primary 


is on the right side. Assume that the voltage sources are positive-sequence with 

Vi» = 13.8kV /0°. The transformer banks are made up of 1@ transformers: 

X, = 1.00,n = N/N; = 10. 

(a) Find L, I, Vry, and Si, using the per phase equivalent circuit of Figure 5.18. Note: 
The diagram needs to be reversed. 

(b) Repeat part (a) but neglect the connection-induced phase shifts in Figure 5.18. 

(c) Compare the results in parts (a) and (b). 


» 
s 
> 

re) 


“ 


Figure P5.12 


5.13. (a) Repeat Example 5.6 with Z;,,4 removed. Compare the circulating current with the 


result in the text. 


(b) Repeat part (a) with the leakage reactances reduced by a factor of 2. How does 
this affect the size of the circulating current? 


5.14. A 1d generator is represented by a Thévenin equivalent circuit: 1320 V in series with 


Z, = 2 /84° Q. A load, Z; = 50 /60° Q, is connected across the terminals. Draw per 
unit diagrams for the following choices of bases. 

(a) Vz = 1000 V, S = 100kVA 

(b) Vg = 1320 V, Sp = SOKVA 

Using the per unit diagrams, do circuit analysis to find the per unit load voltage, current, 
and complex power in each case. Convert per unit quantities to actual quantities and 
show they are the same in both cases. 
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5.15. Draw an impedance diagram for the system whose one-line diagram is shown in Figure 
P5.15. The 3¢ and line-line ratings are as follows: 
Generator: 30 MVA, 13.8 KV, X, = 0.10 p.u. 
Motor: 20 MVA, 13.8kV, X, = 0.08 p.u. 
T,: 20 MVA, 13.2-132 kV, X, = 0.10 p.u. 
T,: 15 MVA, 13.8-138 kV, X; = 0.12 p.u. 
Line: 20 + j100 Q (actual) 


Pick the generator ratings for the bases in the generator section. 


Ti Ty 
Generator On 6—3 0 Motor 
A Y YA 


Figure P5.15 


5.16. Using the impedance diagram in Problem 5.15, assume that the motor voltage is 13.2 
kV when the motor draws 15 MW at a power factor of 0.85 leading. 

(a) Find the following quantities in per unit: motor current, transmission-line current, 
generator current, generator terminal voltage, sending-end transmission-line volt- 
age, and complex power supplied by generator. 

(b) Convert the per unit quantities found in part (a) into actual units (i.e., amperes, volts, 
and voltamperes). 

5.17. Using the impedance diagram in Problem 5.15, assume that the motor is replaced by a 
wye-connected load impedance with Z, = 20 /45° Q in each leg. The generator ter- 
minal voltage is 13.2 kV. Find the voltage and current at the load in per unit and actu- 
al units. 

5.18 Draw an impedance diagram for the system whose one-line diagram is shown in Figure 
P5.18. The 3¢ and line-line ratings are as follows: 


Generator G: 15 MVA, 13.8kV, X = 0.15 p.u. 
Motor M1: 5 MVA, 13.8 kV, X = 0.15 p.u. 
Motor M2: 5 MVA, 14.4 kV, X = 0.15 p.u. 

T,: 25 MVA, 13.2 ~ 161 KV, X = 0.1 pu. 
T,: 15 MVA, 13.8 —.161 KV, X = 0.1 pu. 
Line: j100 Q (actual) 


Select a base of 100 MVA and 161 kV in the transmission line. 


9 Figure P5.18 
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5.19 Draw an impedance diagram for the system whose one-line diagram is shown in Figure 
P5.19. The 3¢ and line-line ratings are as follows: ‘ 


Generator G,: 50 MVA, 13.8 kV, X = 0.15 p.u. 
Generator G,: 20 MVA, 14.4 kV, X = 0.15 p.u. 
Motor M: 20 MVA, 14.4 kV, X = 0.15 pu. 
T,: 60 MYA, 13.2 ~ 161 kV, X = 0.10 pu. 
T: 25 MVA, 13.2 — 161 kV, X = 0.10 p.u. 
T: 25 MVA, 13.2 — 161 kV, X = 0.10 pu. 
Linel: 20 + j80 Q (actual) 
Line2: 10 + j40 Q (actual) 
Line3: 10 + j40 0 (actual) 
Load: 20 + j15 MVA at 12.63 kV 


Figure P5.19 


5.20 In the circuit shown in Figure P5.20 the two transformers have the following reactances 
on a 100-MVA base: X, = 0.10 p.u., X, = 0.14 p.u. Transformer T, is equipped with a tap 
changer. It is required to adjust the tap on T, so that the flow through T; is reduced by 
12 MVAr, which is to be picked up by T,. Find the tap position for T, needed to obtain 
the desired flow. Assume a load current of 0.8 — 0.6 p.u. (Note: Assume nominal volt- 
age in the circuit.) 


l:a 


no Figure P5.20 


5.21 Two transformers are connected in parallel to supply a load with impedance to neutral 
per phase of 0.6 + 0.8 per unit at a voltage of V, = 1.025/0°per unit. One of the trans- 
formers has a voltage ratio equal to the ratio of the base voltages on the two sides of the 
transformer. This transformer has an impedance of j0.2 per unit on the appropriate base. 
The other transformer also has an impedance of j0.2 per unit on the same base but has a 


secondary winding tap setting of 1.06 times that of the first transformer. Find the com- a OA ee 22 CHAPTER Gene 
plex power transmitted to the load through each transformer. 

5.22 A 11,500/2300-V two-winding transformer is rated at 100 kVA. If this transformer is con- 
nected as an autotransformer, what will be the new voltage ratio and output? 

5.23 A load of 100 kVA is to be supplied at 460 V from a 2300-V supply by an autotrans- 
former. Determine the current and voltage rating for each of the two windings. What 


would be the kVA rating of the transformer if it were used as a two-winding transformer? | G e n e r a to r M 0 d e | | n g | 
D5.4 DESIGN EXERCISE (Machine Viewpoint) 


This problem continues to build on the design exercise D4.1 introduced in Chap- 
ter 4. 

In the Report Requirements, item (e), the actual impedances of all the trans- 
mission lines in the system were calculated. In addition, the data provided the re- 
actances of the transformers. For the system you designed in Problem D4.1 ; 6.0 INTRODUCTION 
calculate all the impedances on a 100-MVA base, with a voltage base of 161 kV or i 
69 kV as appropriate. Transformer reactance (neglect resistance) is 0.08 p.u. on. 
the transformer base. Create a table showing all the parameters in p.u. 
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We now wish to turn our attention to the generators that supply complex power to 
the loads through the transmission system. We will consider the means by which the 
active and reactive power supplied to each generator bus may be adjusted and gain 
an appreciation for the limitations on the available complex power. For this purpose 
it is appropriate to consider a steady-state model of the generator. 

In this chapter we derive a steady-state generator model based on considera- 
tion of the rotating fields in the generator due to field and stator currents. This em- 
phasis on the fields is the heart of the classical machine viewpoint and is very 
successful in giving clear physical descriptions of the basic voltage generation mech- 
anism, of armature reaction, and of the physical significance of direct-axis and 
quadrature-axis reactances. 

The machine viewpoint is not quite as clear when transients or nonpositive- 
sequence operating conditions are considered. In Chapter 7, therefore, when we con- 
= sider these more general cases, we will adopt a circuit point of view as an alternative. 
4 This provides an easier development of a more general generator model. 

We limit our discussion to ac generators (synchronous generators, alternators) 
driven by steam, hydro, or gas turbines or possibly diesel engines. At this time these 
are the only significant sources of electrical energy supplied to power systems, 

It should be noted that the theory of synchronous generators and synchronous 
motors is the same. For this reason we sometimes use the terminology synchronous 
machine to cover both motors and generators. 


6.1 CLASSICAL MACHINE DESCRIPTION 


The single-phase ac generator described in elementary physics textbooks consists of 
a coil (loop of wire) rotating in a uniform field. The ac voltage is brought out through 
slip rings. In practical large ac generators the field rotates and the ac coils are 
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stationary. A consideration of the higher currents, voltages, and winding complexity 
on the ac side makes this the more feasible arrangement. Thus, we have a rotating 
part called a rotor or field and a stationary part called a stator. A schematic of the cross 
section of such a machine is shown in Figure 6.1. In the figure the two sides of each 
coil are designated by a letter and its prime. For example, the a phase coil in the hor- 
izontal plane is designated by the letters a and a’. The reference directions for the 
currents are indicated in the usual way by arrows. In this case, in cross section we see 
the point of the arrow coming out of the page, and the feathers of the arrow going into 
the page. We may then find the associated reference directions for voltage and flux. 

The rotor and stator are made of high-permeability iron to achieve a high ratio 
of flux density to mmf. The figure is highly schematic. We show each phase winding 
as if it were a single turn (the wires aa’, bb’, cc’ are connected at the back) placed 
in a single pair of stator slots. Actually, it is a multiturn coil physically distributed in 
a number of stator slots. Similarly, the field winding mounted on the rotor is a mul- 
titurn winding. l 

The two-pole rotor shown rotates at 3600 revolutions per minute to generate 
60 Hz. At this speed the surface speed of a 3.5-ft-diameter rotor is about 450 mi/hr 
and the wind resistance is significant even in the low-density hydrogen-gas atmos- 
phere that is used. For this reason (among others), in practice, a two-pole rotor 
would have a circular cross section. Such a rotor is called a smooth or round or cylin- 
drical rotor. 


Reference 
axis 


Air gap r] 


Plane of 
---— coil 
aa’ 


Figure 6.1 Generator cross section. 
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The rotor shown in Figure 6.1 is far from smooth. It is of the salient pole type, 
a type that is used in lower-speed multipole generators (for example, those driven by 
water turbines). Since multipole machines may be analyzed using a two-pole model, 
while even smooth rotor two-pole machines have slightly different magnetic prop- 
erties in the rotor axis versus cross rotor axis directions (because of the presence of 
the field windings), we may take the rotor in Figure 6.1 as the generic rotor. 


6.2 VOLTAGE GENERATION 


We next wish to consider the generator terminal voltages. Neglecting resistances for 
the moment, the terminal voltages depend on the time rate of change of the corre- 
sponding flux linkages. Almost all of the flux linking each coil crosses the air gap, from 
rotor to stator and back again from stator to rotor; we call this the air-gap flux and 
the corresponding voltage is called the air-gap voltage. There is also a small leakage 
flux, which does not cross the air gap; the flux surrounding the end turns (i.e., the 
connections at the back of the conductors) is a part of this leakage flux. We can use 
a leakage inductance to model the effect of the leakage flux. 

Considering only the air-gap flux for now, we note that this flux depends col- 
lectively on the field current i, and the stator currents i,, 4), and i,. We now make 
some assumptions that greatly simplify the analysis. 


Assumptions 


1. Magnetic circuit is linear. 


2. Flux density, B, in the air gap, due to i; alone, is radial and has a spatial distri- 
bution as a function of angle given by 


B = Bay cos (a — 0) (6.1) 


where B is the scalar flux density directed outward. The angles a and 6 are de- 
fined in Figure 6.1, 


3. Each coil consists of N turns concentrated in a single slot. 


Assumption 1 is crucial. It permits us to use superposition to find the total air- 
gap flux linkages by considering separately the flux linkages due to i; alone (ie., with 
i, = i = i, = 0),and of i,,i,, andi, alone (i.e., with ip = 0). Corresponding to these 
two flux linkage components there are two voltage components. The first is the open- 
circuit voltage. The second voltage is less familiar; it is called the armature reaction 
voltage. The sum of these two voltages gives the air-gap voltage due to the total air- 
gap flux. 

Assumption 2 provides for a spatial distribution of flux density, which is a max- 
imum (outward) along the rotor axis (i.e., with a = 9) and drops off in a sinusoidal 
fashion with angle a — 8. This condition is an objective in generator design and can 
be approximated closely by distributing the field windings appropriately and/or by 
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shaping the pole faces. Note the distinction between the angles @ and a. 0 is the 
angle the rotor axis (north pole) is “looking” at; a is the more general angle we are 
looking at. 

Assumption 3 is a step in the direction of considering the realistic case of N 
turns per phase winding. For simplicity we assume that all N turns are in the same 
slot. This assumption can be relaxed in a more detailed treatment, to account for a 
more realistic spatial distribution of conductors. 

In Section 6.3 we find the open-circuit flux linkages and voltages. In Section 6.4 
we find the effect of the stator currents. In Section 6.5 we find the combined effect 
and then finally the generator terminal voltages. 


3 OPEN-CIRCUIT VOLTAGE 


We assume that i, = i, = i, = 0, and consider the flux linkages A, in coil aa’ due to 
iralone. From Figure 6.1, using the right-hand rule, we see that A,q is positive if the 
flux is upward through the coil aa’, Next, using the flux density pattern given in (6.1) 
we draw a half-cylindrical Gaussian surface in the air gap and integrate B to find the 
total flux ¢ crossing the surface. This is shown in Figure 6.2. 

The flux in the crosshatched rectangular slot at an angle a is 


do = €rBoax COS (a — 6) da 


Thus, over the whole Gaussian surface, 
a/2 
o= fs ‘ds = e| Brax COS (a ~ 0) da 
-7/2 
= ZerB nax COS 0 (6.2) 
= Pmax COS 0 


€ 


| Reference 
axis 


Figure 6.2 Gaussian surface. 
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A : : 

where mar = 2€rBoay. This confirms the physically obvious fact that the maximum 
flux crossing the surface will occur for 8 = 0 (i.e., with the rotor in Figure 6.1 point- 
ed straight up). 


For this angle Aar will also be a maximum. For an N-turn concentrated coil (as- 
sumption 3), the expression for flux linkages of coil aa’ is 
Aaa = N@max COS 8 = Amas COS O (6.3a) 


where Anar Nn Onar 


l We next find A,, and À,« by noting that the flux linkages of coil bb’ are a max- 
imum when ô = 120°, while coil cc’ reaches its maximum at an angle of 240° or equiv- 
alently -120°. Thus 


App = Àmax cos ( = 2z) (6.3b) 


2r 
Ace = Àmax COS ( + | (6.3c) 


Returning to consider coil aa’ and assuming a uniform rate of rotation of the rotor 
(i.e. 0 = wot + Oo), we get 


Naa = Àmax COS (tot + By) (6.4) 
Using the circuits convention on associated reference directions, we find the voltage 
ee ais —WpAmax SIN (Wot + Oo) (6.5) 

dt max 0' 0 $ 


by use of (6.4). The reader may recall from circuit theory that in dealing with gen- 
erators or sources it is conventional to define the reference direction for the sources 
differently. Accordingly we use é,7 = ~€ya and instead of (6.5) we get 


Bu 
dt 
= WyAmax sin (wot + bo) (6.6) 


i T 
= Emax COS (or + Oy) - z) 


where Ennax = pàn The assumption of linearity (assumption 1) implies that E nax 
is proportional to ir. We also note that the voltage e,,(t) reaches its maximum value 
when 8 = wot + 4 = 90° (i.e. at the instant the rotor axis in Figure 6.1 is pointed to 
the left), We can infer the same result from the phasor diagram relating the (effec- 
tive) phasor representations of Ajq(t) and ¢,9(t). Using capital letters for effective 
phasors, from (6.4) and (6.6) we have 


A= Amar jh 
aa’ T V2 e (6.7) 
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Emax jh- 7/2) OpAmax | ne (68) 
Ew = Re a. v2 eh = — joha k 


Thus the phasor E,, lags Aar by 90°. From this it is clear that e,, reaches its mazi- 
mum value } cycle after A,” has reached its maximum (i.e., with the rotor pointed 
straight up). But in} cycle the rotor turns revolution; hence we get the same result 
as before. 


Example 6.1 


Suppose that ) = 7/4. Show the directions of Ar, E,,, and the rotor position at 
t=0. 


Solution Using (6.7), (6.8), and 8 = wot + 6), we get the results shown in Figure E6.1. 


Note: To obtain the instantaneous ¢,,(t) and A, ft, we multiply the correspond- 
ing phasors by Vei% [which sets them into a counterclockwise (CCW) rotation with 
angular velocity wọ] and take the real parts, Thus, corresponding to the CCW rotation 
of the rotor (with angular velocity w), we have the CCW rotation of the “activated” 
phasors. Figure E6.1 can then be viewed as the motion frozen att = 0. 


P 4 Reference 
ri axis 
4 
Rotor ¥, l 
axis 
® @ 
a a 
Figure E6.1 


Exercise 1, To establish firmly the connection between field (rotor) rotation, field 
flux linkages, and open-circuit voltage, consider several values of 6y (in 8 = wot + 9) 
and sketch the sinusoidal waveforms of A,9(t) and é,9(t). 


Returning to the main development, if we now consider the voltages Eyy and 
Ex, then as a consequence of (6.3) we get a balanced (positive-sequence) set of volt- 
ages. We assume that a’, b’,c’ are always connected to a neutral point n and then can 
dispense with the double-subscript notation. Thus we will use the single-subscript no- 
tation E,, Ep, Ee 


Exercise 2. Suppose that the rotor is turning clockwise. Show that the voltages 
E, Ey, E, are now a negative sequence set. 
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6.4 ARMATURE REACTION 


In the preceding section we assumed that i, = i, = i, = 0. In this case the (open- 
circuit) terminal voltages are E,, E, and E., where E, = Eg is given by (6.8). If 
stator currents flow, they will modify the flux linkages and consequently the ter- 
minal voltages will no longer be E,, E,,and E,. As a step in finding the air-gap 
voltage in this case, we consider the effect of armature reaction (i.e., the effect of 
these stator currents, acting alone). Thus, suppose thati,,i,, and i, are a balanced 
(positive-sequence) set of sinusoidal currents and ip = 0. Our initial objective is 
to find the air-gap flux and the flux linkages of coil aa’ associated with these cur- 
rents. To simplify the preliminary discussion, assume a round rotor. In this case, 
since ir = 0, does not matter (i.e., it does not matter in which direction the rotor 
is pointed). 

Consider the flux due to i, alone. The coil aa’ and typical flux lines are shown 
in Figure 6.3. The flux lines are symmetrical with respect to the plane of aa’, First 
let us find the air-gap flux density B as a function of a. Using Ampére’s circuital law, 
with the path T coinciding with a flux line as shown, we get 


r-u] Bast] B-dl = Ni, (6.9) 
s Plo Jy Ho Jey, 

In (6.9) the closed path F has been separated into the iron and air-gap portions. 
The relative permeability in iron is very high, on the order of 1000, and as an ap- 
proximation we will therefore neglect the integral representing the mmf drop in 
the iron. In evaluating the air-gap contribution we make use of the fact that the 


4 Reference 
axis 


Stator 


i Figure 6.3 Air-gap flux due 


to ia 
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vector flux density in the air gap is approximately radial. Then over the small air- 
gap distances we get 


d 
1f pasy, (6.10) 
Pour, Ho 
where d is the air-gap width, and there is a factor of 2 because of the two symmetri- 
cally disposed air-gap crossings. Solving for B in (6.10), we get 
i Ni 
B= oh = Ki, (6.11) 
as the (radially outward) scalar flux density in the air gap above the coil aa’ and the 
(radially inward) scalar flux density in the air gap below the coil. We note that B is 
proportional to i, with K È ugN/2d as the (positive) constant of proportionality. 
Note also that, at least for 0 < œ < 1/2, B does not depend on a (i.e., on which par- 
ticular flux line coincides with the path T). Checking further, as a function of a, we 
get the spatial flux distribution shown in Figure 6.4. Positive (negative) values of B 
correspond to radially outward (inward) flux density. The waveform is (approxi- 
mately) a square wave. Also shown in Figure 6.4 is the fundamental component ob- 


tained by Fourier analysis. This component is given by 
B,= “Ki, cos a (6.12) 


We have assumed a concentrated coil. If, as in the realistic case, the coil is dis- 
tributed, the flux density wave more nearly approximates a truncated triangular 
wave with maximum at a = 0. In either case, in a simplified analysis, we will con- 
sider only the fundamental component of the spatial flux density wave, as indicated 


in Figure 6.4. l 
Now consider (6.12) with i, a sinusoidal function of + We may assume that 


i(t) = VILI cos (wt + /I,) is (6.13) 


Figure 6.4 Spacial flux density 
due to /,. 
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Then using (6.12) we get 


4, 
B,= z Ki,{t) cos a (619 
= Boar COS œ COS (wot + Lla) 


Bmax absorbs many constants; we note that it is proportional to |Z. Equation (6.14) 
gives both the spatial and temporal distribution of B,. We note that the B, distrib- 
ution is stationary in space (with the centerline straight up) and varies sinusoidally 
with £ 

If we now repeat the calculation to get the contributions of the remaining two 
phases (i.e., of i, and i), we get a result similar to (6.14) but with appropriate shifts 
in the spatial and time arguments. Because of the placement of the coils bb’ and cc’, 
the spatial distributions of B, and B, are shifted by 120° and 240°, respectively; be- 
cause ių, ly, and i, are assumed to be a positive sequence, there are corresponding 
displacements of 120° and 240° in the time behavior as well. 

Consider next the flux density with all three (positive sequence) currents inst, 
and i, present simultaneously. Using superposition and (6.14) but taking the spatial 
and temporal shifts into account, we get 


2 
Bax = Bi cs cos (wy + /L) + cos (a - 2) cos (os +/L- 2) 


(6.15) 


+ cos (a + | cos (oy + /i + 2) 
= 3B ax cos (a — wt — Zh) 


Physically, this represents a sinusuoidal traveling wave in the air gap rotating in a 
CCW direction at an angular velocity w). We note that the ability to generate such 
rotating fields is a valuable additional advantage to the use of three-phase (over 
single-phase) supply. 

Thus, to reiterate, we find that positive-sequence stator currents of frequency 
give rise to a spatial armature reaction flux wave rotating in the air gap with the 
same angular velocity as the rotor. Note that att = 0, the maximum of the flux den- 
sity wave occurs fora = /I,, Thus, att = 0,the centerline or north pole of the wave 
is at an angle /J, with respect to the reference axis in Figure 6.1. We will make fre- 
quent use of this result in Section 6.5. 

In describing the rotating fluxes in the air gap itis frequently useful to imagine 
that we are viewing the fluxes from a synchronously rotating reference frame, Sup- 
pose that the reference frame angle is wot and we are observing the air-gap fluxes rel- 
ative to the frame. In the steady-state case we have been considering, the rotor angle 
(relative to the synchronously rotating reference frame) is 6), constant; the center- 
line of the armature reaction flux is also at a fixed angle /J,. The merits of using the 
synchronously rotating reference frame will be clearer in the context of the applica- 
tion to rotor angle transients to be considered in Chapter 14. 


6.5 TERMINAL VOLTAGE 
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Exercise 3. We can get a good feeling for the rotating armature reaction flux by 
sketching the centerlines of flux directions at different times. Suppose that i,, i,,and 
i, form a positive-sequence set, with i(t) = 10 cos wot. Use the right-hand rule, and 
symmetry, to show the flux directions at wot = 0, wot = 2m/3, and wet = 47/3. What 
happens if the currents form a negative-sequence set? 


We have been considering the rotating armature reaction air-gap flux wave 
due to the currents i,,i,,andi,. We next consider the corresponding flux linkages 
with coil aa’. Let these armature reaction flux linkages be designated by A,,. We use 
the same Gaussian surface used earlier to calculate A,, (see Figure 6.2), and find, 
using (6.15), 

nj? 
Aalt) = No(t) = Nef iBar COS (a — wnt — /I,) da 
-7/2 
= 3N tr Brax COS (wot + /I,) (6.16) 
= V2 Lalh| cos (wot + /L) 
= Lait) 


In going from line 2 to line 3 in the preceding equations, we make use of the fact that 
B'nax 18 proportional to |Z! and we absorb many constants into L,,. The interesting 
result in (6.16) is that instantaneously Àq is proportional to i, just as if i, and i, were 
not present. Their presence changes only the constant of proportionality. Since i, 
is a sinusoid, we can also represent A,, andi, by phasors, We get 


No = Lol, (6.17) 


Equation (6.16) or (6.17) gives us the armature reaction effect for phase a. Similar- 
ly, the flux linkages of coils bb’ and cc’ are related to i, and i,, respectively, by the same 
constant Ly. 


4 


We now use superposition to combine the results of Sections 6.3 and 6.4. We assume 
that all the currents are present. The total air-gap flux wave then consists of the sum 
of field flux wave plus armature reaction flux wave. At t = 0, the centerline of the 
field flux wave is at an angle 4), while that of the armature reaction flux wave is at 
an angle /J,. Both angles are measured with respect to the reference direction in Fig- 
ure 6.1. Since we assume sinusoidal distribution in space for both flux densities, we 
can add them (as we add phasors) to find a single resultant air-gap flux wave. This 
resultant flux wave rotates in the air gap at an angular rate wọ radians per second. 

The flux linkages also add. Defining Aș as the total air-gap flux linkages of 
coil aa , we have 


dag = Naw + he (6.18) 
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Since these are sinusoidal functions of time, we also get the corresponding relation 
between phasors: 


Nag = Naw + Say (6.19) 
The actual generated voltage (the air-gap voltage) is 
dag 
vs = (6.20) 
or in terms of phasors, 
Vag = — joota (6.21) 


The reason for the minus sign was discussed just after (6.5). Differentiating (6.18) and 
using (6.6) and (6.16), we get successively 
dag — dìw dày 
d d dt (6.22) 
di, 
tt 


Vag =la L 


Using phasors, we can replace (6.22) by 
Vag = E,- jols (6.23) 


It is remarkable that we are able to account for the difference between the open- 
circuit voltage Æ, and the actual generated voltage V, by the voltage drop across a 
fictitious inductance L,,. 

V,, is not quite the terminal voltage. It would be if there were no resistance or 
leakage reactance in the windings. We account for these effects by adding circuit el- 
ements r and X, and obtain the per phase equivalent circuit in Figure 6.5. The added 
elements are relatively small. X; is on the order of 10% of X,,; ris less than 1% of 
X,,. As indicated in the figure, we define the synchronous reactance X, 4 Xat X, 
and get 


V,=E,- 1h, - iXdy (6.24) 


Rest of 
system 


Figure 6.5 Per phase circuit di- 
agram {round-rotor machine). 
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Figure 6.6 Phasor diagram cor- 
responding to (6.24). 


The relationships between various voltage and the current may be seen in the pha- 
sor diagram in Figure 6.6. We identify a power angle 6,, = /E, — /V, Later we 
will discuss the physical significance of this angle. 


Example 6.2 


Given a round-rotor generator with V, = 1.0, X, = 1.6, r = 0.004, and J, = 1/-60° 
find E,, draw a phasor diagram. 


Solution The problem reduces to a simple circuits problem. 
E,=V, trl, + jX dp 

= 1 + 0.004 /-60° + 1.6 /30° 

= 2.517 /18.45° 
If we had neglected r, the result would have been E, = 2.516 /18.54°, which is close 
enough. 

The phasor diagram is shown in Figure E6.2. The voltage drop in r is exagger- 

ated to make it visible. 


E, = 2.517 118,45° 


IX ly = 1.6 (30° 


rl, = 0,004 /-60° 


1, = 11-60" 


Figure E6.2 


a a a i) 
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Example 6.3 


Suppose that in Example 6.2 there is a symmetric 3¢ short circuit at the generator ter- 
minals. Find the steady-state short-circuit current magnitude assuming that i, does 
not change from its prefault value. 


Solution If i; does’not change, neither does |E,!, which is proportional to it. Then, 
in the steady state, 


E, 2.517 
ye 7k ed = = 1573 


I 1.6000 


1, lags E, by 89.86°, which we may approximate by 90°. 


Example 6.4 


Suppose that in Example 6.3, in the steady state, the rotor is turning at a uniform rate 
with 6 = wot + 6. Assume that J, lags £, by 90°. Consider the rotating fluxes in the 
air gap and show that the armature reaction flux and the flux due to ip are oppositely 
directed. 


Solution From (6.6) or (6.8) we see that /E, = 4) — 90°. Then, since J, lags E, by 90°, 
we have /I, = 8) — 90° — 90° = 8y ~ 180°. Then, as discussed in Section 6.4, att = 0, 
the centerline of the armature reaction flux wave is at an angle 6) — 180°. Thus, the 
two components of the air-gap flux are oppositely directed. 

In describing the effect of the short-circuit currents, we say they set up a “de- 
magnetizing” flux that opposes the flux due to ip. 


So far we have been considering the round-rotor case. It remains to consider 
the salient-pole case. In this case /J, relative to 6) must be considered. We now con- 
sider some possibilities. Suppose that /Z, = 9. Then the armature reaction flux is 
aligned with the rotor. If /J, = 6, ~ 180°,as in Example 6.4, the flux is in the op- 
posite direction (in the “demagnetizing” direction). In either case the air gap “seen” 
by most of the armature reaction flux is a small one, and by an analysis similar to that 
in Section 6.4, we can expect to get a relatively large inductance parameter relating 
flux linkages of coil aa’ and i,. On the other hand, suppose that /I, = Oy + 90°. 
Then the armature reaction flux is pointed in a direction perpendicular to the rotor 
axis. The important point is this. Since the air gap seen by most of the armature re- 
action flux is bigger in this case, we expect is, i, and i, to be less effective in produc- 
ing the flux; equivalently, after a development like that in Section 6.4, we will get a 
smaller inductance parameter in (6.16). 

In the general case we resolve the phasors /, , /,, and Z, into two groups of com- 
ponents. One set of components J,,, laa, and Za sets up a rotating flux with center- 
line aligned with the direct axis of the rotor. The other set of components [,,, Za, and 
lą sets up a rotating flux with centerline in the quadrature axis direction. We can 
find the armature reaction flux wave by superposition considering the contributions 
of direct axis and quadrature axis currents separately. A similar statement can be 
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made about the corresponding flux linkages of coil aa’. Thus, in terms of phasors, 
we have 


Ay = Aa t Key (6.25) 


where the d refers to the direct axis component and the q to the quadrature axis com- 
ponent. Just as in Section 6.4, A,4 (which depends on Z,a, Za, and Za) is proportion- 
al to J,4 and, similarly, A,, is proportional to J,,. The constants of proportionality 
are different for /,, and J,,. The situation is as shown in Figure 6.7 for the case 
8 = 90°. As shown in the figure, /, is resolved into two components /,, and J, that 
(in this case) are equal in magnitude. However, since J,, is less effective in produc- 
` ing flux linkages tham'is /,,, the magnitude of A,, is much less than that of A,,. 

If we define fictitious inductance parameters such that 


Nga = Lala (6.26a) 
Nag = Lal, (6.26b) 


aq qi*taq 


then we can eliminate the flux linkages and obtain expressions involving only volt- 
ages, currents, and impedances. We can start by substituting (6.25) in (6.19). We get 


Aag = Aae + Aaa + Nog (6.27) 
Multiplying by —jwy, we get 
~ jahag TET jooh ~ joha jag 
Using (6.8), (6.21), and (6.26), we can evaluate V,,: 


Vag ra = b= jooLalaa - jøoLarlag (6.28) 
=E” jXal ad JXpnla 


4 


Figure 6.7 Flux linkages. 
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TABLE 6. T TYPICAL VALUES OF K 


AND X, - 


Turbine generators* Salient-pole machines 


(two-pole) (with dampers) 
eo 450 125 
X, 1.16 0.70 


q 


* Values for air cooled and hydrogen conventionally 
cooled generators. 


where Xa = wLa and X; = wl. To get the terminal voltage, we subtract the 
voltage drops in r and X: 


Vz = Vag ~ thy ~ jX, 


. 6.29 
= Von — th- IX (lat + Iu) ga 

Substituting for V, from (6.28), we get 
V, = E, “r~ V(X T Xala i j(Xı + Xala (6.30) 


skot Xala” Xala 


where X; £ Xa + X,and X, 4 X,, + X, Xais called the direct axis reactance. X, 
is called the quadrature axis reactance. The generator model using X; and X; is called 
the two-reaction model. 

In per unit, typical values of X; and X, are given in Table 6.1. We note that for 
the two-pole round-rotor machines, there is a small difference between X, and X,, 
although as an approximation we can take X, = X; = X,. Making this approxi- 
mation, (6.30) reduces to (6.24). 

Unfortunately, we do not get a simple circuit model from (6.30), but we do get 
the simple phasor diagram in Figure 6.8. Figures 6.8 and 6.6 should be compared. In 
particular, note that in the round-rotor case, with X; = X, = X,, the voltage 
jXalg + jX in Figure 6.8 reduces to the voltage jX,J, in Figure 6.6. 


Figure 6.8 Phasor diagram 
corresponding to (6.30). 
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Figure 6.8 Augmented phasor 
diagram. 


Consider next the addition to Figure 6.8 shown in Figure 6.9. In Figure 6.9 we 
show the result of adding jX,/, to V, + rI; we claim we get to a point a’ in the same 
direction as E,. 


Proof. The point labeled a’ is a complex number described as follows: 
a’ =V,+rl,+ jX = Vat rlt iXlea + Loy) 
Consider also the point E,. 
E =V, +rl + jXila + JXl 
If we now take the difference, we get 


E,~a' = j(X,- X at 
Y 
From the geometry of Figure 6.9, j/,,, and thus E, — a’, is parallel to E,, which im- 
plies that E, and a’ are collinear. 


With the addition of the point a’ to Figure 6.8, we are in a position to solve ei- 
ther of the following two problems. 


Problem 1: Given E, and I,, find V,. 
Problem 2: Given V, and J,, find E,. 


We next consider two examples that illustrate the methods of solution. The 
first example is an illustration of Problem 1; the second illustrates Problem 2. 
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Example 6.5 
Given £, = 1.5 /30°,1, = 0.5 /-30°, X; = 1.0, and X, = 0.6, find V, Neglect r. 
Solution We need to resolve J, into Z,4 and I,,. This can be done most easily by 


sketching /, and E, (Figure E6.5). From the sketch by using simple trigonometry, we 
find 


Figure E6.5 


tog = 0.25 /30° La = 0.433 /-60° 
Then, using (6.30), 
Y= E,- jXal, ‘ad - jX, Log 


= 15 /B0° ~ j1.0 X 0.433 /-60° = j0.6 X 0.25 /30° 
= 1,077 /22.00° 


As a check, in the phasor diagram, we also show the various voltages that add up to £,. 


Example 6.6 
Given V, = 1.0 /0°,/, = 1 /-45°, X4 = 1.0, and X, = 0.6, find E,. Neglect z. 


Solution Before we can resolve J, into components, we need to know the direction 
of E,. Thus we find the point a’ as shown in Figure 6.9. 


a! =V, + jX, = 1+ j0.6 X 1 £45? = 1.486 /16.59° 


This point is shown in Figure E6.6 together with the resolution of J, into Z, and Zg. 
From the sketch, by using trigonometry, we find 


Liq = 0.476 /16.59° La = 0.880 /-73.41° 
Then, using (6.30), we find that 


E, = V, + JXala k JX alaa 
=1+ j1.0 X 0.880 /-73.41° + j0.6 X 0.476 /16.59° 
= 1.838 /16.59° 
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As a check we also show in the phasor diagram the various voltages that add up to E,. 


Direction 
of E, 


- 
- 
e 


Figure E6.6 


Example 6.7 


Suppose that in Example 6.5 there is a symmetric three-phase short circuit. Find the 
steady-state short-circuit current magnitude assuming that i; (in the steady state) is 
unchanged from its prefault value. 


Solution The assumption regarding i; implies that IE,| = 1.5 is unchanged. With 
V, = 0, we have 


E, = JXalaa F JXl 


From Figure 6.8 we can see that /Xjl,, is parallel to E,, while jX Z, is perpendicular. 
From this we can conclude that J,, = 0 while J, = E, /jX,. Thus 1, $ oq + Log = Loa 
and I, = E, /jX,. Thus we get ILI = \E,|/X, = 1.5. ¥ 

We emphasize that the short-circuit current does not depend on X, at all. 


pe a E NE AEE E E E 
Exercise 4, In Example 6.7 in modeling the generator assume that we include a 
small resistance z Show that for small r, J, = IE,|/X,. Hint: In using (6.30), 
rl, = r(la + l). Note that rla is parallel to E, and rl,, is perpendicular to E,. 

EE E S R 


Finally, before leaving these generator models, either the round-rotor or two- 
reaction models, we should note the following about Figures 6.6 and 6.8. 


L E, is the internal, or open circuit, or Thévenin equivalent voltage. |E,| is pro- 
portional to the rotor (field) current ip, 


Sec. 6.6 Power Delivered by Generator 205 


Centerline of 
airgap ~e 
flux ör 


Centerline of a” 
rotor 


Figure 6.10 Physical signifi- 
cance of ôn. 


2. In both cases there is a power angle ôm between the internal voltage and the ter- 
minal voltage. As an approximation, if we neglect both r and X;so that V, = Vy, 
we get a nice physical interpretation of ôm. ôm can be shown to be the angle be- 
tween the rotor centerline (north pole) and the rotating air-gap flux centerline 
(north pole). This is suggested in Figure 6.10 for the salient-pole case. To check 
the assertion we note that, with our approximation, v,, = v, lags e, by the angle 
ôm. In terms of the flux linkages of the coil aa' there must be a similar lag of A,, 
compared with the open circuit Ày. As a consequence, the centerline of the spa- 
tial air-gap flux wave (which fills the coil aa’) must lag the rotor north pole by 
the angle 6,,, as indicated in Figure 6.10. 

3. We can easily extend the use of both models to the case of a generator con- 
nected to a bus through a (short) transmission line, by absorbing the (series) 
line impedance R; + jX, into the generator model. Let V, be the genera- 
tor terminal voltage and V, be the receiving-end voltage of the transmission 
line. Then 


Vi=V,- Rh jX (6.31) 
Using (6.30) and I, = La + Ly, We get 
V = Ey rh, > jXala~ iXqloq - Rule Xilat la) (6.32) 
Grouping terms, we get 
V, = E- Fh- iXiha- iXaleg (6.33) 


where F=r+R,,X,=X,+X,, and X,=X,+X,. Equation (6.33) 
is in the same form as (6.30) with the line impedances absorbed into the gen- 
erator model and with V, as the generator terminal voltage. 


6.6 POWER DELIVERED BY GENERATOR 


With the generator models derived in Section 6.5 we may determine the complex 
power Sg delivered by a generator in terms of its internal voltage Æ, and terminal volt- 
age V,. We consider the round-rotor case first, 
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Case |: Round rotor. Using the per phase equivalent circuit in Figure 6.5, 
we have 


Sq = Vil3 = (= - j (6.34) 
Zo 

where Z, =r + jX,. This is exactly the problem considered in Section 4.6—that of 
power transmitted between two buses, Thus we can use the power circle diagram to 
find Sç = —S,,. This makes it clear that there is an ultimate active power limit just 
like for a transmission line! 

If the generator resistance is neglected, then using (4.34) and (4.36), we get the 
simple results 


TAA 


P; = x sin ôm (6.35) 
WV, I(IE,| cos 6,, — LV, 
= nab 08 bn = Mal) — mM) (6.36) 


Case Il: Salient-pole generator. For simplicity we will consider only the 
case r = 0. Also, to simplify the derivation we will assume that 
E, = |E,| /0° = IE} (6.37) 
V, = IV} 7-8 = IVa e = IV l cos 8, — JIV, sin ôm (6.38) 
This amounts to no more than choosing the time we call t = 0 to be the time the 
rotor angle 6 = 90° (i.e., 6 = 90°). The formulas we derive depend on the angle dif- 
ference @,,, not the individual angles. Using /, = La + Lag, we get 


aq? 


Sg = VIR = ACh a LJ (6.39) 
We first determine 7,4 and J, as follows using (6.30), (6.37), and (6.38): y 


[El = Va + JXala + JXola 


= |V] cos ôm — JIVA sin ôm + jXala + iXqloq (6.40) 


Since, by (6.37), E, is purely real, so is Z, and jX,l,q. Also, jX „lag is purely imaginary. 
Separating (6.40) into real and imaginary parts, we get two equations: 


IE,| = IVa cos ôm + jXalaa (641) 
0 = -IVi sin ôm + Xloq (6.42) 
Solving, we get 
IE,| — WV, i 
ce IV] cos Ôm _ IVl sin bq (6.43) 


IX X, 
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We next substitute /,, and [,, into (6.39): 


T mer i ~ IVI cos 6,, r IVd sin 2n) 
Xia X, 
; (6.44) 
, S Visind, lE,| — IV; cos 6,, 
= |V (cos 6,, — j sin 6,,) +j 
X, Xia 
We next find Po and Qo. Taking real parts, we get 
IV; i Ôm ` IE, | ay IV, m 
P, = Vales E ae | 
A, Xi 
LEIV; cos 6,, sin Ô, COS 6,, sin 6 
=——— sin 6,, + vp (Paste a ) ; 
P (645) 
DAVAR ng ae 1 ) AR 
= ~p sin —- 
aa ae 


Note: If X} = X, = Xa (6.45) reduces to (6.35). 
Next, we equate the imaginary parts of (6.44) and after some algebra we get 
BAVA COS? Ôp : sin’ ôn 


ôn - IVP 
Qc X, cos 5, ~ | a X, X, ) (6.46) 


If X, = X, = X,, (6.46) reduces to (6.36). 

Suppose that with |E, and lV, fixed, we consider the effect of saliency on the 
curve of Pg versus ô». Since we have X, > X,, then 1/X, ~ 1/X,is positive. Thus, 
sketching (6.45) as in Figure 6.11, we see that the effect of saliency is to cause the 
maximum Pg to occur at an angle 6,, < 90°. 


Pomax 


$) sin 28, 


Figure 6.11 Effect of saliency on P,(6,,). 
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6.7 SYNCHRONIZING GENERATOR TO AN INFINITE BUS 


As another application of our model, we consider the problem of connecting or syn- 
chronizing a generator to a particular power system bus (generator bus) and then 
making the necessary adjustments to deliver a specified complex power. To simpli- 
fy the discussion we will assume that the MVA rating of our generator is relatively 
small so that we do not expect to affect significantly the voltage and frequency of the 
larger system. In this case, as an approximation, we can assume that the (complex) 
generator bus voltage is independent of how our generator is adjusted (i.e., it is an 
ideal voltage source). We call such a source an infinite bus. In mechanics an infinite 
inertia plays an analogous role and this suggests the terminology. Thus, we have the 
definition. 


Definition. An infinite bus is an ideal voltage source. 


Consider the system shown in Figure 6.12, in which we will synchronize and 
then deliver complex power to a large system modeled by an infinite bus. Initially, 
the circuit breaker is open. We wish to close the breaker and deliver power to the (in- 
finite) bus. First, to effect a smooth transition, we must satisfy the following syn- 
chronizing conditions regarding the voltages V, and V,,. We note that before 
synchronization, V, = E,, because J, = 0. 


1. Frequency is the same. 
2. Phase sequence is the same. 
3. Phase is the same. 

4. IV, = Ed = IVl. 


Steam 


Circuit 
breaker 


Figure 6.12 Generator to be synchronized. 
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Figure 6.13 Mechanical power 
changes; /; fixed. 


Note 1: Conditions 3 and 4 may be combined: V, = £, = V,,. 


Note 2: The turbine is providing very little power, only enough to overcome 
rotation losses. 


With these conditions satisfied the breaker may be closed. The generator is 
now synchronized to the power system. It is in a condition known as “floating”; 
I, = 0 (because E, = Vy) and So = 0. Suppose that we now slowly open the steam 
valve. The mechanical power driving the generator increases. The coupled gener- 
ator and turbine rotors tend to a ale As we will discuss in Chapter 14, the net 
effect is for the power angle 6,, = ~ /Vq. to increase (V, is the infinite bus volt- 
age and is fixed). Thus Po (6,,) i irae Assuming that a steady state is reached, 
and neglecting the losses, we get, eventually, a balance between the mechanical power 
input and electrical power output. If ir is not changed from its value at synchro- 
nization, then |E,! does not change either. The effect of applying mechanical power, 
therefore, is to increase /E, while leaving IE,! unchanged. We get a phasor diagram 
something like that shown in Figure 6.13. Heren we have assumed a round-rotor 
model and r = 0 for simplicity. 

Continuing with this simplified model, suppose that we consider the effects of 
changing i. If we change ip, we change |E,| by the same proportion. If at the same 
time we keep the mechanical power constant, then Po (5,,) = (\E;lIVjql/Xs) sin 6,, re- 
mains constant. Thus |E, sin ôm remains fixed. This is suggested in Figure 6.14 by 
drawing a (dashed) line parallel to V,, (i.e., the locus of points Æ, satisfying 
lE! sin 8, = en For example, E® might be the value eee toipat 
synchronization. E®) corresponds to an increased value of i r, while E® corresponds 
to a decreased value of ip. 

From Figure 6.14 we can deduce how I, is affected by changes in ic. Thus if |E,| 
is increased beyond the value IE, we would find that |Z, increases beyond the value 
(1; at the same time the power factor decreases so that P; = IV Il, cos @ remains 


Figure 6.14 j- changes; me- 
chanical power fixed. 


(2 
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constant. In this case the phasor J, varies so that its tip is always on a vertical line 
through 12. 


eee 
Exercise 5. With constant mechanical power, sketch the locus of Z, as ip is varied. 


Show that there is a minimum |Z. 
ESE EAGER oP Ak NON a anes Pe eT, A ee 


Note 1: If our generator is salient pole and/or if resistance is considered, we get 
results that differ only slightly from the foregoing. For a qualitative under- 
standing it is far simpler to use the round-rotor model! 

Note 2: Clearly, we can synchronize to a noninfinite bus. The conditions for 
smooth synchronization remain the same. The discussion of what happens after 
synchronization is more complicated because the generator bus voltage will 
vary as a function of the injected bus power Sg. 


Example 6.8 


A generator is synchronized to an infinite bus. ip = 1000 A (actual) at synchroniza- 
tion. V, = 1 /0° and X, = 1.5. With ip unchanged the steam valves at the turbine 
are adjusted until P = 0.2. 


(a) Find Z. 

(b) With Po unchanged, iis increased to 1600 A (actual). Find L. 
Solution (a) At synchronization E£, = V, = V,, = 1/0°. Thus IE,! = 1 corresponds 
to ip = 1000 A. Then 
AAR 5 E 3 
= xX sind, = is m 
Thus 6,, = 17.46° and E, = 1 /17.46°. Then 


E,-V, 1/1746 -1 ; 
ay ag A 


Py = 0.2 


h 


(b) Increasing i; by a factor 1.6 also increases IE, by the same factor. Then we have 


1.6 
Po =0.2=— si 
G = 0.2 75 T bn 


Thus ô, = 10.81° and E, = 1.6/10.81°. Then 


1.6/10.81° ~ 1 
= a = 0.430 /-62.31 


As a check we note that 0.430 cos (~62.31°) = 0.200. 


a 
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6.8 SYNCHRONOUS CONDENSOR 


As an additional application of our model we consider a type of synchronous ma- 
chine called a synchronous condensor. Consider the case of a round-rotor machine 
withr = 0. The power delivered by the machine to a bus with voltage V, is given by 
(6.35) and is repeated here for convenience. 
IEAV, 
Po = Re VI* = E sin ôn (6.35) 


From (6.35) we can see 
5, > 0=P>0 (generator) 


ôn <00> <0 (motor) 
ôn =0=>P,=0 (unloaded) 


We get similar results ifr # 0 and/or the synchronous machine is salient pole. Con- 
sider the case when 6,, = 0 (i.e., the synchronous machine is unloaded). Can such a 
machine serve a useful purpose? 

The answer is yes, if it delivers reactive power. From (6.36), with 6,, = 0, the re- 
active power is 


VAEA — Vd) 


G £ (6.47) 


Thus if !£, is greater than |V,|, the generator supplies reactive power. Since this is also 
the action of a capacitor bank connected to the bus, a generator specifically built to 
operate in this mode is called a synchronous condensor. Physically, a synchronous 
condensor of large MVA rating is large; it looks like a generator without a turbine! 
In large sizes, synchronous condensors are cheaper than capacitor banks and provide 
a very convenient and continuous control of reactive power by adjusting the field 
current ip. 

We note that if the synchronous machine is salient pole, the formula for Qg, 
given by (6.46), reduces to (6.47) with X, replaced by X,. Finally, we remind the 
reader that injected reactive power at the receiving end of a long transmission line 
can be very necessary and very effective in maintaining the receiving-end voltage. 


6.9 ROLE OF SYNCHRONOUS MACHINE EXCITATION IN 
CONTROLLING REACTIVE POWER 


The change in the excitation of synchronous machines plays a key role in controlling 
the reactive power output of the machine. This in turn affects the ability to maintain 
the terminal voltages of the machines, and as a result the voltage profile in the power 
system. There are physical constraints that establish a lower and upper limit for the 
exciter output. Consequently, the reactive power output of a synchronous generator 
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is also limited. This limit will be used later in Chapter 10 when we discuss power 
flows and present the material related to the power flow solutions. The limit on re- 
active power output of a synchronous machine plays an integral role in the repre- 
sentation of voltage controlled buses. In order to characterize the effect of excitation 
on the reactive power output of the synchronous machine, we can review the results 
in Section 6.6—in particular, (6.35) and (6.36). Under the assumptions of a round 
rotor and zero resistance, we get 


JAAR 

P; = IVi} cos 6 = Da sin Ôm (6.48) 
LE HV VA 

Og = VHL] sin ġ = Ea COS Ôm — x (6.49) 


We note that Q can be positive, zero, or negative. It is highly desirable that it be pos- 
itive, and this can be assured if 


IE,| cos ôn > IVi (6.50) 
As mentioned earlier in this section, however, the amount of reactive power that can 


be delivered is subject to upper and lower limits. We will return to this consideration 
in Chapter 10. 


6.10 SUMMARY 


For steady-state positive-sequence operation, a useful two-reaction synchronous ma- 
chine model may be derived by considering the various flux components making up 
the rotating air-gap flux wave. In this way we get an understanding of the physical 
bases of armature reaction and of direct-axis and quadrature-axis reactances. With 
the model we can determine the effects of varying the turbine power and field cur- 
rent on the generator terminal voltage and complex power outptt. 


Problems 


6.1. A generator delivers P; = 1.0 at 0.8 PF lagging to a bus with voltage IV, = 1.0. Sketch a 
phasor diagram and calculate IE, for 
(a) Around rotor: X, = 1.0,r =0 
(b) A salient-pole rotor: X; = 1.0, X, = 06,7 =0 

6.2. A generator with reactances X; = 1.6 and X, = 0.9 delivers Sc = 1 /45° to a bus with 
2 V, =1/0. Find L, La laq, E,, and the rotor angle 6x i.e., the rotor angle @ at 
t=0). 

6.3. Suppose that in Problem 6.2 there is a symmetric 3¢ short circuit (fault) at the generator 


terminals. Find the steady-state values of J, ,J,,,and Iu assuming that Æ, does not change 
from its prefault value. 
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6.4, Given a generator with V, = 1 /0°, J, = 1 /60°, X; = 1.0, X, = 0.6, andr = 0.1, find Sg, 
La» tog and E,. ' 

6,5. A round-rotor generator (X, = 1.0, z = 0.1) is synchronized to a bus whose voltage is 
1 /0°. At synchronization ip = 1000 A (actual). The generator is then adjusted until 
Sg = 0.8 + j0.6. (Sç = power supplied to the generator bus.) 
(a) Find ip and the generator efficiency (assuming no generator losses except J?R 

losses). 
(b) With the same i, what is the ultimate (maximum) active power the generator can 
deliver? 

6.6. A round-rotor generator (X, = 1.0,r = 0) is synchronized to a bus whose voltage is 1/0°. 
At synchronization i; = 1000 A (actual), The mechanical power is then increased until 
Po = 0.8. Now ip ts adjusted. 
(a) Plot a curve of {J,| versus ip. 
(b) Plot a curve of Qç versus ip. 
(c) When IZ! is a minimum, what is /,? 

6.7. For a salient-pole generator (with X; > X,) show that maximum Pg occurs for ô < 7/2. 
Assume that r = 0, 

6.8. Consider a salient-pole generator delivering power through a short transmission line to 
an infinite bus. V,, = 1 /0°, |E,| = 1.4. The active power delivered to the infinite bus is 
0.6. We are given the generator reactances X, = 1.6 and X, = 1.0 and the line reactance 
X, = 0.4. Neglect resistances and find £, and J,. 


6.9. Refer to Figure P6.9 and assume that 


Figure P6.9 


D6.1 DESIGN EXERCISE 


The Eagle Power System introduced in Chapters 4 and 5 has three generators lo- 
cated at Bus 1 (Owl), Bus 2 (Swift), and Bus 3 (Parrot). Assume that these three 
generators have a rating of 550 MVA each. For the steady-state generator model 
derived in Section 6.2, specify all the machine parameters required. This activity 
involves a search of the literature for typical synchronous machine parameters. 
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There are excellent references that provide a wide variety of data. The student is 
expected to research these references, make appropriate assumptions regarding the 
type of machine being considered (¢.g., fossil-fired steam unit, hydro unit), and 
obtain all the required machine constants on the machine MVA base. Convert 
all the machine parameters to a common system base of 100 MVA and the ap- 


propriate base voltages. 


(eo aia 
aranum hi Aisa aane aia 8 


ae ee 
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\ 7.0 INTRODUCTION 


The generator model developed in Chapter 6 is a ste 
cisely, it is a positive-sequen 
ator emfs and stator currents were both positive sequ 
used to good effect for a transient analysis in Chapter 
curate model is essential. For some transients 
short circuits at the generator terminals 


roneous results. The stea 
state operation—for example, if the (positive- 


negative-sequence curt 


reduces to the steady-state model d 
ory viewpoint is used in the development. 


“CHAPTER 7 


Generator Modeling I 
(Circuit Viewpoint) 


ady-state model. More pre- 
e we assumed that the gener- 
ence. Although the model is 
14, in many cases a more ac- 
(for example, those accompanying 
), the steady-state model gives completely er- 
dy-state model is inapplicable even in certain cases of steady- 
sequence) generator is subjected to 
ents; this is a case We will consider in Chapter 12. 


In this chapter we develop a more general model of the generator. The model 
erived in Chapter 6 as a special case. A circuit the- 


ce steady-state model, sinc 


7.4 ENERGY CONVERSION 


We start by considering the general case of a set of coupled coils in which one or 
more of the coils is mounted on a shaft and can rotate. Thus, there is one mechani- 
cal degree of freedom. The other coils are fixed. The situation is shown schemati- 


cally in Figure 7.1. ; 
In Figure 7.1 we see that some of the mutual inductances may vary with 6. In 


Section 7.2 we will be interested in the specific coupling configuration of a three- 
phase machine, but for now we proceed in general terms. 


Assume associated reference directions for the v, i, A. For example, pick a 
in circuit 


reference direction for i, find the associated reference direction for v, 48! 
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+o- +u- Figure 7.1 Coupled coils. 


theory, and also find the associated reference direction for flux by the right-hand rule; 
the flux linkages and the flux have the.same sign. Assume that for any fixed @ there 
is a linear relationship between A and i. Then we get the relationship 


A= L(6)i (7.1) 
where, in the case of Figure 7.1,i and A are 4-vectors, and L is a symmetric 4 X 4 ma- 


trix. The fact that the matrix is symmetric is known from circuit theory. Applica- 
tion of KVL to the circuit in Figure 7.1 and use of (7.1) give 


dà 
r=Ri + 
f (7.2) 
-gi + LË + ZO 
~ 0 dt 


where v = col [v, ù, v3, v4] and R = diag [R;]. If 0 is constant with {ne (i.e., the 
coils are fixed), then L (8) is a constant matrix; the flux changes are then due only to 
transformer action. On the other hand, if i does not change with time (i.e. i is dc), 
the flux changes are due entirely to the motion (or speed) of the coils relative to each 
other. For this reason the terms transformer voltage and speed voltage are used to des- 
ignate the second and third terms on the right side of (7.2). 

We are interested in the case where 8 can change (i.e., the shaft can rotate). To 
investigate the behavior of 0, we need a mechanical equation. Then, assuming arigid 
shaft with total coupled inertia J and linear friction, the equation will be 


T =Ty +T; = Jð + Dô (13) 


where T is total applied torque in the positive @ direction. T is the sum of an exter- 
nally applied mechanical torque Ty and an electrical torque Tz due to interactions 
of magnetic fields. 
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We next derive an expression for T; by use of the principle of conservation of 
instantaneous power. Itis helpful to take a “motor” point of view, regarding the de- 
vice in Figure 7.1 as one that converts electrical power to mechanical power. Let p 
be the instantaneous electrical power into the coupled coils. Using (7.2), 


| i dL (9 
p=iv=ïRi+ïL ož + po (7.4) 


where i’ is the transpose of i (ie. i” is a row vector). In the present case, 
Iv = iw, + iu, + iv; + ivy, We also note that since R is a diagonal matrix, 
URi = Rit + Ri} + R + Ry? is the instantaneous power dissipated in the 
resistances, 

From elementary circuit theory we also have an expression for the instanta- 
neous stored magnetic energy of coupled coils. 


Wag = FFL (0)i (7.5) 


By differentiating we get the power supplied to the magnetic field. 


Wag lor di id. 1,-dL(8). 
= — +—y —— 
dt ree dp (OH oi dt (76) 
di 1,,dL(6) l 
zi AP a aT : 
LLU TS! it 


In deriving (7.6) we have used the fact that the transpose of a scalar is the same scalar 
[each product of terms in (7.6) is a scalar], that the transpose of a product of matri- 


ces is the product of the transposed matrices in reverse order, and that L(0) is a sym- 
metric matrix. Thus 


and the two terms may be combined. Using (7.6) in (7.4), we have 


Wry ` 1. dL(0 
pairs my ir 20), (7.7) 


Considering all the mechanisms allowed for in our model, we obtain, by conservation 
of instantaneous power, . 


electrical \ _ / power dissipated 4. {power supplied to 4. { Power converted into 
power in in resistances magnetic fields mechanical form 


Comparing this with (7.7), we can identify the right-hand term in (7.7) as the 
electrical power converted into the mechanical form. Finally, using the chain rule 
of differentiation, we get dL (6)/dt = (dL (6)/d6)(db/dt), where d6/dt is the 
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(scalar) angular velocity. Thus, the electrical power converted into the mechanical 
form is 


-2 1g aL) 


= i= oT, 7.8 
brga m ue 
where w = d6/dt is the shaft angular velocity and we can identify 
1, dL (6), 
=-f—— 7.9 
a eae 9) 


as the mechanical torque on the shaft in the direction of increasing 8 due to the in- 
teraction of the magnetic fields set up by the electrical currents. Substituting (7.9) in 
(7.3), we get 


1 i dL (6) 
2 dð 


We can call (7.10) the mechanical equation. With (7.2) and (7.10), we get the inter- 
action of the mechanical and electrical variables. 

In the derivation of (7.9) we assumed that only rotational motion was possible. 
Suppose that we had considered a different case, the case of a single translational de- 
gree of freedom. Suppose that L depends on x, for example. The reader should 
check that we still get (7.9) with 8 replaced by x, and torque replaced by force. 


Jö + D6 - i=Ty (7.10) 


nae ee eee ee 
Example 7.1 
Calculate average torque of a reluctance motor (Figure E7.1). (This is a very simple 
synchronous motor used in clocks.) Assume that i(f) = V2 IZI cos wot. As an ap- 
proximation assume that L (@) = L; + Lm cos 20, L; > Lm > 0. Also assume that the 
rotor moment of inertia is reasonably high. 


Centerline of 
flux 6 


Figure E7.1 


‘| 
i 
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Solution We note that in this case Figure 7.1 reduces to a single coil whose self- 
inductance is L (6). We can first check the physical basis for the assumed form of L 
(6). When 8 = nr, with n an integer, the average air-gap distance is a minimum (re- 
luctance also is a minimum), so L(8) must be a maximum. (See Appendix 1.) When 
6 = nw + 17/2, L(@) must be a minimum (but still positive). We see that L(@) goes 
through two cycles of variation when 0 increases from 0 to 27. Thus the assumed 
value L(@) = L, + L,,cos 28, L, > L,, > 0, seems to be a reasonable simplification. 
Then using (7.9), 


Te = —3 P(t)2Ln sin 20 = -Li (t) sin 28 
Using (7.10), we get 
Jő + Dô + Lyi? sin 28 = 0 


Note: With i = constant, this is the equation of a pendulum, not a motor! Alterna- 
tively, we may note that as @ increases uniformly (as it would for a motor with a very 
large moment of inertia), the average torque is zero, This is not consistent with motor 
behavior; in order to get motor action we need a nonzero (positive) average torque. 
In our case, i(t) = V2 IIl cos «t, and we will get a nonzero average torque. 
The mechanical equation is nonlinear and we will not attempt an exact solution. In- 
stead, as an approximation, we will calculate the average value of 7; assuming a uni- 
form rate of rotation in the steady state. Assume, then, that in the steady state, 
A(t) = wot + 6, where w corresponds to synchronous speed and ô is a constant. Then 


Te = ~2L all’ cos wot sin (ot + 8) 
= -L,,J|I[(L + cos 2wpt) sin Zot + 6) 
= -$ Lali lsin 26 + 2 sin (2wgt.+ 28) + sin (4wgt + 28)] 


From this, averaging over time, we get 
Tray = ~} Ly |? sin 28 


and thus with —7/2 < 6 < 0 we develop a positive average torque that is consistent 
with the rotation. 

As may be seen from the preceding, there are sinusoidal torque pulsations (of 
frequency 2w and 4w,) superimposed on the average torque. However, we assumed 
a reasonably high moment of inertia J and thus we do not expect these pulsations to 
alter significantly the assumed uniform rotation rate. Thus, the analysis is consistent, 
and we have found at least an approximate value for the average torque. 


We turn next-to an example that will be helpful in understanding the calcula- 
tion of inductance parameters for synchronous machines. 


Example 7.2 
Consider the machine sketched in Figure E7.2(a). Sketch L1,(@) and L,,(@) as a func- 


tion of 8. Neglect all but the dc and the lowest frequency components (in the Fourier 
series) of the periodic variations. 
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Solution As seen in the figure, the reference directions for currents, voltages, and 
fluxes (flux linkages) are picked in associated reference directions. L,,(6) and L,2(8) 
are the inductance parameters relating A; to i, and i, as follows. 


Centerline 
of flux 


Figure E7.2{a) 
Ay = Ly()iy + Lyl(6)in 
A, is the flux linkages of coil 1; A, has the same sign as $y. To find Ly, we set i = 0. 
Then 
ài _ Mo 
Ly (6) = = ara 
1 1 


We get a maximum (air-gap) reluctance when 0 = nT, and a minimum when 
6 = nm + 7/2. Thus, Ly will depend on @ somewhat as sketched in Figure E7.2(b). 
Thus, discarding higher harmonics, L is in the form Ly,(8) = L, — Lm cos 20. To find 


Ly we set i, = 0. Then 
Ay Moy r 
Sat ¥ 
l2 b 
Ly max Pomp TT 
S 
J 
\ 
\ 
LipmhinPSSa ss Soa ao T 
} 
a x 4% ° Figure E7.2(b} 
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ġ is the flux linking coil 1 due to i. L, is sketched in Figure E7,2(¢). 


£42(8) 


Figure E7.2{c) 


We can verify the general shape as follows. For convenience assume that i, > 0, 
so ¢» is in its positive reference direction. When 8 = 0, none of œ, links coil 1; 
L,,0) = 0. When 6 = 7/2, ġ, reaches its maximum value (minimum reluctance) and 
most of it threads coil 1 from left to right. Thus }, and Ly reach minimum (negative) 
values. When @ = 7, Ly = 0 again. When 8 = 37/2, @, again reaches a maximum 
value and most of it threads coil 1 from right to left (i.e, ġ; is in its positive reference 
direction), Thus Ly reaches a maximum. Neglecting harmonics, we get Ly; in the 
form Ly, = -M sin 6. The reader should compare L,, and L, and note that they ex- 
hibit very different behavior as a function of 9. 


Exercise 1. Sketch L, and Lz by repeating the steps in Example 7.2. Asa check, 
note the result from circuit theory: L.,(8) = L,,(6). 


. , 

Some readers may wish to examine additional examples in Appendix 2. These 
are derivations of force equations for solenoids or relays and are needed for later 
use in Chapter 13. 


7.2 APPLICATION TO SYNCHRONOUS MACHINE 


We will now develop (7.2) and (7.10) for a three-phase machine. In the process we 
introduce the Park (Blondel) transformation. 


Assume that the machine consists of three phase-windings mounted on the sta- 
tor or stationary part of the machine, a field winding mounted on the rotating part (the 
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rotor), and two additional fictitious windings on the rotor that model the short- 
circuited paths of the damper windings and/or solid-iron rotor. These two windings 
are assumed aligned with the direct axis and quadrature axis of the rotor. 

The six windings, represented by one-turn coils, are shown schematically in Fig- 
ure 7.2. Compared with Figure 6.1, we note the addition of the two fictitious coils and 
the introduction of the direct-axis and quadrature-axis reference directions. 

The six currents are i,, ip, i, ip, ip and ig. Lowercase letters indicate stator 
quantities. Uppercase letters indicate rotor quantities. i; is the field current and is 
subject to control through an excitation control system. ip and ig are the currents in 
the fictitious rotor coils. ahs 

Using the circuits convention on associated reference directions, we get the 
usual relationship between voltages, currents, and flux linkages. 


p Va'a ] r T iy Naa! 7 
Uy r 0 iy Mbp 
Kee i kgd a (7.41) 
Upp tF ir| dt | Are 
Upp’ 0 Fp ip App 
| voo | to} Lio Aga’ | 
_. da 
= Ri + Ti 


4 Reference 
axis 


Quadrature 
axis 


Direct Y% 


axis 


& 


Figure 7.2 Machine schematic. 
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The matrix and vector quantities are defined by comparing the two lines in the pre- 
ceding equation. For example, R = diag(r, r,r, rr, Fp, fg}, where ris the resistance 
of each phase winding, rp is the resistance of the field winding, and rp and rg are the 
resistances of the fictitious rotor coils modeling the short-circuited paths. The flux 
linkage terms are identified by the subscripts; they agree in sign with their corre- 
sponding fluxes, which in turn agree, by the right-hand rule, with their associated cur- 
rents. For example, A,. is positive if the flux links the coil aa’ in the upward direction. 
Arr is positive if the flux links the coil FF’ in the direct axis direction. Note that al- 
though we have defined R, i, and A, we have not yet defined a voltage vector v. 

We wish first to introduce the generator convention on reference directions for 
the stator coil voltages; we remind the reader that the voltages in (7.11) follow the cir- 
cuits convention on reference directions. Earlier, in Section 6.3, with the same ob- 
jective in mind, we introduced the (open-circuit) voltage ¢,, rather than eya. Similarly, 
we now adopt the generator convention for stator voltages and deal with Var, Ypy, 
and V, instead of Vya, Vyp, and vye. The notation for the remaining voltages is not 
changed. As in Section 6.3 we also simplify by using a single-subscript notation to in- 
dicate the voltage of the unprimed subscript with respect to the primed subscript. 
For example, v, 4 Vgq =~ Vyigy VF £ vrr, andso on. Now we define a voltage vec- 
tor v as follows: 


Ihe 


v= -Ri-— (7.12) 


It is to be noted that vp and vp are actually zero because in our model the fictiti- 
ous rotor coils are short circuited. It is convenient to call (7.12) the electrical 
equation. 

We next relate A toi through A = L(6)i assuming a linear relationship. L(@) is 
a6 X 6 matrix relating six flux linkages to the six currents, Just as in Example 7.2, 
we can find the element L; by finding the flux linkages of the ith coil after setting all 
currents equal to zero except the current in the jth coil. We will also simplify, just as 
we did in Example 7.2, by considering only de and the lowest harmonic terms. 

We now consider the calculation of some of the terms. It is simplest in the fol- 
lowing to use actual rather than per unit quantities. Thus, the inductances are in hen- 
rys. In all the definitions of inductance to follow, to simplify the notation, we will 
leave out the proviso “all other currents equal zero.” We will start by specifying the 
stator self-inductances. 
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Self-inductances of stator coils | 


Naa’ 
La =~ = L, + Ly cos20 | L, > Ly, 2 0 


a 


App 2 
Lay =H =, + Laeos2(0- 2) 

ly 3 

Nec! 2 
Ly = M1, + Lacos 2(0 +22) 


l 


The form of L, may be explained as follows. Referring to Figure 7.2, the mmf 
due to the current in coil aa’ is effective in the vertical direction. The resulting flux, 
with centerline in the vertical direction, is maximum when 8 = 0 or 7, and minimum 
when 8 = 17/2 or 37/2. The variation of L (0) is 7-periodic; by taking only de and 
fundamental terms, we get the result claimed. Note that with a round rotor, 
Laa (8) = L, is constant. 

Ly may be similarly explained. Here we note that the mmf due to the current 
in coil bb’ is effective for producing flux along an axis at an angle of 27/3 rather than 
0. Thus @ = 27/3 results in a maximum flux rather than 6 = 0. This explains the 
shift in argument in L,, compared with Laa. In Ly, we replace 0 by 8 — 27/3, so that 
the maximum occurs when 8 = 27/3 rather than 6 = 0. In the case of Le, similar 
considerations lead to a replacement of @ by @ + 27/3, or equivalently, 6 — 417/3. 

We note that these replacements or shifts will occur frequently as the theory is 
developed, and occasionally it is convenient to introduce a shift operator F to simplify 
the notation. Let JL, indicate L, with 6 shifted (delayed) by 27/3 (Le., 6 replaced 
by 0 — 27/3). Then we have Ly = FLq and Le = TL p = TL: 

We turn next to some mutual inductances. 


Mutual Inductances Between Stator Coils 


dag y 
Ly = Mt = [M+ Lqcos2(0 +2) M,>L, 20° 


ty 
ie 
Ly == -|m + Lye0s2(0- 2) 
i, 2 
oe -|ie + Lycosa(o+ 2) . 
i, 6 


Intuitively, we may justify the first of these results as follows. Consider a round 
rotor first, in which case L,, = 0. Noting the reference directions for ay and i,, we 
see that La, must be negative as shown. Now consider the salient-pole case. L,, will 
still be negative but now depends on 6. We want to make it plausible that Lal is 
maximum for 6 = ~7/6. If@ = —7/3 the mmf due to i, is most effective in gener- 
ating flux, but the flux is misdirected as far as linkages of coil aa’ are concerned. On 
the other hand, if @ = 0, the flux is most effectively directed but there is less of it. A 
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quantitative analysis indicates that —7/6, the average value of 1/3 and 0, is the 
compromise that gives the “best” result. We note that L,.= JL and 
Lea = Thy, = T’Ly, where F is the shift operator; examination of the coil pone: 
try in Figure 7.2 provides the physical basis for this result, 


Other inductances. We will list and indicate the derivation of only a few 
more of the remaining terms. 


An 
Lae =—* = Mpcos6 M,>0 


lp 
Age 
Lypp = —— = Lp Lr>0 
te 
Age 
Lrg => = 
19 


l The first result is implied by a sinusoidal distribution of field flux; this condition 
is an objective of generator design and was discussed in Section 6.2; the expression 
for (the open circuit) Aar, given in (6.3a), is in the form L,,i. The second result may 
be inferred by noting that the magnetic circuit “seen” from the rotor is the same for 
all @. The last result follows because the two coils involved are perpendicular. 

We will not continue further with this list. We note that in the 6 X 6 induc- 
tance matrix, because of symmetry, there are 21 elements to be determined, of which 
we have listed and attempted to justify 9. Completing the process, we finally get the 


symmetric matrix 
L,,(6) L,(8 
al)  Ly(6) 
whose submatrices are as follows: 
L, + Lm cos 20 =M; - L,, cos (4 + z) =M, — Lm cos2(4 + *) 
6 


T 
Ly = “IM, ~ Ln cos2(8 +) L+ Lacos2(9- 2) -M, - Ly cos2(@-= 
3 ose 2 
—M, — L,, cos 2 gut ~M,- ; z eet 
ao Lig 5 M, - L,,cos2 eS L, + Ly cos 2 ere 


Mr cos 6 Mp cos 8 Mo sin 8 
2 
Ly = LI, =| Mẹ cos( + z) Mp cos f - z) Mo sin| 6 - a 
3 JR 3 


2r 2r 2 
Mp cosi 0 + — — i 1 
F ( z) Mocos( 9+ z) Mosia(o + =) 


Le Mp 0 
Iy=|Mp Lp 0 (7.14) 
0 0 Ly 
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All constants in (7.14) are nonnegative, We can think of their values as being deter- 
mined experimentally. Note that Li, relates stator flux linkages to stator currents, La 
relates rotor flux linkages to rotor currents, while Ly) gives the flux linkages of the sta- 
tor coils in terms of the currents in the rotor coils. l 

It may be seen that L(@) depends on 6 in a complicated way. The generator 
voltage-current relation reflects that complication. From (7.12), using A = L(0vi, 


we get 


(7.15) 


Hence even in the simplest case with uniform shaft rotation, where 0 = wt + o, the 
form of (7.14) indicates that we get linear differential equations with periodically 
time-varying coefficients. It is hard to understand the general nature of system be- 


havior in this case. 


1.3 THE PARK TRANSFORMATION 


To simplify the equations and in some important cases obtain linear time-invariant 
equations, we use a Park transformation (also called a Blondel transformation, or 
Odg transformation, or transformation to rotor coordinates) of the stator abc quan- 
tities, We transform abc voltages, currents, and flux linkages. The transformation, in 


the case of currents, yields 


1o 1 1 

, v2 2 v2 

ly 2 a 

2 2r aa : 
ia = Ap cos@ cos (i z z: cos (i + ) (7.16) 

4 Qn dn e 

sin sin} ê- — sin et l 
3 a 
or, using matrix notation, 

iodg = Pin. (7.17) 


which defines the P matrix and the abc and Odq vectors. Similarly, for voltages and 
flux linkages, we get 
Yog = PV abe (7.18) 
Agag = Paie (7.19) 
The new Odq variables are also called Park’s variables, or, for reasons we will indi- 
cate in the next paragraph, rotor-based variables. Note that the transformation P de- 


pends on 8. l N: ate 
Physically, i; and i, have an interpretation as currents in a fictitious pair Ot T0- 


tating windings “fixed in the rotor.” i, flows in a fictitious coil whose axis is aligned 
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with the direct or d axis; i, flows in a fictitious coil whose axis is aligned with the 
quadrature or q axis. These currents produce the same flux components as do the ac- 
tual abc currents. 

Recalling from Chapter 6 that in the steady state with balanced (positive- 
sequence) abc currents we got a synchronously rotating flux (i.e., constant when 
viewed from the rotor), it is understandable that we can generate this constant rotating 
flux with constant currents in the fictitious rotating coils. Hence the inductance ma- 
trix relating these transformed quantities should be a constant matrix. 


In fact, we now show this mathematically. Note first that P is nonsingular; 
in fact, P! = P’, 


5 cos 8 sin @ 
21 1 2 2 
p'=p -= zly ( - z) sin ( - z) (7.20) 
= cos(0 +27) sn(o + 2) 
ve 3 3 /| 


The reader may check this by multiplying P into P” to get the identity matrix. Since 
the rows of P are the same as the columns of P7, we find that the columns of P” are 
orthonormal (i.e., if u; designates a column of P, then wu; = 0,i # j, uu, = 1). 

We need to consider all six components of each current, voltage, or flux linkage 
vector. While we wish to transform the stator-based (abc) variables into rotor-based 
(Odq) variables, we wish to leave the original rotor quantities unaffected. With this 
objective we define the 6-vector i and the 6 X 6 matrix B as follows: 


feo 3 griz i} : 
lo i is | 
i P0 l 
i ! i 
„al? i : i 
Bee NS ease TE = Bi el) 
lp i tr 
lp 0.1 ip 
i i i 
oe, Ske g 


where 1 is the 3 X 3 identity matrix and Qis the 3 X 3 zero matrix. Similarly, we define 
Vs = By (7.22) 
Àg = BÀ (7.23) 


The reader can easily check that 


P 0 
B! =B = 
| 0 | (7.24) 


Now we wish to find the relationship between the rotor-based variables A» and ig. 
Starting with (7.1) and using (7.21) and (7.23), we get, successively, 
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A=Li 
B'A; = LB“ (7.25) 


Às = BLB™i; = Lig 
where Lp £ BLB”! Using the rule for finding the transpose of a product of matri- 
ces (product of transposes in reverse order), we find that L; = (BLB’)’ = BL’B’ = 
BLB” = Lp. Thus Lp is symmetric because L is symmetric. By premultiplying by B” 
and postmultiplying by B we also find the relationship L = B~'L,B. Next, we can cal- 
culate Lz using (7.13) and (7.24): 


P O|fL, Lyl{P? 0 
Ie=lq 4 Ln 0 1 
1 in (126) 
aa a 


LP” Ly 


Consider now the terms in (7.26). As expected, Ly is unchanged. By a tedious but 
straightforward calculation, we can show that 


L0 0 
PLP =| 0 L, 0 (7.27) 
0 0 L 
where 
Ly = L, - 2M, 


La $ Ly + M, + Wn 
LÊ Li+ M,~ in 


With a knowledge of linear algebra we can show that this simplification occurs because 
the columns of P” are (orthonormal) eigenvectors of L;; and hence the similarity trans- 
formation yields a diagonal matrix of eigenvalues. Note: L; and L, are the inductances 
associated with X, and X; in the two-reaction model derived in Chapter 6. 


Exercise 2. Show that the first column of P’[ice., (1/ vV3%1, 1, 1)"] is an eigen- 
vector of L,, corresponding to the eigenvalue Ly = L, — 2M,. 


Consider next the off-diagonal submatrix Ly” = (PL,)’. Using (7.14), 


1 
Mr cos 6 Meso- 2) Mecos(o +2} V cos @ sin 8 
dn da 2), 1 2T y 
La P” =| Mpcos@ Mocos(s - =) Mocos(#+ 2) 31 coso- 2) sn(o- ) 


2r 

3 

À 2r ; dn ; 2r 
Mọosinð Mosin 1-7 My sin ot a S aes sin| 6+ 
2 
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Here we recognize that the first two rows of La are proportional to the second col- 
umn of P7, which we previously indicated was orthogonal to the remaining two 
columns of P”. The third row of La is proportional to the third column of P”, 
Thus, multiplying rows into columns, it is easy to evaluate the product of the two 


matrices. We get 
z ; zs 
0 [n r 0 


3 
TS bol 
LP =| 0 Mp 0 (7.29) 


3 
0 0 [in 


To simplify the notation, let k È V 3/2; then, from (7.14), (7.26), (7.27), and (7.29), 
we get 


L 0 0'0 0 9 
0 Li O \kMp kMp 0 
0 0 L 10 0 kM, 
Saal SR casa Nera (7.30) 
0 kMr 0 i Lr Mp 0 
0 kMp 0 | Me Lp 0 
0 0 kM 0 0 Lo ] 


Note that the matrix L; is simple, sparse, symmetric, and constant. The reader should 
compare it with the more complicated L in (7.13) and (7.14). 


7.4 PARK’S VOLTAGE EQUATION 


We next derive the voltage-current relations using Park’s variables, Starting with 
(7.12), which is repeated here, 


y=-Ri-— (7.12) 
and using (7.21) to (7.23), we find that 
Bo'v; = -RB™i, - {ey ) 
l dt ee 
Premultiplying on the left by B, we get 


d 
z~ AS ree - 
Ys = -BRB `i; ia (B'A) (731) 


230 Generator Modeling II (Circuit Viewpoint]  Ghap. 7 
Using the identity 
Wr ! 
P:i 0 roi 0 Pt; 6 
| r! 5 
BRB™! =}---4--- | H--------- h--=2m======= | bone r---|=R (132) 
i | Ip 
0:1 0 fp 0 i 1 
| "o i 


differentiating a product, we get 


va = —Ri; - Ag- —— (7.33) 
Thus, just as in (7.2), we get speed voltages and transformer voltages. 

Next, we wish to obtain a more explicit expression for the matrix B(dB™'/dt) in 
(7.33). We first calculate B(dB™'/d6). Using(7.21) and (7.24), we get 


-1 -1 
l wy) [ph o 
p dB” = d j=j d (1.34) 
do 0 1 0 0 0 0 i 
where 
aie - E als, 
vV vy V2 
i 
d A2] cos8 Tcose T*cosd 
do N3) sno Tsing Fsing 


z0 = sin? cos 8 
X4/-10 -Fsn@ Fcosð (7.35) 
319 -gsing P cos 9 
To simplify the notation, we have introduced the shift operator. Using the orthogo- 


nality properties of the rows and columns in (7.35), we get 
0 0 0 0 0 0 


2 3 
pP——=-/0 0 3/=/0 01 (1.36) 
d 3\y -4 o) [o -1 0 
Then, using (7.36) in (7.34), we get 

0 0 
0 01: 0 
0-1 0 | 

dB"! (7.37) 

do | 


Sec. 7.5 Park's Mechanical Equation 231 


a 6 X 6 matrix with only two nonzero elements! Finally, noting that B(dB~'/dz) = 
B(dB~'/d0)(d8/dt) and substituting (7.37) in (7.33), we get the electrical equation: 


0 
Ag 
w= -Rip - 8] | - 2s (738) 
0 
0 


Note 1: If the shaft rotation is uniform (i.e.,@ = d6/dt = constant), (7.38) is lin- 
ear and time invariant! Very often as a good approximation we can assume 
that 8 = constant. 


Note 2: Although, superficially, (7.38) looks very much like (7.12), it is impor- 
tant to note that (7.38) is basically much simpler. In (7.38), Ag = Liz, where 
Lg is the constant matrix in (7.30), while in (7.12),A = Li, where L = (6) is the 
very complicated matrix in (7.13) and (7.14). 


Equation (7.38) is the electrical equation in terms of the transformed variables 
ig, ¥g,and Ag. To study dynamic behavior we need a companion mechanical equa- 
tion. Thus, we next find the mechanical torque Tg, in terms of Ly and ig and Ag, for 
use in the mechanical equation (7.10). 


7.5 PARK’S MECHANICAL EQUATION 


We start by deriving an expression for the electrical torque in terms of Park’s vari- 
ables. The original expression (7.9) repeated here is 
_ 1,4 (8), 
Te = 2) ap (7.9) 
We wish to replace L and i with Ly and ig. We can use i = Boi, = Bj, and 
L=B''L,B. Thus 
Tp = lip 2 B-L B)B'i (7.39) 
E= 7 lab ig B B . 


We note again that Le is not a function of 0, but B and B~! are, Differentiating with 
respect to 6, we get 


L dB n 1p dR 
TE 3 toy a Bi, + 5 iB Pi Liz (7.40) 
where we have freely interchanged B” and B~'. We now will show that the two prod- 
ucts of terms in (7.40) are equal. The product of terms on the left, a scalar, is re- 
placed by its transpose, the same scalar. Then we get 
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Loe (ABV on Le dB 
Tr = 3 iB (2) Lis + 71B 7p Lae (7.41) 


Since the operations of differentiation and transposition commute, (dB/d0)" = 
dB"/d6, and the two products are equal. Thus taking twice the second (right-hand) 
term, we get 

-1 


dB 
Te = iB -y Le (1.42) 


Finally, using (7.37) and Ag = Lgig, we get 


0 00: 
0 01 : 0 
ee Oe 
es aac J As 
0 i 0 
0 
M 
See er E eee 
= [ip, ia, by ip, ip, ig] o = igh — ighg (7.43) 
0 
0 


which is a very compact expression for the torque. Using (7.30) to relate flux link- 
ages to currents, we may obtain an expression entirely in terms of currents. Note 
that A, is related toi, and ig, while A, depends on i4, ip, and ip. Note that i, does not 
enter into the torque equation at all. 

Substituting (7.43) in (7.3), we get a mechanical equation 


J6+ DO + ida - ig, = Ty ; (7.44) 


in addition to the electrical equation (7.38). Note that both equatjons are in terms of 
the Park variables, 


7.6 CIRCUIT MODEL 


A close examination of Lz, (7.30), which relates Ap to ig, reveals a useful property. 
Ay depends only on ip; Ay, Ap, and Ap depend only on i,, ip, and ip; A, and Ag depend 
only oni, and ig. The decoupling of the direct-axis and quadrature-axis circuits may 
be understood by noting the orientations of the physical and/or fictitious coils. 

We can take advantage of this decoupling by grouping the scalar equations that 
make up the components of vector equation (7.38). The groupings are into zero- 
sequence, direct-axis, and quadrature-axis equations as follows: 
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Zero sequence: 


dào 
-ri - — 7.45 
Vp Tg dt ( ) 
Direct axis: . 
dh, 
v = ria = O= 
: F 
i + — 
Up = Fplp at (7.46) 
pe 0 
Vn = — = 
D = Tplp dt 
Quadrature axis: 
; dh, 
VU, = SH, + BA, (ae 
dh 
ty = Mol + FP = 0 (7.47) 


Note that except for the 6A, and @A, terms, the three groups of equations are com- 
pletely decoupled. - 

We also have the completely decoupled equations relating flux linkages to cur- 
rents as follows: 


Zero sequence: 
Ag = Laio (7.48) 
Direct axis: 


Mi L, kMe kMplli 
ÀF = kMr Lr Mp Ip k (7.49) 


Ap| |kMp Mp Ly |! ip 
Quadrature axis: 


A iy L, kM, 7 
H -| Mo Meh] a 


Since the matrix (7.30) is symmetric, we can find a circuit model for the preceding 
equations, and this is shown in Figure 7.3. 

By writing KVL for each circuit, the preceding circuit mode! may be checked. 
The advantage of a circuit diagram is that we can use our experience with other 
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r ig 


Ly Up Zero sequence 


Direct axis 


Quadrature axis 


Figure 7.3 Equivalent-circuit madel. 
a 


circuits to understand, at least qualitatively, the behavior of the circuit. For example, 
the time constants of the “damper” circuits (in which ip and ig flow) are very low, 
even taking the coupling into account. In this case, in many transients, ip and ig decay 
very rapidly to zero, and, except for a very short initial interval in the transient, we 
expect little error if we neglect ip and ig (i.e., set them equal to zero). This discus- 
sion will be clearer in the context of specific applications. 

We should note that a normalization of rotor-based quantities is possible (an 
extension of the per unit system) such that simpler equivalent circuits are obtained 
for the direct-axis and quadrature-axis circuits. This is analogous to the elimina- 


tion of the ideal transformers in the transformer per phase equivalent circuits in 
Chapter 5. 
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7.7 INSTANTANEOUS POWER OUTPUT 

Before going to some applications, we consider an additional useful result. We cal- 

culate the instantaneous three-phase power output of the generator in terms of 0dq 


variables. We start with 


Pg = 1qUq + dy + EV, 


T PpeVabe v2) 
where we are using the notation introduced in (7.17). Thus, using P” = P~}, 
P(t) = (Pog) Pou 
= >f 
= ioa PP Youg (152) 


wT 
= Iodq¥odg 
= Ipdp + iUa + igt 


The important result is that we can calculate instantaneous three-phase power using 
Odq variables, without converting back to abc variables. 


7.8 APPLICATIONS 


We next turn to three applications that illustrate the use of the Park transformation 
and equations. The general procedure follows: 


General procedure 


1. The problem as usually stated includes references to abc (stator) voltage and/or 
current variables. We transform these variables to Odq variables using (7.17) 
and/or (7.18). 

2. The problem is then solved using the mechanical equation (7.44) and/or the 
electrical equation (7.38) together with (7.30). Frequently, it is simpler to use 
the electrical equations (7.45) to (7.47) instead, together with (7.48) to (7.50). 
Note: If § = constant, the equations are linear and time invariant and may be 
solved conveniently using the Laplace transform. 

3. We can then transform back to abc variables using the inverse Park transfor- 
mation (7.20). 


The reader may recognize the parallel between these steps and those in any 
transformation technique. We now consider the first of our three applications, 
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RR 


Example 7.3 Application 1: Voltage Buildup 


We are given the system schematic shown in Figure 7.3. Assume 
1. The generator is rotating at synchronous speed with 
T 
ae Gor tâ ô = constant 


2. The stator is open circuited (i.e, i, = i, = i, = 0). 
3. The initial field current i-(0) = 0. 
4, Att = 0, a step function of constant voltage v% is applied, 


Ref, 


Figure E7.3 


Neglect the damper circuits (i.e., set ip = ig = 0) and derive an expression for the 
open-circuit terminal voltages v, v,, and v, fort = 0. 
Note the following: 


1. The assumptions imply that the generator is initially at “rest” electrically (i.e, 
in equilibrium), with all currents, fluxes, and voltages equal to zero. We wish 
to see how the generator terminal voltages come to life upon application of 
the field voltage. 


2, Inclusion of the 77/2 in the expression for 8 seems awkward at first but leads 
to simpler expressions for voltage in terms of ô Henceferth, we will rou- 
tinely include the 7/2. 

3. We expect the errors caused by neglecting the damper circuits to be confined 
to a very short initial interval. 


Solution From (7.17) ig. = 0 implies that ij, = 0. Since we are neglecting the 
damper circuits, ip = ig = 0. Thus the only nonzero current is ip, From (7.48) to 
(7.50), we find that 


Ay = 
Ag = kMgig 
Àr = Lyip 
A= 
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| s 


ince we are neglecting the damper circuits, we do not need to calculate Ap and Ag. 
Using (7.45) to (7.50), we get, for t = 0, 


di 
0 š F 
Up = trip + Lp — 
ETTER er 

Ug = woda = Wok Mei 


Solving the third equation with i-(0) = 0, we get 


rf : 
i-(t) = z (1 = el at) t20 
F 


With no armature reaction (isẹ: = 0) this is exactly what we expect! Using this result 
in the fourth equation, we get 


; AM pvt 
vt) = FUF 


fr 


and from the second equation, we get 
F 
Going back to abc variables, Vase = P~ 'Yoag; thus, using (7.20), 


v(t) = He Up + v4 cos 6 + v, sin o) 


k\V 


Mev j T 
= E trib cos ot + = + 8 
L; 7 
oMr? , T 
+ ZEE q = eLan sin (oy ++ s) 
fr 2 


From (7.20) we can see that the only change required for the calculation of v, and v, 
is the appropriate shift in argument of the sine and cosine by 27/3. In fact, v(t) and 
v,{t) are identical to v,(t) except for a phase shift of -120° and —240°, respectively. 

As a practical matter, wl, >> rp, so that very early in the transient the second 
term dominates. Then 


aly? 
m EF (1 = etla) cos (wyt + 8) 


Valt 
Ones 
Thus the “envelope” of voltage “builds up” to its steady-state value with the buildup 
having a time constant T AL f/tp. Tqis called the (direct-axis) transient open-cir- 
cuit time constant. Open circuit here refers to the stator circuit. The value of T} is 
typically in the range 2 to 9 sec, 


ce 
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oe 
In the steady state we get the (open-circuit) voltage 


M 0 
(i) = T 


cos (wt + 5) = V2 |E,| cos (wt + 8) 
TF 
which matches the result found earlier in (6.6). We note that the open-circuit voltage 
magnitude is |E,! = w)M;v}/ v2 rp, a result we will be using in the next example. Fi- 
nally, we note that the phase of the (steady-state) open-circuit voltage is ô; the reason 
we chose to include the 7/2 in 8 = wot + 1/2 + ô was to obtain this simple result. 
a E 


Example 7.4 Application 2: Symmetrical Short Circuit 


Suppose that in Application 1, after the voltage has reached its steady-state value, we 
have a “solid” three-phase short circuit or “fault” at the stator terminals of the ma- 
chine. This is the simplest case of a short circuit we can consider. It is important to 
determine the short-circuit current in order to pick circuit breakers and relay settings 
to protect the generator. We note that initially these currents can be as much as 10 
times the steady-state short-circuit currents! An introduction to the subject of gener- 
ator protection, the location of circuit breakers and relays, is considered in Chapter 13. 

Since this application yields results of great practical interest, we will consider 
it in more detail than necessary simply to illustrate the use of Park’s transformations. 
Consider the system shown in Figure E7.4(a), Assume that 


1. Generator is open circuited for t < 0 and short circuited for t = 0. 

2. 6 = wot + (1/2) + ô, ô = constant, 

3. vp = vp = constant. ip is in the Steady state att = 0 [i.e., i-(0) = of/rg]. 
4, The effect of damper windings is neglected, 


Figure E7.4(a) 


Find i,,i,,i,, and ip for t = 0, concentrating on the behavior at the beginning of 
the transient. 


Note: At the beginning of our analysis we will include the damper circuits. We will 
drop them later, 


Sec. 7.8 Applications 239 


Solution. We make the following observations. 
L. Fort < O, ing = O= iggy = 0. 


2. Fort = 0, Vase = 0 = Vou = 0. 


From what we know about inductive circuits with (finite) voltage sources, the cur- 
Tents will not change instantaneously. Thus, we may assume for the circuit established 
att = 0, 


3. iaq(0) = 0. 


Fort = 0 we have the short circuit, so from the preceding observations and (7.45) to (7.47), 


di 
0= -rh - LT zero sequence 
: dh, 
Q= Thy pA, = H 
dÀ ; 
UF = rrip + = direct axis 
dh 
0= pip + P 
dh 


q 
0 = -ri, + wg - — 
q o^d dt 


quadrature axis 
, ag 
0 = roio + is 

The zero-sequence equation describes an RL circuit without a source and with 
a zero initial condition. Thus i(t) = 0 and need not be considered further. 

In the remaining equations we may express flux linkages in terms of currents; we 
get five linear constant coefficient differential equations in the current variables 
iaip, İp, ig, and ig. In principle the solution is straightforward but requires numeri- 
cal data. Later we will simplify by neglecting the damper circuits. First, however, let 
us digress to obtain the steady-state solution. 


Steady-State Solution. The only source is the constant voltage, v%, and with resistance, 
all variables tend to constant values in the steady state. Thus da,/dt 0, files 
dAg/dt +0, and then, from the equations, it may be seen that ip 0, ig > 0, and 
ip->v}/rp. We get the following steady-state relations: 

rig + olai, = 0 

kMyv' 
F r) =0 

TF 


ti, — wl ta + 


The second of these equations may be simplified by noting that the prefault open- 
circuit voltage magnitude (at t = 0) is IE,(0)! = w)M,v%/V2 rp; this was shown at the 
end of Application 1. Then we can write 
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faa, i- [S] ven. 


Solving for i and i, and using P~', we get the steady state i,(t). 
VIE (OT m T 
i,{t) = P+ allyl, rsin (oy + 7 + i = @pL, COS (oy + 7 + i 
We get the same result by using the two-reaction model of Chapter 6. Finally, ne- 
glecting z we get the simple result, 


ilt) = BAU cos (oy tig i 2 veo) 
Md 9 


sin (wot + ô) 


This matches the result obtained in Example 6.7. 
We return now to a consideration of the transient. 


Solution for Transient. To avoid the necessity of using numerical data, we will sim- 
plify the system of differential equations by neglecting the damper circuits. In this case 
we assume that ip = ig = 0 and eliminate two differential equations. We note that 
neglecting the damper circuit is equivalent to ignoring the very first part of the tran- 
sient (one or two cycles in duration). We are then left with three linear constant co- 
efficient differential equations. Using (7.49) and (7.50), we can express the flux 
linkages directly in terms of currents. Changing sign where convenient, 
we get 


di di 
0 = rig + wpL,i, + Ly + kMp 

di di 
of = rrip + kM + Le (1.53) 


di 
0 = ri, — woLgig — ogkMpip + Ly 
The most convenient way to get a solution (in closed form) is to use the Laplace trans- 
form. We remind the reader that the Laplace transform of dx/Mt is sX (s) - x(0°), 
where X(s) is the Laplace transform of x(t). We use this result in (7.53), noting the ini- 
tial conditions, i,(0) = i,(0") = O and i,(0-) = i = v}/rp. Introducing matrix nota- 


tion, we get 
EE sLi skMr wola iy kM; 
skMr TF + SLp 0 i ip = Lr + rrjs it (7.54) 
ola —aykM; r+ sL; i, 0 


Here we are using the notation % for the Laplace transform of x(t) to save the nota- 
tion J, and J, for a different use. 


Now we can solve for f,,f,,and i, using Cramer’s rule. For example, in the case 
of îj,we get 


ee ei ee a a a 
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kMr skMr oLa 


TF 
Fi + Le tr + sLr 0 
0 —wykMe r+ sL, ; 


i= Up 
A(s) 


where the characteristic polynomial A(s) is the determinant of the matrix in (7.54). 

The location of the zeros of A(s) are important in specifying the transient be- 
havior of i4, ip, and i,. By a routine but tedious calculation, we get a characteristic 
polynomial in the form 


A(s) = as? + bs? +es+d 
where 


a = LiLeL, 
b = (Li + La)Ler + Lahr 
c = whLiLpl, + Ler + (Ly + Larr 


d= (wpLgLg + r\re 


and L Ê Ly — (kMz)'/Lp. Lis called the direct-axis transient inductance; its phys- 
ical significance will be discussed later. Ly can be shown to be always positive. A typ- 
ical value is Ly = 0.2L. Thus, all the coefficients of the characteristic polynomial 
A(s) are positive, : 

In fact, we can show more. We can show that all the zeros of A(s) lie in the open 
left half-plane. The reader who knows the Routh-Hurwitz test can easily verify that 
result, In practice because the resistance values r and r, are relatively small, the zeros 
of A(s) are not very different from the values found by setting them equal to zero. In 
this case we get the very simple result 


A(s) = LiLeL,s(s* + o) 


and thus the zeros of A(s) are on the jw axis at s, = 0,5, = jop ands = ~ ja). The 
effect of including the resistance is to move the zeros of A(s) slightly into the left 
half-plane. 

As an approximation we will assume that z = rp = 0. This will not significant- 
ly affect behavior for the first few cycles. The main effect is to eliminate damping in 
the solution of the differential equation; later we will reintroduce the damping (in a 
qualitative way) to explain the transition to the steady-state condition. 

Now we return to the solution for f. Evaluating the numerator determinant 
(with r = re = 0), we get ~wgkMrL-L,. Thus 


kKMzip o 


Li, s(s* + ob) 


a 


t 
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Now, after partial fraction expansion, we can write 
o <4 s 
(SH) s Sto 


Taking inverse Laplace transforms, 


kM;il 
idt) = oe 


Li (cos wt — 1) 


Defining X4 = wLa, called the direct axis transient reactance, and using quantities 
previously defined [i.e., V21E,(0)l = @)M;02/rp = oMi% and k = V 3/2], we get 
i,(t) in the simplest terms. 


: V3 IE, (0)I 
i(t) = x (cos wt ~ 1) 
where |£,(0)I is the prefault open-circuit voltage we calculated in Application 1. 
Returning to (7.54), by similar calculations the reader may verify the follow- 
ing results: 
way _ V3 E (0) 
tl t) = Ep Wt 


it) = i paa i - coset] 


a 
| [Fos coson | 
Xi (X is 


While i, and i, are intermediate results (we still need to calculate iṣẹ}, the calculation 
of the (approximate) ip is complete and we can discuss the result. Because X,/X' is 
large, typically in the range 4 to 8, we get a large average (dc) component and a large 
sinusoidal component. This is shown in Figure E7.4(b) on the left. 


ip(?) Theoretical ip(t) Experimental 
(neglecting resistance) 


Figure E7.4(b) Field current during transient. 
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rc 


Figure E7.4(b) on the right indicates an experimentally determined field tran- 
sient. From this we can infer the effect of including resistance in the model; we ob- 
serve the damping and the return of i,(t) to the steady-state value i}. Note that ip is 
far from constant during this transient, with or without resistance. Note also that 
for the initial part of the transient (say the first cycle) the effect of neglecting resis- 
tance does not lead to serious errors; the two waveforms in Figure E7.4(b) are rea- 
sonably close. 

Now we use the inverse Park transformation to find i,, ip, and i. 


. — pls: 
nye = P Ihdq 


Then, noting that i,(t) = 0, we get 


i(t) = £ | cos (w + ; + je (cos wot - 1) 


V31E, (0) 
) =y ee 


‘ T 
+ sinj ogy + — + 6 
2 q 


Using trigonometric identities for the various products, we separate the terms of fre- 
quency 0, w and 2w. 


i(t) = ao 2 (0) cos( wt + T s) 
d 


AARM Fos(uas +8) seos(-£-a)] 


ee [Feos( Za) 5 os(2oy + Z +8) 


=z EAA sin (ot + 8) (1.55a) 
Xa 
EO 17. 
-E lt : A sin (155b) 
EOJ 1]. 
B EB - A n (2wgt + 8) (7.55¢) 


The first term, (7.55a), is the fundamental or 60-Hz component. The second term, 
(7.55b), is the de or offset or unidirectional component. The third term, (7.55c), is the 
second harmonic or 120-Hz component. It should be recalled that tn the derivation 
of these results, resistance was neglected. Thus, these results are only valid during the 
initial portion of the transient before the damping due to resistance has had a signifi- 
cant effect. 

The reader should check that i, and i, can be found from (7.55) by replacing ô 
by ô - 27/3 and ô + 27/3, respectively. We note that while the change in 6 only 
changes the phase of the w and 2w, terms in (7.55a) and (7.55c), it changes the mag- 
nitude of the unidirectional term in (7.55b). 
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This completes the solution of Application 2. We now make some additional obser- 
vations about the solutions just obtained. 


L. 


nr 


we 


We previously digressed to calculate the steady-state short-circuit current ne- 
glecting resistance. The result was 
V21E, (0)! 
i(t) = ee) sin (wot + ô) 
Xa 

Now we note from (7.55a) that the initial behavior of the 60-Hz component is 
given by the foregoing with X, replaced by X}. When (small) resistance is in- 
cluded in the analysis, we get a smooth transition from the initial to the steady- 
state behavior. The approximate transient is given by 


e A eee 

i(t) = VZ IE, (0) p + (4 2) e 
where i, designates the 60-Hz component. The time constant describing the 
transition is T}, called the direct-axis transient short-circuit time constant, with 
numerical values of 0.5 to 3 sec for large machines. 
When the resistance is included, the unidirectional term in (7.55b) is no longer 
constant but decays rapidly (exponentially) to zero (8 to 10 cycles). Similarly, 
the phase b and phase c terms decay exponentially. Fast-acting circuit break- 
ers can operate in 1 to 2 cycles and thus must “interrupt” currents that include 
these unidirectional components. 


sin (wot + ô) 


. To compare the initial values of these unidirectional components for the dif- 


ferent phases, we may use Figure 7.4. We draw three “phasors” of magnitude 
[LE,(O)l/ V24(1/X a + 1/X,) and phase angles 6, ô — 120°, and ô — 240°, cor- 


v 
Unidirectional 
a 
phase ¢ 
component | aoe t a 
pe—— Unidirectional 
phase a 
component 


Unidirectional — 
phase b 
component 


b 


Figure 7.4 Unidirectional components. 
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responding to the unidirectional components of phases a, b, and c, respective- 
ly. Then we take the negative of the vertical components of these “phasors” as 
shown in Figure 7.4. Thus, for this particular 6, the biggest unidirectional com- 
ponent (it is positive) occurs in phase b. 

In the derivation we have assumed that the short circuit occurs at t = 0, 
Physically, applying the short circuit at f = 0 is equivalent to applying the short 
circuit when the rotor angle 0 = (1/2) + 6. Thus from Figure 7.4 we can esti- 
mate that the short occurred when the rotor direct axis was at an angle of about 
110°. Using this point of view, one can determine the effect of a short circuit oc- 
curring at different times. For example, if @ = 90° when the short occurs 
(5 = 0), the unidirectional component ini, is zero, If = 0° or 180° (maximum 
flux linkages of coil aa’) when the short occurs, the phase a unidirectional com- 
ponent has a maximum magnitude. 


. The 120-Hz term (7.55c) also decays to zero when resistance is included. When 


this relatively small term is added to the 60-Hz term in (7.55a), we get the non- 
sinusoidal wave shape observable in practice. The effect, however, is considered 
insignificant and the 120-Hz component is usually ignored when calculating 
short-circuit currents. 

Suppose that a short occurs for 8 = 0 (i.e, when ô = 90°). Then the phase a uni- 
directional component is zero, the phase b component is positive, and the phase 
c component (equal in magnitude) is negative. Each of the three components 
decays rapidly to zero. A crude sketch of the three-phase currents including the 
unidirectional offsets is shown in Figure 7.5. 

If the damper windings are included in the analysis, we get a larger 60-Hz 
component during the first few cycles. Thus we get, approximately, for the 60- 
Hz component. 


i" = VZ IEO) 


i + (+ 2 zen + (Z - + em sin (wt + ô) 
Xi Xi Xia Xi d 


X; is called the direct-axis subtransient reactance with a typical value 
X; = 0.1X; (for large turbine generators). Tj is called the direct-axis subtran- 
sient short-circuit time constant with a typical value of less than 0.035 sec (two 
cycles). By comparison, T4 is typically in the order of 1 sec. Within the brack- 
ets, from right to left, we find terms identified with the subtransient component 
(with time constant T4), the transient component (with T4), and the steady- 
state component. It is instructive to sketch the envelope of this waveform as in 
Figure 7.6, Because T} << T4, the transient and subtransient components show 
up as distinct components and are easily identified. 


Before continuing with another application, it may be of interest to try to un- 


derstand physically why the initial 60-Hz short-circuit currents are so much bigger than 
the steady-state values. A highly simplified answer follows. For simplicity we will 
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i(t) 


i(t) 


i(t) 


Figure 7.5 Short-circuit currents. 


neglect the effect of the damper winding circuits, and also assume that the small re- 
sistances r and rp are negligible. ¥ 

In the steady state, before the short circuit occurs, there is a constant field cur- 
rent i and corresponding constant flux linkages A% = Lpi% of the field winding. The 
stator currents are zero and do not contribute to the field flux linkages. This is no 
longer true once stator currents begin to flow during the short circuit. The short- 
circuit currents lag the internal voltages by 90°; thus, as was shown in Chapter 6, they 
tend to set up a demagnetizing armature reaction flux in the field winding, which op- 
poses the flux due to the field current. Equivalently, in the notation of this chapter, 
iz is negative. Thus A now has two components, one due to i; and the other due to 
the stator currents. 

Now with rp = 0 we get a remarkable result: No matter what the variation of 
ip and the stator currents, Àp remains constant. For example, in Application 2 just 
concluded, although i(t) and i,(t) were each highly variable [see i; in Figure 
E7.4(b)], a calculation of A,{t) shows it to be constant! We note that the constancy 
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Figure 7.6 Short-circuit current components. 


of Ar follows from a particular application of the so-called principle of conservation 
of flux linkages. 

With A, constant, and in the face of the demagnetizing component due to the 
stator currents, i, must increase. In fact, in Figure E7.4(b) we did observe an increase 
(on average) of ip during the transient. This increase in i; may be viewed as the rea- 
son for the larger short-circuit current. 

Suppose that rp is not equal to zero but is small in value. Then A; changes slow- 
ly from its initial value. For an initial interval we can assume that it is almost constant. 

We can carry the consequences of constant (or almost constant) A; a step fur- 
ther. Neglecting damper windings, we can use (7.49) to relate Ay, Ag, iq, and ip more 
succinctly, by using the “hybrid” form. Picking i, and A, as independent variables, we 
solve for Ay and i and after carrying out simple algebra, we get 


À Ly  kMefLe || ig 
Teri a „Ug 


where L} = L4 — (kM,)’/Le is the previously defined direct-axis transient reac- 
tance. With Ap constant, we get dA,/dt = Lydi,/dt [i.e., L4 (rather than L4) appears 
to be the appropriate inductance parameter when there is a constraint: 
Ap = constant]. This may help explain the frequent occurrence of L in the short- 
circuit derivations. 

Although we will not pursue this development in detail, it is interesting to con- 
sider the extension of these results to the case where the damping circuits are in- 
cluded in the analysis. Once again assuming field and damper resistances negligible 
and using the principle of conservation of flux linkages, we find Ap, Ap, and Ag 
all constant. Consider the implications with respect to the direct-axis equations. 
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Writing hybrid equations in the form (7.56), instead of (7.49), we find Ay, ip, and ip 
in terms of i, Ap, and Ap. We find, after simple matrix algebra, that 


Àa = Lika + VAR + YoAp (7.57) 


where Lj = La — k(MLp + LpMh — 2MpMgM;)/(LpL.p - M3) and y; and y 
are ae We mentioned X4 = wol.j earlier in Note 6 following Application 2. 
Since only i, is variable on the right side of the equation, L! is the appropriate 
inductance parameter describing the initial interval of the short circuit. We note that 
taking the constancy of Ag into account, there is also a new L; to be introduced. Of 
course, with resistance in the damper circuit, Ap and Ag can be assumed to be constant 
in only a very short interval. In fact, they quickly decay from their initial values, and 
there is a smooth transition to a transient dominated by the effects of field flux decay. 


eee 
Exercise 3. Verify the expression for L4 by writing (7.49) in the suggested hybrid 
form and doing the matrix algebra. Hint: Partition (7.49) with A, and i, as 1-vector 


partitions and solve for A, in terms of iy and Ay = [Ap, Ap]’. 
ee 


We turn now to a somewhat different application. In the two applications con- 
sidered so far, we have assumed synchronous operation (i.e., a rotor angle 6 that in- 


creases at a uniform rate wọ). We next wish to consider what happens when the 
rotation rate is not necessarily wyg. 


Example 7.5 Application 3: Nonsynchronous Operation 


Suppose that we connect a generator to an infinite bus that i a ae a set of positive- 
sequence (balanced) terminal voltages with v,(t) = V2IVI cos (wot + /V). The rota- 
tion of the generator rotor is described by 0 = wt + (7/2) + ô. Ingeneral, w, # wp. 


In fact, w, may even be negative, in which case the rotor is turning clockwise instead 
of counterclockwise! Find v), vz, and Ug. 1] 


Solution Using the Park transformation as specified by (7.16), 
cos y 


1 1 1 
% viva vi _ on 
v, | = a cos® Tcosé Fcosg|| “8 (i 3 


v sind Tsino Fsing 4r 
cos ( Ga *) 


where y ê wt + /V. Thus we have 


% = 0 


2V1 _ 7 
Me cost cos y + T cos 9 cos( * 57) Pescas =“) 
[a i oe a 
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-2 [žo os (8 - 4) + E cos (0 +4) 
1 1 8+- =) 
+ 7 ee -y)t 3 ore 
6+ y-4 
+ ; cos (8 — p) + [T] 


= V3 IVI cos (8 - 4) = V3 IVI cos (uh ~ 8) 


Substituting for y and 0, we get 


= Vivio (a - oye + 2-8) 


(7.58) 
= V3 IVI sin [(a ~ ot + /V - 8] 
By a similar development, we get 
vy, = -Visa (oy ay # WE ~0 (1.59) 


= V3IVI cos [(w = wt + {V ~ ô] 


This completes the application. We would now like to discuss the result briefly. 


1. We invite the reader to check the derivation of (7.58) and (7.59) without as- 
suming that |V|, /V, and ô are constant. The reader will find that (7.58) and 
(7.59) hold even if |V|, /V, and ô are time varying. We still require the positive- 
sequence relation between the voltages in phases a, b, and c (i.e., whatever the 
voltage variation in phase a, that in phases b and c must be identical except for 
lags of 120° and 240°, respectively). We will still use the term positive sequence 
to describe this condition. 

2. The result in (7.58) and (7.59) applies equally well to the calculation of i, and 
i, or Ay and A, with obvious substitutions in the formulas. 


3. Returning to the case of constant V, and ô, notice the interesting fact that we get 
sinusoids of frequency wọ — w, We claim that from a physical point of view it 
makes sense. We may see this more clearly by considering current instead of 
voltage. Replacing voltage sources by current sources, we get currents ly and i, 
of frequency wy — w. This is the frequency of the currents in the fictitious coils 
on the rotor that generate the armature reaction flux in the air gap. Since the 
sinusoidal currents in the fictitious coils are appropriately shifted in space and 
time (90° in each case), they set up a rotating flux in the air gap. Relative to the 
rotor, this rotating field has an angular velocity wg — «,, but since the rotor an- 
gular velocity is œ, the rotating flux in the air gap (relative to a stationary ref- 
erence frame) is (wg — w,) + @, = w, which checks (i.e., it is the frequency of 
the current sources). 
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4, Note that at synchronous speed (w, = wp) vy and v (or i, and i) are at zero 
frequency (dc). At standstill (w; = 0) the frequency of v; and v 18 wọ. For 
those familiar with induction motor operation, it is helpful to note that the fre- 
quency of va and v, is the slip frequency. 


We note the possibility of calculating the quasi-steady-state torque of a syn- 
chronous motor during startup (i.e., during the time the motor is being brought 
up to speed). We will not attempt the calculation since it is lengthy and not 
central to our subject. In principle, however, we may proceed as follows. Sup- 
pose that the motor is turning at an angular velocity œ. Then v, and v are si- 
nusoids of frequency w — w; and may be represented by phasors, for 
quasi-steady-state analysis. Using our synchronous machine model (7.45) to 
(7.50), we can then solve for the currents and flux linkages using impedances 
(calculated for the frequency wy — w,). The average steady-state torque may 
then be calculated using (7.43). The analysis is simplified if we assume that the 
field circuit is open circuited (ip = 0) during startup. It is necessary, however, 
to retain the damper circuits in the analysis. 


un 
` 


This completes the discussion of Application 3. We conclude this section by 
suggesting that the three applications just considered demonstrate the great power 
and flexibility of the synchronous machine model presented in (7.45) to (7.50). 
Adding the physical insight we get from the simpler but more restricted model of 
Chapter 6, we can develop a good grasp of synchronous machine behavior. 


‘7.9 SYNCHRONOUS OPERATION 


The results of Application 3 can be used to obtain a very nice result of use in the ex- 


tremely important case of synchronous operation. Suppose that the generator ter- ` 


minal voltages are a set of positive-sequence voltages with 
u(t) = VZIVI cos (w + /V) @ 


and the generator rotor is turning at synchronous speed [i.e 8 = wot + (7/2) + ô]. 
For now we will assume that IV, /V,and ô are constants. Since w = wp, (7.58) and 
(7.59) in Application 3 reduce to 
u= V3 IVi cos (/V - 8) 
v = V3 IVI sin (/V ~ ô) 
Note that v; and v, are now constants (dc). We next consider a simple relation between 
the phasor V, the angle ô, and v; and v,. Consider the following complex quantity. 
u + jr = V31VI[cos (/V - 8) + j sin(/V - ô)] 
= V3 IV] e£- 
= V3 Ve 
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Figure 7.7 Geometry of 
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where V, = |Vie/ is the (complex) voltage phasor. Rearranging, we get 


v Va 7 
jelig 2) j 
i ($ Nal 
Let V, 2 v V3 and V, È v,/ V3; then 
v, = (V, + Vaje” (7.60) 


Note that V, and V; are purely real. Equation (7.60) gives the simple connection 
between V,, ô, and V, and V,. Suppose that we are given V, and ô. By an algebra- 
ic or geometric calculation, we then find V, and V,. Finally, we find v, and v by the 
formulas v, = V3V, and v, = V3V;. Consider how very much simpler this is than 
using the Park transformation, (7.16), to find these same quantities. We caution 
the reader, however, that (7.60) applies only to synchronous (positive-sequence) 
operation. 

In solving (7.60) geometrically, we can use Figure 7.7. The figure is drawn for 
V, and V; positive. It is useful to think of e” and je” as unit vectors of a new coor- 
dinate system at an angle 6 with respect to the real axis and imaginary axis; we label 
the new axes q axis and d axis. Thus, the task of finding V, and V, is simply that of 
resolving V, into components with respect to the new coordinate system. 


Example 7.6 


Find v, and v; corresponding to synchronous operation with V, = v2/15° and 
6 = 30°. 


Solution In the complex plane we sketch V, = vV2/15° and the new coordinate 
frame (the q axis and d axis) at an angle of 30°. From the sketch V, is at an angle of 
75° — 30° = 45° with respect to the q axis. Then resolving into components we get 
V, = Vy =1. Then v; = v = V3. We can also solve the problem algebraically 
using (7.60). 
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Example 7.7 
For synchronous operation, ô = 90°, v, = V3, and v; = -V3. Find Vi. 
Solution First we find V, = 1 and V; = —1. Using (7.60), we find that 
= (1 ~ jie"? = v2 /45° | 


We can also solve the problem geometrically using Figure 7.7. 


Note: What has been done for V, holds as well for J, or A,. 
a a ee 


Example 7.8 


Synchronous operation again. ô= 0° and J, = - j1. Find i, and į. 


Solution 5 = 0°, so the “new” and “old” coordinate systems are aligned. I, = and 
1, = -1. Then i = 0 andi, = -V3. 


PE E E A E E E EEA 
Example 7.9 


A synchronous machine is in steady-state operation. The rotor angle 6(t) = wyt + 1/3. 
v(t) = 2.100 cos (wpt + 77/6) volts and i(t) = -V2 100 cos wt amperes. Find 
los tds tgs Up, Ya, Vg, and p3a(t). Is the machine a generator or a motor? 


Solution (1) = wt + 7/2 + 6 = wot + 7/3 implies that ô = -1/6 = ~30°. Un- 
less stated to the contrary, we assume synchronous operation. Thus the voltages and 
currents are in positive-sequence sets with V, = 100/30° and I, = —100. Since 
Ôm = ô — /V, = —30° -30° = —60° is negative, we have a motor. Since the currents 
and voltages are in balanced sets, iy = v = 0. We next resolve V, and J, into com- 
ponents along the q axis and d axis, as in Figure 7.7. This is shown in Figure E7.9. 
We find V, = 50, Va = 866, I = —86.6, and 1, = —50. Then 0A = V3 x 50= 
86.6, vy = 150, i, 150, and i, = -86.6. The units are volts and amperes. 
We can calculate Pig (t) using (7.52): 


Plt) = igt + ivg + iy 
= 0 + (~86.6)(15) + (~—150)(86.6) = -25,981 W 


which checks that the synchronous machine is a motor. 
Alternatively, we can calculate p;4(t) using V, and I, We get 


Prt) = 3P = 3 [ValL] cos ġ 
= 3X 100 X 100 x cos (30° ~ 180°) 
= ~25,981 W 


which checks. 
a Se ee ee ee a 


Sec. 7.9 Synchronous Operation 253 


q axis 


Figure E7.9 


While sketches give the most insight into the relations between the phasors, 6, 
and direct and quadrature components, it is frequently more convenient in cal- 
culations to use algebra relating real numbers. Thus we note, taking V, as an exam- 
ple, that V,=ReV,+ jImV,. Then, using (7.60), V,=ReV,+ jImV,= 
(V, + jV,)(cos 6 + j sinô). Thus, equating real parts and equating imaginary parts, 


we get 


Re V,|_|cos6é ~sind || V, 
Im V,} [sinô cosdi | VY 
Also, taking the inverse, 


V,{_| cosd sind] |Re V, 
Vi -sinô cosd||Im_ V, 


We note that the terminology machine reference frame for the d-q axes, and the 
network, common, or system reference frame for the real and imaginary axes, is fre- 
quently used in the literature. The two reference frames and the relationship be- 
tween components in the two reference frames are shown in Figure 7.8. We note 
again that a given phasor V, distributes itself into very different components V, and 
V4, depending on the angle 6 of the machine reference frame. 

We note that the relationships we have derived also apply to the case where V, 
and 6 are (slowly varying) functions of time. In this case (7.60) and Figure 7.8 describe 
a dynamic situation in which ô and/or V, can vary. In general, then, V; and V, will also 


be varying. 
Finally, let us consider the case of m machines connected by a transmission sys- 
tem. In this case there are m internal voltages with angles 6,,5,, . . . ,6,, to consider; 


until now we have considered only a single angle 6. To help fix is we will very 
briefly consider the solution of the Park equations in the m-machine case. As in 
Chapter 10, we assume n buses linked by a transmission system. To simplify, assume 
that there are no loads at generator buses. The system interconnection is then given 
by the mixed circuit/block diagram shown in Figure 7.9. 
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Imaginary 
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Figure 7.8 V, resolved into 
components in machine refer- 

Real axis ence frame and common 
reference frame. 


We assume positive-sequence voltages and currents with the amplitude and 
phase of J; and V; changing slowly enough to use quasi-steady-state analysis. In this 
case we can use the relation Iyus = Yiu, Vays, Where Yi. is a constant matrix relating 
the slowly varying Ius and Vyu. 

For each generator model we can use (7.44) to (7.50), which involve the Park 
voltages and currents. These variables after scaling by the factor V3 give the 
Vais Voir lai and Iy. These variables, in machine or d-q reference frames, must be 
converted into a common reference frame by axis transformations. After axis trans- 
formations we get the phasors J; and V,. This collection of voltage and current pha- 
sors must satisfy the constraint I... = Yiu, Veus. We will not be able to pursue the 


interesting problem of the numerical integration of the equations beyond these 
“setup” considerations. 


Ty, (ai, In) h l 


+ 


Generator (V1, Vn) Axis 
model gt) dE transformation Zom-+1 
Up) - 
Zon 
Generators Axis Transmission Loads 
transformations system 


Figure 7.9 m Machine interconnection, 
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We return now to the case of a single machine and consider the Park equations 
for steady-state analysis. We show that we get the same model as in Chapter 6. 


7.10 STEADY-STATE MODEL 


Assume synchronous, positive-sequence, steady-state operation. In that case, vo = 0 
and, as we have seen in Section 7.9, v, and v, are constants. With vp also constant, 
all the left sides of (7.45) to (7.47) are constants. Then in the steady state all the cur- 
rents and flux linkages are constants. In particular, i) = 0 and the rotor damper cur- 
rents ip = ig = 0. We note also that 0 = wp. Then (7.45) to (7.50) reduce to 


Ug = Tig — WA, (7.61) 

v, = Tig + oha (7.62) 

Up = frip (7.63) 
where 

Ag = Laig + KMpip (7.64) 

Ap = kMria + Leip (7.65) 

Aq = Liig (7.66) 


We want to show that the first two equations (7.61) and (7.62) are equivalent to the 
generator model in Chapter 6. Using (7.64) and (7.66) to replace hg and ve (7.61) 
and (7,62) and using the definitions v = V3 Vj, v, = v3 Via = V3 Iu, and 
i, = V3 I, we can form the following single complex equation: 


: 1 3 ps 
(V, + jViel® = -r(I, + jle” + wlgle” - jooLgle” + Vi Beni 


Using (7.60) as it applies to voltage and current, and introducing jX; = jab, 
and jX, = japL,, we get 


V,= rl, - jXi ile! - jX yle? + E, 


where we have defined V2 E, = wMzipe!®. Since V, = E, when I, = 0, E, is the 
open-circuit voltage. Rearranging the equation, we get 


E, = V,+ rl, + jXajle” + jXle" 


(7.67) 
== V, + rli + jXala + [Xglig 


where la = jle® and Iy 4 1”. The relations in (7.67), and the fact that 
I, = (1, + jlg)e” = log + toa, are Shown in Figure 7.10. In the case illustrated in the 
figure, Z, is positive and J, is negative. Comparing with Figure 6.8, or (6.30), we see 
that we get the same steady-state model as in Chapter 6. Tyg and Iq are the same 
complex quantities that we used in Chapter 6. The quantities J, and [, are simply the 
representations of /,, and I, in the d-q reference frame. Regarding the use of the 
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Figure 7.10 Phasor dia- 
gram. 


quantities /,, and Z, versus I, and J, , we note that we get more compact expressions 
using the complex quantities /,, and J,,, but in analytical work it is frequently easier 
to use the real quantities J; and J,. We will take (7.67) to mean the equation in 
either form. 

It is clearly much simpler to use (7.67) or the equivalent phasor diagram, Fig- 
ure 7.10, than to use the general three-stage process involving the Park transforma- 
tions and variables. We next consider a dynamic model that has similar advantages. 


7.11 SIMPLIFIED DYNAMIC MODEL 


Frequently, it is possible to simplify the differential equations (7.44) to (7.47). This 
is particularly true if we are considering transients in which the terminal voltages and 
currents are sinusoids with slowly varying amplitude and phase. One such case is 
that of electromechanical transients considered in Chapter 14, but the applicability 
is much more general. À 

We make the following assumptions regarding the generator, which are fre- 
quently justified in practice. l 

1. Positive-sequence, synchronous operation. % 

2.0= Wgt + (7/2) + ò, with lal < Wg. 
3. Àg and A, are small compared with œA, and wpA,. 
4, The effect of damper circuits is negligible (i.e., we can set ip = ig = 0). 


In assumption 1 we are referring to positive-sequence operation in the broad sense; 
that is, we will allow the waveform of phase a to change but whatever that waveform, 
the waveform in phases b and c are identical except for a phase shift -120° and 
—240°, respectively. In this case, as mentioned earlier, we can use (7.60) to relate 
time-varying quantities. In some respect, assumptions 2 and 3 approximate steady- 
state behavior; 5, A and A, are not zero, but they are relatively small. Assumption 
4 is consistent with assumptions 2 and 3 and is reasonable provided that we neglect 
a very short interval at the very beginning of the transient. 
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Assumption 1 implies that v = i) = 0; using assumption 3, the remaining elec- 
trical equations may be approximated by , 


Uy = =ri4 ag 6A, (7.68) 

v = -ri ~ Oy (7.69) 
dd 

Up = Trig + ms (7.70) 


where the flux linkages are related to currents by (7.64) to (7.66). Note the very 
great simplification in these equations compared with (7.45) to (7.47)! 

We note that by assumption 2, Å = w and thus, if we compare these equations 
with the steady-state equations, (7.61) to (7.63), we may take the first two equations 
in each set to be the same. Therefore, by the same development using (7.60), as it 
applies to voltage and current, we are led to (7.67) and the associated phasor diagram 
in Figure 7.10 

The quantities in (7.67) and the associated Figure 7.10 are not necessarily con- 
stant. For example, suppose that i,(t) = VIL cos (wot + /I,) is varying in amplitude 
and phase. Then J, = IZ /I, is a phasor that is also varying in time. In Figure 7.10 
we would see J, moving around the complex plane. Thus even with 6 constant, we 
would expect J, and J, (the projections of Z, on the q axis and d axis) to vary in time. 
With J, fixed and 6 variable, the projections /, and I, vary again. In the general case 
Ia, Va, Ea, and ô all can vary, but they must vary in such a way that the algebraic con- 
straint specified by (7.67) or Figure 7.10 is satisfied. 

We note that, so far, we have been able to preserve the simplicity of the steady- 
state model. In particular, we do not need to calculate the rotor-based terms 
Ip, dg, la, Vg, and vy, but can work with the stator-based terms E,, 1,, and V, directly, 

Turning to the differential equation (7.70}, we see that this involves a rotor- 
based quantity, the state Ar. We would like to express Apin stator terms. Starting with 
(7.65), repeated here for convenience, 


ÀF = kM gig + Lyte (7.65) 


we next define a stator voltage E, = (w)M¢/ v2 Lr) e” Ap. The magnitude of E’ is 
proportional to A; just as the magnitude of E, is proportional to ip. Using (7.65) in 
the definition, we get 


A 


gM kM Me 
E= ate = A + a eti, (7.71) 
F 


We can very effectively simplify and reduce (7.71) by using a number of pre- 
viously defined quantities: i, = V314, k = V3/2, E, = oMre Pip/ V2, and 
Li, = La — (kMFÝř/Lr.We get 


E; = oLa aa Lile” + E, 


= i(X, ~ X) jle” + E, je 
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Figure 7.11 Phasor diagram showing E, and E,. 


Using (7.67) to replace E, in (7.72), we get 


E,=V, trl, + jXyjle + jX e" 


=V, + rb + jXtla + Ala (7.73) 


which is in the same form as (7.67) except that X; replaces X; and E; replaces E,. 
Furthermore, E, and E, both have the same phase ô. 

It is thus a simple matter to draw the phasor diagram that is associated with 
(7.73). Instead, we will draw a more useful phasor diagram with both E, and E, 
shown. Thus we have Figure 7.11. In the figure we remind the reader of the pro- 
portionality of |E,| with ip and that of IE; with Ar. The voltage E; is not as easy to 
describe physically as is E,. While, physically, Æ, is the open-circuit voltage, £; can 
only be described as an internal voltage whose magnitude is proportional to Ar. Fig- 
ure 7.11 shows the relationships between E,, E4, V,, and J,, and thereby the rela- 
tionships between ip, Ap, ô, V,, and Z,. 

We next consider the differential equation, (7.70), and rewrite to introduce the 
notation |E,| and IE. Multiply each term in (7.70) by w)M;/ Vrp. We get 


oMr oMr n oMr dh 
Vr = — z Tpl mee ae 
Vir; ú Virp A Vrp dt 


(7.14) 
Next we define 


Eng = TUF 


Vir; 


Thus Ey is proportional to vp. Then using the definitions of IE,!,1E;|, and To, 
(7.74) reduces to 


Lr dE dE; 
Ep = IE] + = — = pm 
fd ‘a fp dt |E F Tio dt 


(7.75) 


E,q may be viewed as vp in equivalent stator terms; one unit of Ey, is as “effective” 
as one unit of IE,!. In using the per unit system we can pick the same voltage base for 
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Ey and |E, and relate the bases of vp and Ey (just as we do for transformers), so that 
vp and Ey have the same per unit value. In that case no distinction need be made be- 
tween vp and Ey. However, in what follows, we prefer to use the E,, notation. 

Finally, to complete the simplified synchronous machine model, we consider 
the mechanical equation, repeated here for convenience. 


JË + DO + ighg — ighy = Ty (7.44) 
Multiplying by 8, we get 
“(5 s) + DË + dlia ~ i) = Ty (119) 


The first term in (7.76) is the derivative with respect to t of the kinetic energy of the 
(coupled) rotating turbine and generator rotors. The second term is the power as- 
sociated with mechanical friction of the coupled rotors. The term to the right of the 
equals sign is the mechanical power applied to the (coupled) turbine and generator 
rotors. Introducing notation appropriate to these physical (mechanical) quantities, 
we can write (7.76) as 


d ee : 
g iinet + Priction + O(ighy ~ tag) = Py (7.77) 


We next examine the electrical terms in (7.77). Using (7.68) and (7.69), we find that 
Olia — ighg) = igt + iava + r(i + ia) 
= 3(1 V; + IVa) + 3 + 12) 
= 3ReV,I* + 3r|I,!° 
= 3P, + 3r|I,)? 
In going from the second to the third line, we have used (7.60) as it applies to both J, 
and V, The right side of (7.78) may be seen to be the instantaneous three-phase gen- 
erated electrical power before resistance losses in the generator. These [ 2R losses are 


very small, and as an approximation we are going to neglect them. In this case (7.77) 
reduces to (14.11) and, as discussed in Section 14.2, we end up with 


Më + Dé + B = Py (7.79) 


(7.78) 


Equation (7.79) is the desired simplified mechanical equation. Equation (7.75) 
is the simplified electrical equation subject to the algebraic constraints (7.67) and 
(7.73). We summarize these results next and at the same time return to the use of the 
per unit system of units. 


Summary: Simplified dynamic model {per unit}. With the assumptions 
stated at the beginning of this section, we get two differential equations: 


Mô + Dd + Py = Py (7.79) 
dE] 
Toy + |El = Eva (7.75) 
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and two algebraic equations 
E= Vit rh + jXila + jXqloq (7.67) 
E, = V, + rl, + 1X hia + 1Xqlag (7.73) 


In (7.67) and (7.73) it may be convenient to substitute Jy = jJ,e/* and Ij, = 1,e”*. In 
(7.79), in general, Po = Re V,J*. fr = 0 (or as an approximation), we may use the 
following expressions instead: 


LEIV Ve ft 1 
= —— sin 6,, + —-—|si 80 
Po X, sin ôn + ( %, X sin 26, (7.80) 
or 
\EAIVA Weft Ns. 
P; = a sin Ôm + 7 F - ral sin 26, (7.81) 


where ôn = /E, - Ma = /E, - Ma = ô ~ Va. 

Note: Equation (7.80) is the same as (6.45). In the derivation, in Section 6.6, Z4 
and I, were expressed in terms of E, and V,. If instead, I,, and J,, are expressed in 
terms of £, and V,, using (7.73), then by exactly the same algebraic steps we get (7.81). 
There is no need to carry out the algebra; noting the similarity of (7.67) and (7.73), 
we need only change E, to E, and X; to X; to go from (7.80) to (7.81). Note that even 
in the case of a round-rotor machine (X, = X,), we get a “saliency” effect in (7.81). 
We should also point out that since X4 < X,, then 1/X, - 1/X;is negative! Thus, the 
shapes of the Po versus ô, curves are quite different, when plotted for constant |E,|, IV; 
or constant |E{, IVd. However, if we introduce the constraint between IE, and IE’), 
the two formulas must give identical results (for the same ô, ) since they describe the 
power output of the same generator under the same conditions! 


Exercise 4, Can you prove the result just stated? 


We conclude this section with some examples using the simplified model. 


Example 7.10 Voltage Buildup 
Solve the problem in Application 1 using the simplified synchronous machine model. 


Solution Since J, = 0, from (7.67) and (7.73) we see that Ei(t) = E(t) = V,(t). Also, 
|E,(0)| = 0, because we start from rest with zero field flux. Using (7.75), in which we 
can replace £, with Ep 


dE) 
dt 


where Ej, is constant. Solving, we get 


IE (Al = (1 =- e JEP, t20 


Tao 


+IEJ = Eh IE’, (0) = 0 
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Since IV,(t)| = \Ea(t)l, while /Va(t) = /Eo(t) = 6, we get 
V(t) = (1 - eB el 
Here we get a phasor with a magnitude that varies with time. The corresponding in- 
stantaneous voltage is 
v,(t) = V2 E(1 — e™™%) cos (wot + ô) 
` which, noting the definition of Ey just after (7.74), is the same as the end result in Ap- 
plication 1. This calculation is much simpler. 


Example 7.11 Symmetrical Short Circuit 


For the problem in Application 2, neglect the stator resistance r and the damper wind- 
ings, and find the short-circuit current. 


Solution Consider first the prefault steady-state condition. |£%lis constant. Thus from 
(7.75) (with dlE\\/dt = 0), |E,(0)| = Ef. Also, with J, = 0, we have from (7.67) and 
(7.73), E,(0) = V,(0) = £,(0). Putting these two results together, we have the initial con- 
dition |E{(0)| = |E,(0)| = Ej, to use in solving (7.75) in the “fault on” period, = 0. 
For t = 0 we have the fault with V, = 0. Thus, with r = 0, we get from (7.67) 

and (7.73), 

E, = jXala t [Xolog 

E; = [Xo + jAda 
From the associated phasor diagram geometry, Z = 0, and also, therefore, J, = L4. 
Thus we can simplify. We get 


E, F jXala 

E, = [Xl 
We digress from the calculation of the transient to consider the initial sinu- 
soidal current. Since Àp cannot change instantaneously when the fault occurs, nei- 


ther can |E‘|. Thus using E, = j X/J,, we can calculate the current during the initial 
part of the transient: 


V2 IE; (0) 
Xa 
Noting that £;(0) = Æ(0), this is the same as the 60-Hz component in (7.55a). 
Returning now to the solution for the transient, we express £, in terms of E, and get 
, X 
X 
We next use this result in (7.75). We get 


i,(t) = sin (at + 8) 


E, =, Ea 


Tyo +S IE = EY IE, (OI = E% 
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We can write in time-constant form. Defining T} = (X4/Xz) Tao = 
(La/La) Tao, we get 


dIE») X! 


a + le = ras IE, (0)! = E% 
with solution 
f Xi Xi ae 
IE; (t)I = yE + (1 = Zoege qa 
We get E, = IE] /ô as a time-varying phasor. Since E, = j X4l,, we can solve fori, (t). 
(= VIE + + (5 z zen sin (gt + 8) 
“ixa NX X i 


Noting that E?, = 1E,(0)l, this result is the same as that given in Note 1 following Ap- 
plication 2. Furthermore, in the present case (r = 0) we get an explicit formula for T4. 

In summary, we get the same 60-Hz component as in Application 2, and with 
much less work, but lose the unidirectional and 120-Hz components. 


Note: Suppose that in Example 7.11 instead of an open circuit at ż = 0, there is 
a nonzero initial stator current 7,(0). This time £/(0) + £,(0), but we can calculate 
it using (7.67) and (7.73) and then proceed with the calculation in Example 7.11. 

In the examples considered so far in this section, it was reasonable to assume 
that ô remained fixed at its initial angle. Thus the mechanical equation was not in- 
volved. We turn next to an example involving the mechanical equation. 


Example 7.12 
Consider the circuit shown in Figure E7.12(a). Assume that tg 
X,= 10 
X, = 0.6 
Xy = 0.2 
Tio = 4 sec 


Neglect resistances. The generator has just been synchronized to the infinite bus. Then 


(a) Py is slowly increased until P, = 0.5. Egis not changed. In the (new) steady 
state, find V,,/,,£,,and E}. 

(b) Now at t = 0, Ey is suddenly doubled. Assume that 0 = wot + (1/2) + ô, 
ô = constant, and find IE’(r)| and |E(¢)!. 
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0.1 Figure E7.12{a} 


Solution At synchronization 
1, = 05 E, = E, = V, = V= 1/0 


Also from (7.75) we get, in the presynchronism steady state, E,, = IE] = 1.0. 

(a) At synchronization ô = 0, but as the generator delivers power, 6 increases. 
Assuming that the power is increased slowly, we can assume a quasi-steady-state tran- 
sition with i = v%/rp = constant. Thus when P, = 0.5,E,| = 1.0. Considering the 


infinite bus to be the machine “terminal,” we have 


10x10 y1 1 
05 = sin + | — - ~}si 
a EEANN 5) in 


= 0,909 sin ô + 0.260 sin 25 


Solving iteratively, we find that ô = 21.0°. Thus E, = 1.0/21.0°. To find J, we can 
use Figure 7.11, or we can proceed analytically. Let us use algebra. Recalling that the 
machine “terminal” is V, and using (7.67), we have 


E, = 10e = Vo + jaje” + jŠ le” 
where we are using J, and J,. Next, multiply by e`}? and introduce numerical values. 
10 = 1 /-21.0° + 114 + j0.7f, 


I, and I, are real numbers, so it is easy to separate real and imaginary parts. Taking 
real parts first and then imaginary parts, we get 


1.0 = 0.934 -114 L = -0.0604 
0 = -0.358 + 0.71, 1, = 0.5120 
Thus 
I, = (I, + jlge® = 0.5155 /14.27° 


V, = Vo + jO.1L, = 1.0 + 0.0515 /104.27° 
= 0.9886 /2.897° 

E, = E,- j}(X Xi)ile” 
= 1 /21.0° + 0.8(-0.0604) /21.0° 
= 0.952 /21.0° 


Note that all four quantities V,, /,,£,, and E; have changed from their values at syn- 
chronization. Only |£,| has not changed (because we have not yet changed Ea). 
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(b) In this part we are assuming that ô = 21.0° = constant. We have 
IE{(0}| = 0,952, Eyg = 2, so, using (7.75), 
alE}| 


t 


+IEJ=2 IE; (0)| = 0.952 (1.82) 
Next, we express |E,! in terms of |E{|, 5, and |V,|. From Figure E7.12 (b) [or using 
(7.67) and (7.73)] we see that 


IE -W,jcos6  Šallal _ Xa 
IE\-W,jcosd5 Žila Š 


Wa ~ Xi) leg 


Wala 
Figure E7.12(b) 


From this we can solve for IE,l in terms of |E’| and 6. 


ey = ie 4 wee ô 
a= p Eat ae g cos (183) 


= 3.6667 |E'| — 2.4895 


Substituting in (7.82), we get 
diE;l 
ase + 3.6667 IE i = 4.4895 4# 
or 
dE; 
1.0909 ~~ + IE] = 1.2244 
with solution 


1E; (t)] = 0.9520 + 0.2724(1 — e710) 
= 1.2244 — 0.2724e~1/90 


Now we go back and find (£,(t)l from (7.83): 
IE, (DI = 2 — e72 


Note that the steady-state value of [E] checks with the value we get from (7.75). 
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Exercise 5. Suppose that we want to find v,(t) during the transient. Indicate how 
you would proceed. 


7.12 GENERATOR CONNECTED TO INFINITE BUS 


(LINEAR MODEL) 


In Example 7.12(b) we assumed that ô = constant. If we had not, 6 would appear in 
(7.83) in a nonlinear fashion (cos 6). 

In general, since the equations are nonlinear, we need to introduce numerical 
values and obtain computer solutions using standard numerical integration algo- 
rithms. In many cases, however, linearization of the nonlinear equations is appro- 
priate, and in such cases we can gain valuable insights into general behavior over a 
variety of operating conditions by the powerful techniques of linear systems analy- 
sis. As an example we consider the special case of a generator connected to an infi- 
nite bus through a transmission line (Figure 7.12). As in Example 7.12 we will absorb 
the transmission line into the generator model, with V,, the “terminal” voltage. As- 
sume that both the stator and line resistances are zero. Asin Example 7.12, it is most 
convenient to express |E,| in terms of the state variables IÆ; and ô by using (7.83). As 
a preliminary, define 


Peer ee neo 
3 Š% oC 


Note: Since X, > 0 and X} < X,, we have 0 < K, < 1. 
Substituting in (7.83), we get 


|E = = IE] + ( = ale cos 6 


K; 
Substituting in (7.75) and multiplying by K3, we get 
dE; 
KT io + IEI = K3Eyg + (1 — KIVa! cos ô (7.84) 


Also, from (7.79), we have 
Mö + Dé + P; = Py (7.79) 


1E, 128 


vo = {Vni [O 


iX, Figure 7.12 System to be linearized. 
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where from (7.81), 
LEV Vee f1 1 
Py = PF 6, E3] = si p+ (Ez )s 4 
c = Po(ô, IE) f, sin 2: Z Ë sin 26 (7.85) 


Now assume steady-state operating conditions, in which case ô = 8°, 
IE = IEP, Po = P% = P0, IE), Ey = Eh and so on 


We call the collection of these constant values the operating point. Now con- 
sider small perturbations around the operating point. We let ô = ô + A8, IE = 
JE’? + ALE’, and so on. 

In the usual way, the increments Ad, AIE", AE,,,and APy are related by linear 
differential and/or algebraic equations. Thus instead of (7.84) and (7.79), we get 


a AlE"| 
Kip + MEJ = KAE- [(1- K) Vasin AS (7.86) 
; dP, (8°,1E aP; (8°, 1E, 
M AŠ + D Aò Tonan PLEN JE;] = APy (1.87) 


06 ale, 


We define K; = [(1/K;) - 1]IV sin 8°, K, = oP%/alEi), and T = aPG/a6. If we 
plot P; versus ô, with IE; = |E'|°, then Tis the slope of Poat ô = 5°. We can also find 
analytic expressions for T and K,, by differentiating (7.85). 

Suppose that we are at some operating point, and att = 0 there is an increment 
in Ey and/or Py (i.e., we have a AE;, and/or AP,,). We can study the transient by 
using the Laplace transform. Noting that AlE’(0-)| = 0, A8(07) = 0, we Laplace 
transform (7.86) and (7.87) and get 


(KsT 495 + 1)AIE') = K; AE; - KK, AÔ (7.88) 
(Ms? + Ds + T) Ad = APy — K, AlE'| (7.89) 


where the circumflex indicates the Laplace transform of the increment. We express 
these relations between inputs AE, and AP, and the (output) vaflables AIE'| and Aé 
in Figure 7.13. The reader should check that the block diagram conforms to (7.88) 
and (7.89). We comment briefly on the block diagram. The feedback loop arises 


G(s) 


! 


Rotor angle 
transfer function 


Flux decay 
transfer function 


Figure 7.13 Block diagram of linearized system. 
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arises because of the “natural” coupling between AlE, and Aô; we have not intro- 
duced feedback externally. Later, when we consider the operation of the excitation 
system and the speed governor, we will show how AE y and APy depend on the out- 
put variables through external feedback loops. From Figure 7.13 we can easily find 
the transfer function from any input to any output by using simple rules, For exam- 
ple, we can write the transfer function from APy to Aé by inspection: 

Ab Gds) 


—— = 7.90 
AB, T- KG (IGA) ey 


where G,(s) and G,(s) are defined in Figure 7.13. Similarly, we get, by inspection, 


ALE, | G(s) 
AE rg 1s K,K,G,(s)G,s) 


(7.91) 


The transfer functions from AP, to AIE], and from AE;, to Ad, may also be written 
by inspection. We call all these transfer functions closed-loop transfer functions. 
Equations (7.90) and (7.91) are examples of closed-loop transfer functions expressed 
in terms of the open-loop transfer functions G,(s).and G,(s). 

From the closed-loop transfer functions we can find the responses to a partic- 
ular input. Usually, we are more interested in general properties, such as stability 
and damping of oscillatory modes, The stability and damping properties depend on 
the location of the poles of the closed-loop transfer functions. These poles are the 
same for all four closed-loop transfer functions. For our purposes it is most conve- 
nient to find, or estimate, the location of these poles by the root-locus method. The 
method, which is based on the relation of closed-loop poles to open-loop poles and 
zeros and the loop gain, is described in Appendix 4. One obtains the loci of closed- 
loop poles as the loop gain varies from zero to infinity. Since various gains in our 
model (for example, K, and K4) depend on the operating point, the root-locus method 
is particularly appropriate to obtain the range of possible behavior. 

We will next apply the method to investigate the general stability and damping 
properties of the (linearized) generator model of Figure 7.13. We note that this is a 
case of “positive” feedback. We see this as follows: The loop gain, as defined in Ap- 
pendix 4,is K = K,K,/T,,M. Tj, and M are positive constants. Using (7.95) to eval- 


uate K, and K, and noting that K; ê ¥,/X, < 1, we get 


| f 
KK; = Vel sin a(z = 1) VA sin & 
XY K; 
_ (Xi = Xi) Vaf sin? 8° s 
x; 


Thus K = 0. On the other hand, if we look at the two summing points in Figure 7.13, 
we subtract twice, so in effect we have positive feedback. Consider then, in Figure 
7.14, a positive feedback root locus plotted versus K,K,. The branches of the root 
locus start at the open-loop poles 5;,5,, and s3. sı and sz are the open-loop poles 
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Figure 7.14 Root-locus 
diagram. 


corresponding to the lightly damped rotor angle modes; s; is the pole associated with 
the “flux decay” effects, 

From this general sketch one can see the beneficial effects of the (natural) loop 
on the damping of the rotor angle modes. With the loop open (for example, with 
K, = 0), we are stuck with the lightly damped poles of G(s). But with positive feed- 
back the lightly damped poles move deeper into the left half-plane. From a physical 
point of view, the changes in field flux linkages (proportional to AIE al) that accom- 
pany the changes in 6 are conducive to rotor angle damping. Note, in particular, the 
effect of Ta. If Tj, = 0,G,(s) = K; (ie, we lose the real-axis pole and the root- 
locus branches become parallel to the jw axis); we completely lose the beneficial 
damping. Thus, the “delays” associated with the buildup and decay of flux in the 
field winding are required for good damping! 

On the other hand, suppose that T4, —> oo. Then 


K/T 0 
Gs) = ————— > — ; 
As) Tks Ka Ý 


which implies zero loop gain, and therefore once again we lose the beneficial damp- 
ing. Thus, we can pose a machine design problem. Find T% for the best damping 
Note that since the K; depend on system operating conditions, the design must be i 
compromise. : 

We note also that the main source of rotor angle damping is due to T}. By 
comparison the shaft friction damping, Dé, is almost negligible! Finally, we note that 
while damping of the rotor angle poles improves as the loop gain increases, the real- 
axis pole (associated with T',,) becomes less damped. For small loop gains this may 
not be a problem but must definitely be considered when the gains are large. 

In Chapter 8 we will consider what happens when we connect a voltage control 
system that supplies the input AE}, in Figure 7.13. We will see that care must be 
taken to avoid losing the beneficial natural damping. 
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We now leave the topic of generator modeling. However, we will need some ad- 
ditional results, derived in Appendix 5, when we consider nonsymmetric short cir- 
cuits in Chapter 12. 


A synchronous machine may be modeled by three stator coils and three rotor coils. 
The inductance parameters depend on the rotor angle 8. Using actual flux linkages, 
phase voltages, and currents, we get (7.10) and (7.12) as the mechanical and electri- 
cal equations. 

The equations may be simplified by introducing the Park transformation of abc 
variables into Odg variables. In terms of the new variables, we get new mechanical 
and electrical equations, (7.44) and (7.38). The new equations are much simpler. In 
particular, we note that if the shaft angular velocity is constant, the electrical equa- 
tion is linear and time invariant. In applications it is convenient to separate the elec- 
trical equations into zero-sequence, direct-axis, and quadrature-axis sets. This is done 
in (7.45) to (7.47). Correspondingly, the equations relating flux linkages to currents 
are separated in the same way in (7.48) to (7.50). 

The Park equations may be used to investigate behavior under very general 
conditions. In the case of steady-state (positive sequence) operation, they reduce to 
(7.67), with associated phasor diagram in Figure 7.10; this model was derived on a dif- 
ferent basis in Chapter 6. 

Another simplified version of the Park equations may be obtained under as- 
sumptions of slowly varying amplitude and phase (i.¢., a relatively small departure 
from steady-state operating conditions); the more precise conditions are given at the 
beginning of Section 7.10. Under these conditions we obtain the simplified dynam- 
ic model summarized in Section 7.11. This consists of a scalar second-order me- 
chanical differential equation, a first-order electrical differential equation, and two 
algebraic equations. The variables in these equations are abc variables rather than 
Odq variables; no Park transformations are required. 

For a single synchronous machine connected through a transmission link to an 
infinite bus, application of the simplified dynamic model results, after linearization, 
in the block diagram in Figure 7.13. A root-locus analysis of the system shows the ben- 
eficial effects of the field flux changes accompanying rotor angle swings. This pro- 
vides a strong natural damping of the rotor angle modes. 


Problems 


7.1. We are given a solenoid with two coils whose inductance parameters depend on the dis- 
placement x of a movable iron core. Find the force on the movable core (in the direc- 
tion of increasing x) if i, = 10, i, = —5, Ly, = 0.01/(200x + 1), La = 0.01/(3 - 200x), 
and Ly = 0.002. Assume that the units are meters, amps, and henrys, in which case the 
force will be in newtons. Graph the force for 0 = x < 0.01 m. 
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7.2, 


73. 


1.4. 
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A generator is rated 10,000 KVA, 13.8 kV line-line. X4 = 0.06 pu, X4 = 0.15 p.u., and 
Xa = X, = 1.0p.u. The generator is at no-load and rated voltage when a 3¢ short oc- 
curs. Find the following currents in p.u. 

(a) The steady-state short-circuit current. 

(b) The initial 60 Hz component of short-circuit current. 

(c) The initial 60 Hz component of short-circuit current if damper windings are neglected. 
(d) In case (c), what is the maximum possible unidirectional component (magnitude)? 
(e) Convert the per unit value found in case (b) into actual amperes. 

A generator is operating under open-circuit steady-state conditions with V, = E, = 1/0° 
(Figure P7.3). Use Park’s equations to consider the effect of switching on a 3¢ 
Y-connected set of resistors att = 0. Assume that 


L A(t) = wot + 7/2. 

2. ip = i} = constant (current source). 

3. Damper windings are neglected. 

4. r=O0.1,R = 09, X; = wLa = 1.0, and X, = wL, = 0.6. 


(a) Show that voa, = Riog, where R = diag] Rj]. 

(b) Find differential equations for i, and i, fort = 0. 

(c) Write Laplace transforms for i, and i,. 

(d) Find i, and i, as t +> 00, 

(e) Find J, and V, as t —> co (i.e., steady-state behavior). 

(£) Repeat part (e) using the E, , X4, X, model of Chapter 6, and compare. 


Note: The final value theorem of the Laplace transform: If there is a steady-state value, 
then lim f= lim 5F(s), where F(s) is the Laplace transform of f(t). 


Figure P7.3 


A synchronous generator in the steady state is delivering power to an infinite bus. 


T T 
6(t) = at +-+6, 6=— 
(t) = w 715 ô 4 


A,=\,= 1 L= 1 i=- Ł 
BO Saag a N 
rs 0, Xi = wyLy = 1, wok Mp = 1,T 4 = Isec 
(a) Find the torque Ty. 
(b) Find v(t), i,(¢), and ip. 
(e) Att = 0, the generator is suddenly disconnected from the infinite bus. Assume that 


Up = constant, ip = ig = 0. Sketch i(t). Hint: To find i,(0*), consider the conse- 
quences of the fact that A,(0~) = A,(0"). 
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15. 


7.6. 


71. 


78. 


79. 


Neglecting damper circuits and the field resistance rp, the direct-axis equivalent circuit 
(Figure 7.4) reduces to that shown in Figure P7.5. Find the Thévenin equivalent circuit 
for the network in the box and show that the Thévenin equivalent inductance is 


Figure P7.5 


The shaft of a synchronous machine (motor) is clamped or “blocked” and is thus not 
free to turn. A set of (positive-sequence) voltages is applied to the motor terminals. 
Assume that 


1, V, = V0. 
2. 6(t) = 7/2. 
3. ip = 0 (open-circuited field). 


4, Damper windings are neglected. 


(a) Find i, and i, in the steady state. 

(b) Find an expression for the average torque Tgav- 

(c) Suppose that r = 0. What is Tea? 

(d) Do you think that assumption 4 is a realistic assumption? 


Suppose that O(t) = wot + 7/2 and 

i, (t) = VZ cos wget 

i, (t) = V2 sin wot 

i(t} = -V2 cos wot 
Note that the currents are not a balanced set. Find the frequency components in i,(?), 
in i,(t), and in i,{t). Consider dc to be zero frequency. 


A synchronous machine is in the (positive sequence) sinusoidal steady state. 
9 = wot + (1/2) + Sand ô = 30°. At its terminals V, = 1/0° and J, = 1/~-30°. 
(a) Find ip, ig, tg) Up, Yas and v,. 
In parts (b), (c), and (d), neglect r. 
(b) Find Ap, Ag, and A,. 
(c) Find the torque Tg. 
(d) Find the 3¢ power output p;,(f) in terms of Odg components. 


Repeat Problem 7.8 with ô = 20°. Compare with the results in Problem 7.8. 


7.10, The terminal conditions of a synchronous generator are V, = 1/0° and Z, = 1/90°. The 


generator parameters are X; = 1.0, X} = 0.2, X, = 0.6, and r = 0. Find ô, I4, I, las igs 
Las tags Eal, \Eal, and Po. 
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7.11. Repeat Problem 7.10 with J, = 1/-30°. 
7.12. Refer to Figure P7.12 and assume that 


T 
0 (t) = wot + 7 +ô, ô= constant 


X, = X, = 09 
Xi = 0.2 

X, = 01 

Tho = 2.0 sec 


The generator is operating in steady state with Po = 0.5 and lE,| = 1.5. Att = 0 there 
is a fault and the circuit breakers open. Use the simplified dynamic model and find an 
expression for IV,(t)l = IE;(t)i, fort = 0. Assume that 6 = constant at its prefault value. 


V, iX, Va = 1/0° 
Figure P7.12 


7.13 Repeat Example 7.12 but with X; = 1.6, X, = 0.9, X4 = 0.3. 
7.14 Refer to Figure P7.14 and assume that 


X,= 115 
X, = 0.6 
Xi = 0.15 
X, = 02 
r= 
Tio = 2 sec 


a 
The generator is in steady state with Ep, = 1 and E, = 1/15°. Then at t= 0, Ey, is 
changed to a new constant value: Es; = 2. Assume that the rotation is still uniform. 
Find E;(t) fort = 0. Find v,(t) for t = 0. 


sa 


Figure P7.14 
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Generator Voltage Control 


8.0 INTRODUCTION 


The generator model derived in Chapter 7 shows two inputs, field voltage and me- 
chanical power. In this chapter we consider the first of these inputs. 

The field voltage (and current) may be supplied by a dc generator driven by 
a motor or by the shaft of the turbine generator. Rectifier and thyristor units 
converting ac to de in various ways are also common. In any case, the units are called 
exciters, and the complete voltage control system, including an error detector and 
various feedback loops, is usually called an excitation system or automatic voltage reg- 
ulator (AVR). l 

For a large synchronous generator the exciter may be required to supply field 
currents as large as ip = 6500 A at vp = 500 V, so the exciter may be a fairly sub- 
stantial machine. 

An example of an excitation system is shown in Figure 8.1. It typifies a variety 
of available excitation systems. A simplified description of the system operation 
follows. The ac generator output voltage IV,| is compared with a reference voltage 
and any error is amplified (transistor and magnetic amplifiers) and fed to the field of 
a special high-gain de generator called an amplidyne. The amplidyne provides in- 
cremental changes to the exciter field in a so-called boost-buck scheme. The exciter 
output provides the rest of the exciter field excitation in a self-exciting mode. Thus, 
even if the amplidyne output is zero (i.e., no correction in IV; is needed), the exciter 
supplies the required level of voltage vp to the synchronous generator field. 

The system is a feedback system that turns out to be unstable unless the stabi- 
lizing loop is provided. The purpose of the limiter is to prevent undesirable levels of 
excitation. The purpose of the feedback of current IZ is to introduce a voltage drop 
proportional to |J,!. It turns out that this is required to ensure that reactive power is 
properly divided between parallel generators. The purpose of the other inputs will 
be discussed in a later section. Finally, we note that if the amplidyne regulator is out 
of service, one can use the regulator transfer switches to remove the amplidyne from 
the circuit and put the exciter field on manual control. 
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Figure 8.1 Excitation system. Excitation control system with de generator- 
commutator exciter. (Adapted from IEEE Transactions on Power Apparatus 

and Systems, Val. PAS-88. “Proposed Excitation System Definitions for Syn- 

chronous Machines,” IEEE Committee Report, © 1969 IEEE.) 


8.1 EXCITER SYSTEM BLOCK DIAGRAM 


A much-simplified version of the system we have been describing is shown in Figure 
8.2. The basic operation can be described as follows. The control input is Vier. If Vier 
is raised (while the generator terminal voltage iV, initially remains the same), v, goes 
Up, Up increases, vp increases, and IV,| tends to increase. A new equilibrium is reached 
with a higher IV,i. If IV; changes because of a change in load, we also get a correct- 
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Synchronous 
Amplifier Exciter ip generator 
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T T T transformers 
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Figure 8.2 Simplified excitation system. 


ing action. Note that there is no boost-buck feature here; all the exciter field excita- 
tion comes from the amplifier. 

For more quantitative results we need a model. Figure 8.3 shows a typical re- 
sult of such modeling. All the variables shown are expressed in per unit. In this case 
the gain of the measurement block is unity in the steady state (i.e., a 1% change in 
IV, leads to a 1% change at the summing point). Tp is very small. It is usually ne- 
glected. The amplifier gain K4 is typically in the range 25 to 400, T, is typically 
in the range 0.02 to 0.4 sec. In modeling the amplifier for large-signal behavior, the 


Amplifier 


Synchronous 
generator 


Exciter 


Measurement 


Figure 8.3 Block diagram of excitation system and generator. 
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limits need to be included. Thus we have Veni, S Up S Vemax. Within the limits, the 
gain in the linear zone is 1. As we will see soon, some form of stabilization is need- 
ed. A typical stabilizer is shown. Typical parameter values are K; in the range 0.02 
to 0.1, and Tp in the range 0.35 to 2.2 sec. 

We next turn to the modeling of the exciter. We will consider the case of the 
dc generator shown in Figure 8.2. A simplified description follows. The open-circuit 
voltage of a dc generator is proportional to the product of speed times air-gap flux 
per pole. The flux is a nonlinear function of the dc generator field current because 
of saturation effects in the magnetic circuit. Thus, we get the familiar saturation 
curve of dc generator open-circuit voltage versus field current. When the loading of 
the de generator by the ac generator field winding is considered, we get a different 
curve, the load-saturation curve. We assume that this curve is available and show the 
plot of exciter output voltage vp in terms of exciter field current i in Figure 8.4. It will 
be simplest in the following development to work with actual voltages, currents, and 
flux linkages, not per unit values. 

The air-gap line is tangent to the lower, approximately linear portion of the 
open-circuit saturation curve. f(v-) measures the departure of the load-saturation 
curve from that simple ideal. In terms of f (vp) we have 


oa 1 
i = iy + f(g) = ert flr) (8.1) 
where k is the slope of the air-gap line. We next consider the field circuit of the dc 


generator and get 


dÀ 
vR F Ri + i (8.2) 


where vz is the output of the amplifier and R, i, and A are the resistance, current, and 
flux linkages of the de generator field winding connected across the amplifier terminals, 


s 


Air-gap 
+ line 


KG Load-saturation 


curve 


Ur 


Figure 8.4 Exciter load- 
i saturation curve, 
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We next assume that the dc generator output voltage vp is proportional to the 
dc generator air-gap flux, which in turn is proportional to A. Making this reasonable 
assumption, we have a relation of the form 


Up = BA (8.3) 
Substituting (8.1) and (8.3) in (8.2), we get 


1 1 dv 
UR = a(t Up + je) + B ae (8.4) 
Multiplying by &/R, we get 
k dv 
rae + pS (vg) + i (8.5) 


where T; È k/ RB and S(vp) 2 kf (ug)/vp. The multiplicative factor S{vp) accounts 
for the departure of the load-saturation curve from the air-gap line. 

We would now like to replace vp in (8.5) with a scaled version, Ey, defined just 
after (7.74). At the same time we can convert (8.5) to the per unit system. The base 
for vg can be chosen (relative to that for E,,) to eliminate unnecessary constants. 
Finally (without explicit p.u. notation), we get the per unit version of (8.5): 


Op = Eja + EjaSe (Eja) + Te ae (8.6) 


where S;(E,,) is called the (per unit) saturation function. Equation (8.6) conforms 
to the exciter portion of the block diagram in Figure 8.3 with Kẹ = 1.0. Kg = 1.0 
is appropriate for our exciter model with a separately excited shunt field. Model- 
ing a self-excited shunt field, we would get approximately K; = —0.1. Typical val- 
ues of Tg are in the range 0.5 to 1.0 sec. Over the allowable values of Ey, typical 
values of Sz are under 1.3. We turn next to the modeling of the generator with input 
Eş and output IV). 


8.2 GENERATOR MODELS 


We will consider a few simple cases. 
Generator model, case I: open circuit. In this case [, = 0; thus we have 
E, = E, = V,. In using (7.75), repeated here for convenience: 
dE 
Tor + lE,| = Eva (7.75) 


we can replace |E}! by IE]. By taking the Laplace transform, we get the transfer 
function : 


G,(s) == = =*=—— (81) 
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Generator model, case Il: impedance load. We assume an isolated 
generator supplying an impedance load Z. In this case V, = ZJ,. Also, assume uni- 
form rotation, @ = wt + 7/2 + 6,5 = constant. Again we use (7.75). The problem 
of relating |V;| to Ey, will be solved in three steps. We will first express |E,| in terms 
of IE'] and the generator and load impedances. Then from (7.75) we find the trans- 
fer function from Ey to |E{|. Finally, we find IV,| in terms of IEJ. 

Expressing |E,| in terms of IE; is similar to the calculation in Example 7.12 
leading to (7.83), except that now we must include resistance. We start with (7.73), 
repeated here for convenience. 


E; =V, trl, + jXyjle® + jX e” (7.73) 
With an impedance load, Z = R + jX, and 
Vitr,=(Z+nl=(r+ Rt jX + ile” (8.8) 
Thus, substituting (8.8) in (7.73) and multiplying by e~”, we get 
[Ey = (r + R); — (Xa + XM, + llr + R + (X, + X) (8.9) 


Equating real and imaginary parts, we get 


—( X+ + 1 
| (X,+ X) r+R|[u]_ [EJ (810) 
r+R X+XJj] LO 
Solving for J, and J, 
rekat makie N a gi 
co “(r+ RY +(X + XIX +X) 
(r+ R) 
1,=K,lE,| where K, = 
(enn where Ky“ o araa CP 
Continuing with the analysis, we use another equation from Chapter 7. 
E, = E, + j(Xa- Xi) jle” (7.72) 
Substituting 7; from (8.11), we get 
IEJ = IEJ — (X; - Xi)K,|EG 
= [1 - (X; - X) KalE; = IE GS) 
where 
1 rt RY +(X4+XN\X+X, 
Z (r + RY +( (X + X,) (14) 


~1-(X,- XK, (r+ RY + (X + XX +X) 


Note: For inductive loads X = 0, which implies that ø < 1. 
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We next substitute (8.13) into (7.75) (the first equation in this section) and get 


dE] 
To + Ej = cE 5 (8.15) 
Taking the Laplace transform of (8.15), the transfer function from Ey to IE;l is 
IE! o 
Èa 1+ soT (810) 
Finally, we express IV;} in terms of IE;l. 
V, = ZI, = ZI, + jle” 
= Z(K, + iK,) Eje” (8.17) 
Let K = K, + jK,; then 
V, = ZKE, (8.18) 
V,| = (ZILKIEg! = k,lE4 (8.19) 
where k, £ IZIIKI. Finally, using (8.16) and (7.19), we get the desired transfer function. 
ko 
G, (s) = it oT, (8.20) 


Note the differences in the transfer functions of the loaded and unloaded generators. 


Example 8.1 Transfer Function of Loaded Generator 
Givenr = 0, R = 1, X = 0, X; = 1, X; = 0.2, X, = 0.6, and Tu = 2, find G(s). 
Solution Using the equations in the preceding section, we find successively 


“ae 
K, = 0.89: 

y= 1X 1.04 = 1.04 
a =07 


i 0.73 
£ 1+ 14s 


K; -0.54 


Note: For the unloaded generator we would get 


1 
aD 


et 


| 
I} 
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aaa 
Exercise 1. Assuming that r is sufficiently small, can you find a value of Z 
such that o is negative? Suppose that o is negative. Suppose that E; is an arbi- 
trarily small step function. Show that IV; builds up “spontaneously” (self- 


excitation). Can you explain the result physically? Hint; Assume that the load is a 
capacitor. , 


Note: We have not yet considered the important case of a generator connected 
through a transmission line to an infinite bus. We defer consideration of this model 
until Section 8.5. 


8.3 STABILITY OF EXCITATION SYSTEM 


Now that we have a model for G,(s) with an impedance load, we can look at a pos- 
sible stability problem for the feedback loop in Figure 8.3, To proceed with lin- 
ear analysis we first need to linearize the excitation system around an operating 
point. Let us assume that the amplifier is in the linear range and S; is small enough 
to be negligible. Suppose that the stabilizer loop in Figure 8.3 is absent. We then 
have a feedback loop with no zeros and four real poles. Feedback control theory 
tells us that to have a good regulator of voltage magnitude, we need a high de loop 
gain. In this case the steady-state error will be small (provided that the system 
is stable!). 

Unfortunately, even moderate loop gains make the system unstable, as may be 
seen by using a root locus. We consider an example. 


eee 
Example 8.2 Stability of Basic Excitation System ad 
In Figure 8.3 assume that T4 = 0.05, Tp = 0.06, Kẹ = 1, and T; = 0.8. The generator 


is open circuited with T4, = 5. All time constants are given in seconds. Assume that 
there is no stabilizer. Neglect limiting and the S, function, and draw the root locus. 


Solution The open-loop poles are at -20, -16.67, ~1.25, and —0.2. There are no 
zeros. Using the rules for plotting (negative feedback) root loci supplemented by a few 
calculated points, we get the root locus shown in Figure E8.2. We note that the root- 
locus gain K = K4/(T4T pT Tp) = 416.7K 4. 

For K, slightly greater than 11, the closed-loop poles move into the right half- 


plane. We would like to be able to maintain stability with a much larger gain; gains of 
400 are common in practice, 


a | 
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\ / 

Asymptotes / 4 
ae ymp ™, 
Y yf 


Figure E8.2 


The problem of raising the gain while maintaining stability is a classic one in 
feedback control theory and an effective solution is to use “rate” feedback stabiliza- 
tion, as shown by the inner loop in Figure 8.3. Note that Ey, which is proportional 
to vp, is a readily available signal, as may be seen in Figures 8.1 and 8.2. Note that 
the stabilizer does not affect the steady-state (dc) behavior, because of the s in the nu- 
merator of the stabilizer transfer function. 


8.4 VOLTAGE REGULATION 


Next, assuming stability, we would like to show the effect of feedback in maintaining 
voltage under varying conditions of load. Suppose that we compare the volt-ampere 
(“regulation”) curves, or V-I curves, at the terminals of an isolated generator with 
and without a voltage control system. 

We can consider an example. 


Example 8.3 Steady-State V-I Curves 
Find steady-state V-I curves for: 


(a) A generator without a voltage control system. 
(b) A generator with a voltage control system. 
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Assume that 


1. The field current is adjusted so that in both cases, (a) and (b), the open- 
circuit voltage IV} = 1. 


2. Z = R, where R is varied from œ to 0. 
3.7 =0,X, = Xa 
4, Nonlinear limiting and effects due to Sẹ can be ignored. 


Note: In both cases {V,| = 1 when the generator is open circuited (i.e., R = oo) and 
IV, = 0 when the generator is short circuited (i.e., R = 0). 


Solution In both cases, with an impedance load, we use (8.20) 


eure ko 
(9) * Ty oP, 


Since only steady-state behavior is being considered, IV,! and Eg are constant values 
related by 


IVd = G, (O)Eyg = kyoE ya 


Using the definitions of k, and ø, [see (8,19) and (8.14)], and the assumption X; = X,, 
R 


ko = ———— 
VR + Xi 
Thus 
R 
IV, I 2 neen Eja 
VR + Xi 


Alternatively, we may derive this same result from the steady-state (round-rotor) syn- 
chronous machine model of Chapter 6. 

(a) In this case we are assuming that Ey remains fixed at the valle giving IV} = 1 
when R = oo, This implies E,, = 1. Then as R is varied from o to 0, 


R 
VR +X; 


VV = 


Also, 


IVl 1 

| =- = ——= 

R VR+xX 

Thus both IV,! and |J,| may be described in terms of the parameter R. We can relate 
IV,| to \Z,} more directly by noting that IV, + X7IJ,? = 1. Thus the V- curves lie on 
an ellipse in the IV, 17, plane, as suggested by Figure E8.3(a). 
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LV, | 


R decreasing 


0 iL! Figure E8.3{a) 


(b) Consider the case with feedback. In the steady state, and neglecting non- 
linear effects, Figure 8.3 reduces to the block diagram shown in Figure E8.3(b). Phys- 
ically, it is clear from the nature of negative feedback that as IV,] drops, E,, will rise, 
countering the tendency of IV,| to drop. More precisely, using the relationships im- 
plied by the block diagram, 

K,k,o K,R 


Yje as | eS y 
Ket Kako VRE XK. + KR 


Figure E8.3(b) 


Since we assume that lV,) = 1 when R = ov, we must choose Vig = (Ke + K4)/K,. 
Thus under more general conditions of loading, 


E (Ke + K4)R 
VR + Xj Ke + K,R 


We do not attempt to get a closed-form solution for IV, versus |Z! as in case (a). How- 
ever, using the preceding expression for \V,!, and l,l = IV,l/R, we note 


1A) 


R > œ >V] — 1, and i4] > 0 


l ; Ke + K, 
R > 0 =V} > 0, and iH =- ——— 
X,Ke 
Since the IJ,|-axis intercept is now increased by the factor (Kg + K,)/K, as 
compared with case (a), the improvement is clear. A numerical result may be illumi- 
nating. Suppose that Kr = 1, K4 = 25, and X, = 0.6; then we can draw the V-I 
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curves for case (b) and compare with case (a) [Figure E8.3(c)]. The case (a) curve and 
part of the case (b) curve are shown. The IJ, intercept for case (b) is at IZ] = 43.3. 
Thus, even with a moderate loop gain, we get a tremendous improvement in voltage 
regulation. 


(b), with feedback 


R decreasing 


R decreasing 


(a), without feedback 
BA 


a 


Figure E8.3(c) 


Exercise 2, Sketch the (feedback) V-I curves in Example 8.3. Pick values of R, 


and find the corresponding values of IV, and |741 = IV,1/R. 
ne a 


8.5 GENERATOR CONNECTED TO INFINITE BUS 


a 
We now return to the interesting and important case of a generator connected through 
a transmission line to an infinite bus and consider the effects of adding a voltage con- 
trol system. The system we are considering is shown in Figure 8.5. 

In Section 7.12 we considered a linearized generator model for this case. It led 
to the block diagram in Figure 7.13. The input was AE, which may now be obtained 
from the excitation system block diagram in Figure 8,3. Considering a linearized 
version of Figure 8.3, we have AIV,| as an input and AE, as an output of the excita- 
tion system. To close the loop through the generator, we need AIV,] as an output 
from the generator model. In looking at Figure 7.13, we do not see the variable AIV,. 
In fact, as we will show, 


AIV,| = K; Aô + Ke AIE’ (8.21) 
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Voltage 
control 
system 


Vao = | Vaa 1 10° 


Figure 8.5 System under consideration. 


where Aé and AIE;| may be seen to be available as outputs of the generator model 
and K; and Kg are parameters depending on the system reactances and operating 
condition. Thus we are able to add the voltage regulator loop to Figure 7.13. 

We start by showing how (8.21) applies to the case under consideration, that of 
a lossless generator connected to an infinite bus through a lossless transmission line. 

Following a familiar technique, we absorb the line series reactance into the gen- 
erator model (using X= X; + X,, etc.) and consider Vy = IV,,|/0° as the termi- 
nal voltage. Using (7.73) as it applies in the present context, we get 


E, = Ve + jXy jhe” + jZ le" (7.73) 
After multiplication by e`, we get 
IE! = WV.) cos 8 ~ jlVixlsind ~ Žil + jŠ, (8.22) 


from which, by equating real and imaginary parts, we get 


IV, cos ô - IE; 

(oS (8.23) 

Xi 

IV,,| sin ô 
a (8.24) 

X, 
Now we are in a position to calculate IV]. As we note from Figure 8.5, 

V = Vo t jXu, (8.25) 


Introducing d and q variables, we get V, = (V, + jV,Je” and J, = (J, + jl,je"®. Sub- 
stituting in (8.25), multiplying by e”, and noting that V, = IV,.j/0°, we get 


V,+ jV = IWylcos - jWzlsin 8 + jX, + jl) (8.26) 
Now using (8.23) and (8.24) in (8.26) and separating the real and imaginary parts, 


we can find V, and V; 


X x; 
V, = IVd cosô =- Xil; = = IE; + S4 IV cos ô (8.27) 
Ky © ide 
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X, 
V, = -= IVd sin 8 (8.28) 
q 


Next we find IV,/2, 
IVP = VV = (V, + jV, ~ iVe” 
Thus 
V = (Vi + Vi)? (8.29) 


We note that (8.29) together with (8.27) and (8.28) gives us the dependence of 
IVl on [E;| and 6 in terms of the system parameters X}, X, and X,. The dependence 
is seen to be nonlinear, and we next consider a linearization. We assume steady-state 
operation with |Z;! = |E{, ô = 6°, IV; = IV; and then allow small perturbations of 
these quantities. Relating the perturbations, we get the linear equation 
av, aly, 


Aô + 


avd = 5 JIE’ 


AEI (8.30) 
The superscript 0 in (8.30) refers to the evaluation of the partial derivatives at the 
steady-state operating condition. Comparing (8.30) and (8.21), we see that 


FIAN a IV, 
K,2— Kt 
85 aE" 


We next calculate K;. Using (8.29) and the chain rule of differentiation, 


aly,! a, ay, 
m Wi + V2) (vs! +V; z) (8.31) 
Evaluating by use of (8.27) and (8.28), 
FA X; V? X, V? 
Je La J(= sing! + col) (8.32) 
36 Xi, VAA 


In calculating K;, we must first find the steady-state operating condition (i.e., 
we must find 8°, 111°). Then we can find V? and V9 using (8.27) and (8.28) and IV, 
from (8.29). Then we use (8.32). It is important to note that K; can be positive or 
negative depending on the steady-state operating condition. This possibility may be 
inferred as follows. From (8.27) it may be seen that V? is positive under normal op- 
erating conditions, From (8.28), for a generator, V$ is negative. Thus in (8.32), for 
a generator, the two terms on the right side of the equation are opposite in sign. 
Typical behavior shows K; positive for light loads (small P,,) and negative for heavy 
loads (large Po). The fact that K; may vary in sign leads to some stability problems 
to be discussed in the next section. 

We next calculate K. Using (8.29), (8.27), and (8.28) again, we get 
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av, av, av, 
=3(Vi+ Vi “a(y — + V,—~. 
dLE] (Yq EV aE" OIE!) 
‘ (8.33) 
_ avr X, Va 


= = — IE"? 
f aE] x, (VAP 


` Under normal operating conditions this constant is positive. 


Using Figure 8.3, we now complete the block diagram shown in Figure 7.13 to 
show the effect of adding a voltage control system. This leads to the block diagram 
shown in Figure 8.6. In Figure 8.6, G,(s) is the transfer function corresponding to 
the (linearized) feedforward part of the excitation system shown within the dashed 
outline in Figure 8.3. 

The new incremental system inputs are AV, and AP,. We may wish to inves- 
tigate steady-state and/or transient behavior in response to various inputs. As an ex- 
ample we wish to use the model to show what happens to the “natural” damping 
(discussed in Section 7.12) when a high-gain fast-acting voltage control system is 
used. In the analysis in Section 7.12, we treated E; as an (independent) input vari- 
able. Now with the voltage control loop added, AE, is a function of AIE} and AS. 
What happens to the damping in this case? 

To simplify matters, assume that the voltage control system is very fast com- 
pared with the dynamics of the rest of the system. Thus we assume, in Figure 8.6, that 
any change in AIV,| causes an essentially instantaneous change in Aly,!, that causes 
an essentially instantaneous change in AE;,. The model implications of these as- 
sumptions are the following. In the measurement block we set the time constant 
Tr = 0; equivalently, we replace the measurement block by its de gain, 1. Similarly, 
we replace G,(s) by its de gain, K, 4 G,(0). We note, from Figure 8.3 that K, is pos- 
itive. Thus if Av, is a (positive) unit step function, AE}, is a positive step function of 
amplitude K,. Making these changes in Figure 8.6, we get Figure 8.7. We 


l 
Ms? + Ds +T 


Flux decay 
transfer function 


Rotor angle 
transfer function 


Figure 8.6 Voltage control system added, 
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Flux decay 
transfer function 


Rotor angle 
transfer function 


Figure 8.7 Simplification with fast-acting exciter. 


note that the approximation is reasonable for a fast-acting solid-state (thyristor) type 
of exciter. 

To investigate the effect of the fast-acting exciter on the damping of the rotor 
angle poles, we will use the root-locus method. To do this we need to reduce Figure 
8.7 to a single loop. Suppose that we redraw Figure 8.7, appropriate for finding the 
closed-loop transfer function from AP; to Ad. We save that (feedforward) portion 
of Figure 8.7 between the points labeled (y) and (x). With AV, = 0, we can replace 
the rest (all the feedback paths) by a single transfer function G(s) from (x) to (y). 

We now calculate G,(s) È IE ai/A6. From Figure 8,7, 


D ii K; 7 P oy 
AÈ => ae Kid = KAKs Aò + KA ÊD] (834) 


Collecting terms in AIE al on the left, we get 


K3K,Kg a KK + KK) | 
IE erena | AIE'| = ———* $ 
( 1+ KTS s 1+ KTys 4 a Bs) 


Multiplying both sides of the equation by 1 + K;T",,s, we then find that 


gus AEI -K{K; + K,K;) 
: AS 1+ KKK + K;T',s 


With this simplification we get the single-loop feedback system shown in Figure 8.8. 
The summing point at the left is included to facilitate a comparison with Figure 7.13, 
It is not the AV e input. 

If we now compare Figure 8.8 with Figure 7.13, we observe that except for dif- 
ferent constants, we have the same kind of system. There are still three open-loop 
poles. The open-loop rotor angle poles are the same: since K,, K., and Kg are all 
positive, the real-axis pole associated with T", is farther in the left half-plane. Since 
K; is also positive, then if K; is positive, the overall situation is not qualitatively dif- 


(8.36) 
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- G(s) 
Ky(Ky + K,Ks) 
1+ KsK,K, + KyTigs 


46 


Ms? + Ds +T 


Figure 8.8 Singie-loop system. 


ferent from the case considered in Section 8.12. Thus, we can expect to preserve the 
natural damping. 

But consider the common case when K; is negative. This is the troublesome case 
and occurs when the generator is supplying a large active power over a long trans- 
mission line. In this case K, + K,K; is frequently negative and in effect the feed- 
back changes from positive to negative! Thus, we get the root locus shown in Figure 
8.9; we can think of K; as the gain parameter that varies from zero to infinity. 

Since the rotor angle poles are so close to the jw axis, we can expect the system 
to be unstable with typical loop gains. Thus, we have not only lost the natural (pos- 
itive) damping, but the system may now even be unstable! The situation is changed 
in detail but not in its general features if a more detailed voltage control system model 
is considered. ` 

In solving the problem we would like to retain the fast-acting exciter. The im- 
portance of maintaining voltage during faults to improve transient stability will be dis- 
cussed in Chapter 14. Reversing the feedback is not a solution (simply done with an 
inverter); K, + K,K; can also be positive! 

The most common means of dealing with the problem is to make the system in- 
sensitive to the parameter K; with an auxiliary loop. The loop provides a signal usu- 
ally derived from machine speed (i.e., A), but it can also be derived from terminal 


\ Figure 8.9 Root locus with 
Ka + KaK; <0. 
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voltage, power, and so on, or a combination thereof. The “shaping” of this signal is 
done in a power system stabilizer (PSS). As a simple example consider the case shown 
in Figure 8.10. Assume that the stabilizer gain is positive. 

We again calculate the gain G,(s) = AIE‘|/A6. 


. K, : 3 ~ ys i) 
io aa f + t a a $ 
AEJ = 77 a K, Aé K (Kad Ke MIE - 7 — a6 (8.37) 


Collecting terms in AIE‘] on the left, after some algebra we get 


1 2a: z 
Gels) = AEJ =K, YK” — 1(K, + K.Ks)s (K, + K,Ks) (8.38) 
AS (1 + KKK + K3T4,5\(1 + sr) 

Compared with (8.36) we have an additional pole (at s = —1/r) and two zeros. 
The location of the zeros depends on K;. If K, + K.K; is positive, we get real-axis 
zeros, If K, + K,Ks is negative, we can have either real or complex zeros. Typical- 
ly, the zeros are quite close to the origin in either case. 

Thus the effect of a negative K, + K,K;, which previously reversed the sign of 
the feedback, now only shifts the location of a pair of zeros in an unimportant way. 
Note also that the sign of G;(s) in pole-zero form is now positive; thus we plot a neg- 
ative feedback root locus. The results of such a plot are shown in Figure 8.11 for val- 
ues of M = 3/377, D=0, T=101, K;=0.36, K,=147, K; = -0.097, 
K; = 0.417, K, = 25, y = 10/377, andr = 0.05. The root-locus gain is K = 276.5K>. 
As the gain K is increased, the rotor angle poles move farther into the left half-plane. 
Thus the damping is restored. We show the closed-loop pole location by a square 
symbol for a value K, = 1.15. The system is very well damped. 


Power system 
stabilizer 


Figure 8.10 Power system stabilizer added. 
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X open-loop poles 


© closed-loop poles 


Figure 8.41 Root locus with 
power system stabilizer added. 


We conclude this section with the following observations: 


m 


. There are better power system stabilizers than the one shown in Figure 8.10. 
The basic idea, however, is nicely illustrated with this very simple type. 

. Earlier, in Figures 8.1 to 8.3, we showed other inputs as inputs to the excitation sys- 
tem. Now we can give the PSS output as an example of one of these other inputs. 

. We have been considering the stabilization of a single generator. Suppose that 
we have many interconnected generators, each with its own voltage control sys- 
tem. In this case, in the PSS realization, we can decide to use only signals avail- 
able locally at each generator (decentralized control), or we can consider the use 
of shared system measurements (centralized control). If at the ith generator we 
only use 3,, this is a case of decentralized control; if we use additional ô s derived 
from other generators, this is acase of centralized control. 

4. The problem addressed in this section belongs to the larger class of dynamic sta- 

bility problems. One manifestation of this kind of instability is the spontaneous 

buildup of oscillations under certain operating conditions. There may be a va- 

riety of causes (not just the voltage control system) and solutions (not just a 

PSS). The identification of the source of the instability can be a very chal- 

lenging assignment. Once identified, finding a robust solution that will work 


nr 


Ge 
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under all operating conditions may also be difficult. Fortunately, unlike in the 
case of the transient stability problem, the powerful techniques of linear (feed- 
back) system theory can be effectively used. 


A comment on the modeling in this chapter. In our simple cases only one gen- 
erator was involved; we could obtain some analytic results on regulation and stabil- 
ity. The general case, with many interacting generators, is much harder. 


8.6 SUMMARY 


Figure 8.3 shows a simple block diagram of a voltage control system consisting of a 
generator and an excitation system. The input to the generator is E,,. The output 
of the generator, IV; |, is fed back to the exciter, which generates E,,. The model fa- 
cilitates the study of steady-state and transient behavior. For an isolated generator, 
the voltage regulation is improved by increasing the loop gain. With increased loop 
gain, however, care must be taken to avoid instability. 

Stability must also be considered when a generator with a fast-acting exciter is 
connected to a larger system. Modeling the larger system by an infinite bus, a root- 
locus analysis shows the possibility of instability under certain operating conditions. 
Stability is restored, for general conditions of operation, by use of a power system 
stabilizer. 


Problems 
8.1. Consider an isolated generator with an inductive load Z = R + jX. Show that G, (0), 


which is the de gain of the transfer function from Eya to IVjl, is always less than 1. 
8.2. Refer to Figure P8.2 and assume that 


Z = 0.05 - j0.8 

r =005 wt 
Xi = 10, X; = 0.2, X, = 0.6 
Tio = 4.0 sec 


Initially, IV,! = 0. Att = 0, E,, = 1 is applied. Find iV, as a function of time. 


Eg 


F Figure P8.2 
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8.3 For an isolated generator with a local (impedance) load, Z = 1/jwC = - j0.5, 
X4 = X, = 1, X4 = 0.2, Ta = 1, and Eja = £,€ > O arbitrarily small. The system is ini- 
tially at rest with IV,(0)| = 0. Find an expression for IV,|(t) for ¢ = 0. 

8.4. Assume the simplified linearized voltage control system model shown in Figure P8.4 and 
an isolated generator supplying a local load. We are given the values 


Tho = 4 sec 
X,=1 
X, = 0.6 
X= 0.2 
r=0 
Z= -j03 


Figure P8.4 


8.5. Consider the system in Problem 8.4 with the following change: Z = R. Assume that 
K > Qis large enough for a damped oscillatory response. Do we get more damping with 
R large or R small? Hint: Look at the real part of the (complex) closed-loop poles, 


8.6. For a generator with a local (impedance) load, plot the steady-state voltage regulation 
curves (IV,I versus |Z,)) for (a) no feedback and (b) feedback. Assume that 


Open circuit IV,i = 1.0 


Note: In (a) pick Ey so that assumption 4 is true: in (b) pick V,,; so that assumption 4 
is true. 


8.7, Repeat Problem 8.6 except assume that Z = jX,0< X < œ. 


@ 6 


oy Sees eo CHAPTER 9 


Network Matrices 


9.0 INTRODUCTION 


In this chapter we introduce two important network descriptions of the intercon- 
nected power system. These representations incorporate the various models of the 
electrical characteristics of components we have developed in the earlier chapters 
and provide the relationships governing the behavior of the node voltages and cur- 
rents. The two network descriptions we will provide are the bus admittance matrix, 
referred to as the Ypu, and the bus impedance matrix, referred to as the Zyus. l These 
network representations are widely used in the various power system analysis tools 
that will be developed in the following chapters. The Yiu. representation finds wide- 
spread application in determining the network solution and forms an integral part of 
most modern-day power system analysis. The Z,,,, representation is mainly used in 
fault analysis. In this chapter we present the steps in developing the two represen- 
tations and discuss the appropriate use of these representations. 


9.1 BUS ADMITTANCE MATRIX y 


294 


In the bus admittance matrix representation, the injected currents at the nodes 
of the interconnected network are related to the voltages at the nodes via an admit- 
tance representation. The bus admittance representation is obtained in terms of 
a primitive representation, which characterizes the electrical behavior of the various 
network components. This primitive representation does not take into considera- 
tion the interconnection of the components in forming the network. The steady- 
state behavior of the interconnected network comprised of the various components 
is given by the bus admittance matrix obtained by performing nodal analysis on 
the network. 

In this section we provide a simple constructive approach to determine the bus 
admittance matrix from the primitive description of the network components. The 
analytical basis for this approach has its foundation in graph theory and multiport 
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representation of networks. For a more detailed presentation of this analytical ap- 
proach, the reader is referred to Pai 1979, (Chapter 3). s 

The bus admittance matrix of an interconnected power system is large and has 
a large number of zero entries. This occurs because each bus or node in the physi- 
cal power system is connected to at the most three to five other buses. This feature 
of the bus admittance matrix is referred to as sparsity. The recognition of this prop- 
erty of the matrix and development of special numerical techniques to deal with it 
have revolutionized the computer-based analysis of power systems. 

We will now develop the per phase representation of the interconnected net- 
work using the bus admittance matrix representation. In developing this representa- 
tion, we have taken the neutral as the reference node and will relate all the (phase a) 
node or bus injected currents to the (line-to-neutral) node or bus voltages. The rela- 
tionship between the injected node currents and the node voltages is then given by 


I= Y,,,V (9.1) 
where 


I = vector of injected node currents 
Yus = bus admittance matrix 
V = vector of node voltages 


Each component element of the interconnected network is referred to as a branch. 
The branch or the component is connected between two nodes of the network, or be- 
tween a node and the reference node. For the purpose of modeling, we will repre- 
sent a branch by either the branch impedance z, or the branch admittance y. The 
branch impedance z is also referred to as the primitive impedance, and the branch ad- 
mittance y is referred to as the primitive admittance. In terms of the primitive ad- 
mittances, the steps in developing the bus admittance matrix or Y,,, for a given 
network are as follows: 


Steps in Constructing the Y,,,, by Inspection 


1, The Y, is symmetric. 


2. Y;, the self-admittance (diagonal term), is equal to the sum of the primitive ad- 
mittances of all the components connected to the ith node. 

3. Yy, the ijth element of the Y,,, (off-diagonal element), is equal to the negative 
of the primitive admittance of all components connected between nodes i and 
j. Itis to be noted here that if more than one component is connected in par- 
allel between the two nodes, the equivalent primitive admittance of the com- 
ponents is first obtained before determining the entry in the Y,,,.. 


We will now consider various examples to demonstrate the application of the simple 
rules to construct the Y,,,, by inspection. 
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Example 9.1 


Given the z-equivalent model of a transmission line Figure E9.1, between nodes p 
and q, determine the Yp representation for the line, 


Figure E9.1 -equivalent 
model of a transmission 
line. 


Solution We wish to find J, and J, in terms of the voltages V, and V,. In the r- 
equivalent model of the line, Z,¢,. represents the series impedance of the line con- 
sisting of the series resistance and inductive reactance, and Y.nuny/2 is the admittance 
corresponding to half the shunt capacitance placed at each node of the line. 
Applying the rules to develop the Y;,,, we find that 


I, ( 1 + tam -( 1 ) Y; 
nS Zseries 2 Zseries 


1 1 a 
- + 
L (4) (2. 2 


Note that in developing the diagonal and the off-diagonal terms of the Y;,,,, we have 
taken the reciprocal of the appropriate primitive impedances to determine the prim- 
itive admittances. We also note that the Y,,, provides a relationship between the volt- 
ages at the nodes and the injected currents at the nodes. This example serves as a 
building block for the examples that follow. We will utilize the Yp developed for var- 
ious components to put together the Yp, for a representative power system. 


y, 


4. 


Example 9.2 
Given the model of the transformer in Figure E9.2, obtain the Y, representation of 
the transformer. ¥ 
l, je h 
i, a a 7 
+ + 
V, V, Figure E9.2 Simplified 


_ equivalent circuit model 
o ofa transformer. 


Solution Before we develop the Y,,, representation of the transformer, it is impor- 
tant to note that we have omitted the shunt branch of the transformer since it draws 
` negligible current compared to the load current. In addition, the series resistance is ne- 
glected, and the series inductance is referred to one side (high-voltage or low-voltage 
side) of the transformer. The Y, representation for the transformer is then given by 
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L jx jx ILY, 
In the example that follows, we will present a case in which the Y, representation for 
transformers with off-nominal turns ratio (the turns ratio of the transformer is differ- 

` ent from the ratio of the base voltages on the two sides of the transformer) is devel- 
oped. This is usually the case when we have regulating transformers for voltage control 
as introduced in Section 5.9. The example also presents the network model for regu- 
lating transformers. 


Example 9.3 


Figure E9.3(a) shows the single-line representation of an off-nominal turns ratio trans- 
former connected between nodes p and q. In the representation the transformer turns 
ratio is normalized as a:1, and the nonunity side is called the tap side. In the repre- 
sentation the series primitive admittance (reciprocal of the series primitive imped- 
ance) of the transformer is connected to the unity side. 


ail 
A al, y A 
y ” 38 ip ae R sa Figure E9.3{a} Off-nominal 
j aP 1 transformer representation. 


(a) Find the Y,,,, relating (terminal) bus voltages and currents. 
(b) Show that Figure E9.3(b) is an equivalent circuit model. 


Figure E9.3(b) Off-nominal 
transformer equivalent circuit. 


Solution. (a) Using the results of Example 9.2 we can write 


4 1 | 
K Pes l y 7 a V, (9.2a) 
Lad o Fd y 


L g 


= (9.2b) 
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(b) We can calculate the bus admittance matrix for the circuit given in Figure E9.3(b) 
and show it is the same as (9.2b), Alternatively, given (9.2b) we can easily derive the 
circuit. Hint: Start by noting that the series bridging element in the circuit must be the 
admittance y/a. Then add as shunt elements whatever is needed to end up with self- 
impedances y/a’ and y. 


Example 9.4 


Consider the five-bus system shown in Figure E9.4. The parameters for the line data 
and the transformer data are provided in Table E9.4. The table provides information 
regarding the network topology by providing the bus numbers to which the branches 
are connected. In addition, the table provides the series impedance and the line charg- 
ing susceptance for each line in p.u. on an appropriately chosen base. Determine the 
bus admittance matrix Y,,, for the given system. 


Figure E9,4 Single-ine 
3 diagram for Example 9.4. 


TABLE E9.4 TRANSFORMER AND 


TRANSMISSION LINE DATA 


From Bus# | ToBus# | R(pu.) | X(pu) | B(pu) 
1 2 0.004 | 0.0533 | 0 
2 3 0.02. | 0.25 0.2 
3 4 0.02 0.25 0.22 
2 4 0.01 0.15 0.11 
4 5 0.006 | 0.08 0 


Solution Note that the data provided are in terms of the primitive impedances for the 
series impedance data. The line charging is provided in terms of the total primitive ad- 
mittance B. We model each transmission line using the 7-equivalent model. Before 
assembling the Y,,., we first calculate the primitive admittance of each branch. All the 
admittances are in per unit. 


| 
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memes eee = 1.400 — j18.657 ` 
7 = joe joga T S 
1 ; 
yj = 0.02 + j0.25 = 0.318 - 73.975 
Ya = yn = 0.318 ~ j3.975 
1 
Jy = 0.01 + j0.15 = 0,442 - 6.637 
a ces 0.932 — 12.43 
ys Do + jog 7T 7A 


Having calculated the primitive admittances, we can now start assembling the ele- 
ments of the Y,,,. For the purpose of clarity, we will individually form each element 
and then display the elements in matrix form. 


Yı = y2 = 1.400 - [18.657 
Yo = Ya SY = —1.400 + 18.657 
Yi3 = Yy = Yis = Yu = Yu = Yq = 0 


B, 
Yn = mat watt Pee PH 


= 1.400 — j18.657 + 0.318 — j3.975 + 0.442 — j6.637 + j0L1 + j0.055 
= 216 - 29.104 


Vig = Yp = -y3 = -0318 + [3.975 
Vg = Yp = -yy = -0.442 + [6637 
Ys = Yoo = 0 
Yo = yy + Yy + jes iz 
= 0,318 — 3.975 + 0.318 — j3.975 + j0.11 + j0.11 = 0.636 - 77.73 
Yy = Yq = -yy = 0318 +. 73.975, 
Yis = Y= 0 | 


By B 
Ya = You t yat Yas +, 3 + i 
= 0.442 — 76.637 + 0.318 — 73.975 + 0.932 - 712.43 + j0.055 
+ j0.11 = 1.692 - j22.877 
Yas = Yoq = -ya = 0.932 + j12.43 


Yes = Yas = 0.932 - 12.43 
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Having calculated all the elements of the Ypus, we are now in a position to write the 
Yius in matrix form. 
(1.40~j18.66) (-1.40+j18.66) 0 0 0 
(—1.40+/18.66) (2.16-j29.10) (-0.318+j3.98) (-0.442+j6.64) 0 
Yous = 0 (-0.318-+j3.98) (0.636—/7.73) (-0.318+j3.98) 0 
0 (-0.442+ 6.64) (—0.318+j3.98) (1.692-j 22.88) (-0.932+j12.43) 
0 0 0 (-0,932+j12.43) (0.932-/12.43) 


In the development of the Yp described in this section, and in the various ex- 
amples presented, we have neglected the effect of mutual coupling between trans- 
mission lines that are in close physical proximity. For interested readers, this 
material can be found in Grainger and Stevenson (Chapter 7) and Anderson (Chap- 
ter 11). 


Exercise 1 Consider the Y,,, obtained in Example 9.4. Modify this Y,,, to re- 
flect the effect of the line between buses 2 and 4 being removed. 


Example 9.5 


For the system given in Figure E9.4, a generator with emf equal to 0.90 20° p.u. and 
a reactance of j1.25 p.u. is connected to bus 1, while a motor with internal voltage 
equal to 0.80 2-70° p.u. and a reactance of j1.25 p.u. is connected to bus 5. Convert 
these voltage sources to appropriate current injections. “Neglect resistances in 
Example 9.4, and write the nodal admittance equations of the system in the form 
of (9.1). 


Solution Before proceeding to obtain the nodal admittance equations, we first pre- 
sent the procedure to convert voltage sources to current sources. As depicted in the 
earlier chapters, in per phase analysis power system components are represented by 
passive impedances or equivalent admittances together with appropriate active volt- 
age or current sources. For the purpose of steady-state analysis, in Chapters 5 and 
7, we had represented a generator by the circuit shown in Figure E9.5(a). We will 
first show that this is equivalent to the current source representation given in Figure 
E9.5(b). 
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Figure E9.5 Circuits illustrating source transformation. 


The circuit in Figure E9.5(a) is governed by the equation 
E = lz + V, 


‘Dividing both sides of this equation by z, provides the expression for the current source 
in Figure E9.5(b): 


E, 
gu ht Vals 


s 


where y, = 1/z, the primitive admittance corresponding to the emf source primitive im- 
pedance. Hence, the emf £, and its series impedance z, is converted to an equivalent 
current source Z, with a shunt admittance y, given by 


l E, d 1 
== and y,=— 
Zs x S 


Applying the preceding transformation to our example, we note that the current source 
at bus 1 is given by 


0.90 /0° 
I = = i = e 
n= pg TAN 


The admittance connected between bus 1 and the neutral is given by 


S 
= — = —— = -jl 
Ya == Fag ~~ 1080 


Similarly, the current source and the admittance at bus 5 due to the motor are given by 


Is = 0.64/-160° and ys = — j0.80 
Representing these changes in the system of Figure E9.4, we have Figure E9.5(c). 
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With the resistances neglected, the primitive admittances in Example 9.4 are given by 


1 2 4 5 
Ti T 
li Ysl OS Is 
3 — — 


Figure E9.5{c) Inclusion of current sources in Example 9.4. 


1 
= — j18.76 
ya = F533 
= _ 5499 
T 
Yu = Jy = — 74.00 
=-= -6.67 
Ju = J015 ] 
1 
=-— = - j125 
"008! 


As before, we can now calculate the terms of the admittance matrix using the primi- 
tive admittances. 


Ya = yu + ya = 718.76 — 70.8 = — 719.56 
Ya = Yq = -yy = 718.76 
Yp = Yy = Yis = Yq. = Yp = Yq = 0 


4 
By Bay : 

Yoo = Yin + Yas t yut iz? iy 
= ~j18.76 - j40 - j6.67 + j011 + j0055 


= — j29.27 
Yn = Yp = -yy = j40 
Yy = Yp = -}4 = — j6.67 
Ys = Yq = 0 
By By 
Ys = Ys tut 5 tiz 


= -j4.0- j40+ jO11+ j011 =—j7.78 
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You = Yg = =yy = 4.0 
Ys = Yg = 0 


Bo 34 
Yu = ya + Vag t yy f= + j— 
a Ja T Yat Yas + J 7 ] 7 
= — j6.67 — j4.0 — j12.50 + j0.055 + j0.11 = — j23.01 
Ys = You = —Yas = j12.50 
Ys = yas + ys = ~ j12.50 ~ j0.80 = — j13.30 


Having calculated all the elements of the Y.,,,, we are now in a position to write the 
nodal admittance matrix equations given by (9.1): 


0.72 /-90° ] [-j1956 j1876 0 0 0 Ty, 
0 j1876 = -j2927 j40 6.67 0 oly 
0 =| 0 j40 -j7.78 = j4.0 0 ly 
0 0 j667 j40 -j2301 12.50 |y, 
0.64 /-160° 0 0 0 j25  -jB30]| v 


where Vi, V3, V;,V,, and Vs,are the node voltages measured with respect to the refer- 
ence node, which is the neutral. We also note that there are only two injected currents 
at bus 1 and bus 5. All other injected currents are zero, 


9.2 NETWORK SOLUTION 


In practical applications for large-scale power systems, the nodal admittance equations 
are solved for a wide range of operating conditions. In most of these studies, the 
network parameters and the configuration remain the same, and the change in oper- 
ating conditions is reflected by the change in the external sources (voltage or current) 
connected to the nodes. In this situation, the Y,,,, remains fixed, and different volt- 
age solutions are obtained corresponding to different sets of current injection vec- 
tors. In finding numerical solutions for the voltages, considerable savings in time and 
computational resources can be obtained if the calculations are done efficiently. One 
technique that is commonly used is Gaussian elimination coupled with triangular 
factorization. In triangular factorization, we express Y,,, as the product of 
two matrices L and U. These matrices are referred to as the lower triangular and 
upper triangular factors of Y,,, respectively. The triangular matrices L and U are 
obtained from the Y, using triangular factorization. The matrices L and U are 
unique for a given Y,,,. As a result, once these factors have been calculated, they 
can be stored and reused for other calculations. The analytical basis for the proce- 
dure is as follows. 
From (9.1), we have 


I= Y, V = (LU)V (9.3) 


i 
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Once the factorization has been obtained, the solution to the voltage vector V is then 
found first by solving the system 


I=LV (9.4) 
and then solving 
V=UV (9.5) 


Note that L and U are both triangular matrices; as a result, the solution of (9.4) con- 
sists of only a forward substitution, and once the solution for V is found, the solution 
of (9.5) consists of a back substitution to determine V. 

We will now give a simple example to illustrate the basic idea behind triang- 
ular factorization. 


[ce ae en ae Re a 
Example 9.6 


Suppose we are given a3 X 3 matrix M and want to find its lower and upper triangu- 
lar factors L and U. 
Using the standard formulation, we have 


1 0 O}} uy, wy üg 
M = LU = ta 1 0 0 Un Uy, 
fa ta 1JL0 0 uy 


Notice that L has all 1’s on the main diagonal. After matrix manipulation we have 


Uy, un u3 
M =| fnug fuin + uy fn + uz 
fal faun + fn boig + Lalin + gs 


divided by u gives us the first column of L, So we now know uy, , uy, tisfa, fz, from 
which we can find u» and u. Then we can solve for £3) and finally uz. The order of 
the computation moves diagonally down and to the right. 
rg a 
——— is 
Exercise 2 Given 


53 2 
M=/3 2 1| findLandU. 
3: aly 35 


Triangular Factorization Method. The technique we described in Example 9.6 
is not explicit enough or efficient enough for machine computation. We next turn to 
a very efficient method to calculate the L and U matrices given Y,,,. We start with 
ann X n matrix Y, and use an algorithm to calculate new values and overwrite the 
original ¥;,, We then repeat the process. After n — 1 iterations the resulting n X n 


We note that the first row of M gives us the first row of U, while the first column of M | 
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matrix has the elements of U in the upper right-hand corner and the element of L 
(minus the diagonal of 1’s) in the lower left corner. The algorithm uses computer 
memory very efficiently. For details see Golub (Chapter 4). The alert reader will no- 
tice that the algorithm parallels what we did in Example 9.6 but in a more efficient 
and orderly fashion. 


Triangular Factorization Algorithm 
For k = 1,2,...,(n - 1) 


IfY, =0 
then 
quit 
else 
Yx 
Yam i=k+1,..., 
ik Yy L n 
YuYu 
y =Y- = blakti eh 
Yx 


where k is the iteration number. 
We will now demonstrate this algorithm for a four-bus system of nodal equations. 
From (9.1), we can write the system of equations for a four-bus system as follows: 


Mi Ye Ye: Yale) NA 

Yn Ya Ys Ya|l%|_|h 66 

Yn Yo Ys Yu || Vs) 15 

Yo Yo Ys Yu liVal Ll 
At the first step in the preceding algorithm (where k = 1), the 4 X 4 Y,,, given in (9.6) 
will have the following elements stored. The superscript in parentheses provides an 
index for the step. 


n tg h Ma 
Yo Y9 vo Yy 


(9.7) 
Ya Y; Ys Yy 
Ye POY Yy 
where ; 
Y, 
yy = fori = 2, 3,4 (9.8) 
Yu 
where 
YN; 
YP =y -5 fori, j =2,3,4 (9.9) 
Yı 
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At the second step in the algorithm (where k = 2),the4 X 4 Y,,, given in (9.6) will 
have the following elements stored. 


2 9.10 
Ys YO Ya You 
va Ye Ye Yu 

where 

Yo 
Q= fori=3,4 (9.11) 
r 
and 
YOY 
YP YP a fori, j = 3,4 (9.12) 
2 


At the final step in the algorithm (where k = 3), the 4 X 4 Ypus given in (9.6) will 
have the following elements stored. 


AAA 
Yn Yo Yh Yu 


9.13 
ri f Yy Y% oe) 
Wee YF 
where 
«YR 
Y} = yo fori =4 4 (9.14) 
33 
and 
yey? 
Y? = y?) - a fori, | =4 (9.15) 
33 


As a result of the factorization given by (9.13), the L and U matrices are then given by 


fie a jae ese 
ye 1 0 0 o yy vB y 

L U= 22 2B 24 9.16 
ro Yg 10) ""lo o ve vg] 9 
Ya Yo YR 1 0 0 0 x? 
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We then perform the forward substitution and the backward substitution given by 
(9.4) and (9.5), respectively, to obtain the final solution for the voltage vector V. 

We will now present two examples showing the solution process in obtaining the 
voltages from the nodal equations. In the first example, we will obtain the solution 
by simply obtaining the numerical inverse of the Y,,,. In the next example we will 
perform the triangular factorization on the identical Y,,, and compare the solutions 
obtained. 


Example 9.7 
For the nodal equations obtained in Example 9.5, determine the vector of voltage so- 


lutions by evaluating the inverse of the Y,,, and premultiplying the current vector by 
the inverse matrix. 


Solution The nodal equations obtained in Example 9.5 are given by 


-j19.56  j18.76 0 0 0 vi] [0.72 /-90° ] 
j1876 -j29.27 j40  j66T 0 ivy 0 
0 j40  -j778 j4.0 0 Tl= 0 
0 j6.67 j4.0 -j23.01 12.50 || 0 
0 0 0 j125  ~j13.30JLV%} 0.64 /-160° 
which is of the form 
YV =I 


We now obtain the inverse of the Yp, which is given by 


j1021 j1.012 1.013 0.959 0.901 
j1012 j1055 j1.056 j0.999 j0.939 
(You)! =| J103 j1056 j1215 1.057 j0994 
j0.959 j0.999 j1.057 j1.057 0.993 
j0.901 0.939 0.994 j0.993 f1.009 


The voltage vector V is then given by V = (Y,,,) L 


1.08 /-30.16° 
1.092 /-31.17° 
V =| 112 /-3227 
1.087 /-33.33° 
1.06 /-34.89° 


Example 9.8 


For the nodal equations obtained in Example 9.5, determine the vector of voltage so- 


lutions by performing the triangular factorization of the Y, and using the forward and 
backward substitution shown in (9.4) and (9.5). 
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| Í Sec. 9.3 Network Reduction (Kron Reduction) 309 
| 
Solution The first step in the procedure is to perform the triangular factorization ac- ~j19.56 18.76 0 0 0 
cording to the algorithm described earlier. In order to facilitate the process, we first 0 ~j1128  j40 j6.67 0 
l copy the Y,,, obtained in Example 9.5. U= 0 0 ~ 636 j637 0 
-j19.56 18.76 0 0 0 0 0 0 71270  j125 
j1876 -j2927 j40 76.67 0 0 0 0 0 — 70.994 
| Yous =| 0 j40 =j778 ja. 0 We now perform the forward substitution given by (9.4), which gives 
0 j6.67 j40  -j23.01 712.50 f 
, 0 0 0 725 -j830 -j0 
l ~ j0.691 
We now begin the factorization process. Since the Y,,, in this case is a $ X 5 matrix, V= ~ j0.245 
there will be four steps in the factorization process. The elements stored in the Yus ; 
at the end of each step will be shown. “e 
i i i | -0.601 — j0.862 
l; ~ 719.56 718.76 0 0 0 | Using this solution for Ý, we now solve the backward substitution given by (9.5) to obtain 
n —0.959 -j11.28 j40 j667 0 ! 2 
| Q= 0 j40 -jB j40 0 et aes 
| 0 j667 j40 -j23.01 12.50 | Poy A 
i Lo 0 0 j25 -j1330] | Va) 112 -32.27 
i Š 7 | 1.087 /-33.33° 
| i z j19.56 j18.76 0 0 0 1.06 /—34.89° 
i “ -0.959 -j1128 j4.0 6.67 0 | ty 
pi =| 0 -0.355 -j636 637 0 
| 0 -0.591  j6.37 -j19.07  j12.50 | 
| P a R e SA | 9,3 NETWORK REDUCTION (KRON REDUCTION) 
i — 719.56 718.76 0 0 0 ! 
—0.959 -j1l28 740 j6.67 0 In a power system, the current injection is always zero at buses where there are no 
Po es | -0.355 ~-j636  j637 0 external loads or generators connected. Such nodes may be eliminated. It is very easy 
aris 0 0.591 -1.001 -j12.70 12.50 : to do this, as shown in the following example. 
p p 0 0 0 j125  -j13.30] 
q ~ 
: ~j19.56  j18.76 0 Of 0 Example 9.9 
Te -0.959 -j1128 j40  j667 0 Pr ENS 
2 m=} 0 -0355 -j636 j637 0 Teate given | 
B : a a - i j12.50 l 1) [Ye Ya Yal 
—0.984 — j.0994 L = Yn Yn Yy} V, 
From the final step in the triangular factorization, we obtain the L and U matrices 0 ni Ya YIL” 
iven b ’ 
ne The current injection into node 3 is zero and may be eliminated as follows: 
1, Using the third row of the matrix, express V; in terms of V, and V}. 
2. The dependence of J, and Z on V,, V, and V; may now be expressed in terms 
of V, and V, alone. 
3. Collect the terms into a new 2 X 2 admittance matrix. 
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Carrying out this procedure, we have 
LO=Yavi + Yo + YW or 
Yz Yy 


Y; 
2 h= Yah + Yale + Yoy -v 


3 33 
Y, Y, 
b= Yak + Yht Y-i- ) 
25 tuni T dnt, T toy ale Yu 
I, (x, -“2) (x, - 72) V, 
3 Yy 


l n9 ( "9 
Ya- 2) (y, -2n 
h ( % Yy z Yy y, 


We note that while the matrix is of lower dimension, it may be less sparse. Note also 
that after calculating V, and V, we may easily determine V,. 


men ee ee ee 


We can generalize the procedure for an n-bus system as follows: For an n-bus system, 
if node k has zero current injection (i.e., J, = 0 in the nodal equations), then we can 
obtain the reduced admittance matrix by eliminating node k by using the formula 


ye) = YY j ae 
i TE oy ij =1,2,...,n ij#k (9.17) 


The superscript (new) distinguishes the elements of the new (n-1) x (n-1)¥, 

from the original n X n Yp. The lower dimensional system in which the zero cur. 
rent injection bus is eliminated is said to be Kron reduced. Obviously, we can iterate 
on this scheme to eliminate as many nodes (with zero current injedifons) as desired. 


Example 9,10 


For the nodal equations obtained in Example 9.5, eliminate node 3 using Kron reduc- 
tion, and obtain the new Y,,,. i 


Solution Using (9.17), the calculations for the second row of the new Y, are as follows: 


v Yok. (/4.0)(0) 
Ya” = Yy ~ EE = jigy - AO) L 
1O Yy Se yg de 


new YY, i4.0)(j4.0 
eyan are CO 
Yy a NAR 
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YpY: (74.0) 74.0) 
yor) = Bes (6.6 sae ig, 
24 Ya Ys j6.67 -FTR Ien 
YaYs 400 
yee) -= Y. RELEE | EAA 
5, 5 Ya; an j7.78 
The new nodal equations are given by . 
0.72 /-90° -j19.56  f18.76 0 0 V, 
0 _| 718.76 = - 727.21 jen 0 V, 
0 0 (8.73 = - 720.953 f12.5 || V; 
0.64 /-160° 0 0 J125 -= f13.30]] Vs 
When solved for the voltages, these equations give the solution 
V, 1.08 /-30.16° 
V, | _ | 1.092 7-31.17" 
V, 1.087 /-33.33° 
V; 1.06 /-34.89° 


The solution obtained is the same as the one obtained earlier. 


9.4 Y,,, STRUCTURE AND MANIPULATION 


For large-scale power systems, the Y,,,, is a highly sparse matrix. As a result, it has a 
large number of zeros and relatively few nonzero entries. In order to store and ma- 
nipulate the matrix more efficiently in computer applications, highly efficient nu- 
merical techniques have been developed. These techniques include methods for 
optimally ordering the sparse matrices and efficient methods for solving systems of 
sparse matrix equations. The description of these techniques is beyond the scope of 
this book, The interested reader is referred to an excellent chapter on the topic of 
sparsity in large-scale network computation by Alvarado, Tinney, and Enns. 


9.5 BUS IMPEDANCE MATRIX 


In Example 9.7, we obtained the solution to the voltage vector V by determining the 
numerical inverse of the Ypa» The inverse is called the bus impedance matrix or Zyys. 
The Z,,, relates the injected currents at the nodes to the nodes voltages with respect 
to the reference node via 


V = Zout (9.18) 


The Z,,, cannot be written down by inspection like the Yu, However, it is very 
useful in performing short-circuit calculations and will be used for this purpose in 
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Chapter 12. The Z,,, is an open-circuit network description. In expanded form, for 
an n-node network (9.18) can be written as 


V, Zy Zn o Zn h. 
V, Š Zy Zn ate Ly h (9.19) 
V, Zn Zn id Zan L 


Where the voltages are referred to a common reference and the currents are the in- 
jected currents at the nodes. If every current except that injected at node k is zero, 
we have from (9.19) 


vi Zi 
v, = Zx h, [,=0,j#k (9.20) 
V, Zuk 


This defines the kth column of the bus impedance matrix since we can solve (9.20) 
to compute 


Zi =) i= 1,2, se gM (9.21) 
1y/1,=0, j#k. 


Since all impedance elements are defined with all nodes open circuited except one, 
the impedance elements are called the open-circuit driving-point and transfer im- 
pedances or 


Zy = open-circuit driving-point impedance, i = k 
= open-circuit transfer impedance, i + k 


The diagonal element of the Z,,,, matrix provides the Thévenin equivalent impedance 
of the system at that particular node. This fact is particularly seful in using the Zi, 
for fault analysis, as will be shown in Chapter 12. 

We will now provide a computationally attractive method for building or as- 
sembling the impedance matrix step by step. Asa preliminary we will consider the 
following problem. Suppose that we are given the impedance matrix Zpus of a spec- 


ified r-bus network and wish to calculate the impedance matrix of a certain modi- ` 


fication of the originally specified network. We will call the new, modified 
impedance matrix Zy,.. 

In the following we will consider four types of circuit modifications and give 
rules for calculating in Z" terms of Z,,,. The justification of the rules may be found 
in Appendix 7. 


Modification 1. Add a branch with impedance z, from a new (r + 1)st bus 
(node) to the reference node. 


jth, and ijth elements of Z,,, are Zi, Z 


ranman a 
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Rule 1. Zi. is given by the following (r + 1) X (r + 1) matrix. 


; Zu, 9 
bus 7 0 (9.22) 


2 


Modification 2, Add abranch z, from a new (r + 1)st node to the ith node. 


Rule 2. Suppose that the ith column of Zyus is Z; and the iith element of Zyus 
is Z;. Then 


noo Zous Z; ` 
bus f Z; Zi 4 A (9.23) 


Note: We emphasize that Z; is simply a replication of the ith column of Z,,,. 


Modification 3. Add a branch with impedance z, between (existing) ith 
node and the reference node. 


Rule 3. Suppose that the ith column of Z,,, is Z; and the iith element of Zyus 
is Za. Then we first augment the old Z,,,, with an extra row and column as shown in 
(9.23) to enlarge the size of the matrix to (r + 1) X (r + 1). The voltage at the 
(r + 1)th bus is the voltage at the reference node and is equal to zero. Hence, we 
Kron reduce the last row and column as described in Section 9.3 to obtain 


Zirne 


Zi; = Zy; = 
: f Zi + % 


(9.24) 
Modification 4. Add a branch z, between (existing) ith and jth nodes. 


Rule 4. Suppose that the ith and jth columns of Z,,, are Z; and Z; and the uith, 
Zy, respectively. Then 


ips Mijs 


Zhu; = Zyys ~ vbb” (9.25) 
where b = Z, — Z; and y = (z + Za + Zj ~ 2Z;)". 


Note: By the rules of matrix multiplication, 


by bo bb... bb, 
welle ie bb, Bo.. bb, 
b, bb, bb .. b 
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Example 9.11 


Suppose that we are given the impedance matrix Z,,, for the three-bus network shown 
in Figure E9.11. Assume that 


z = 710 
z = j125 
43> j0 
z= j02 
g= jot 


0.5699 0.5376 0.5591 
Lous = j| 0.5376 0.5780 0.5511 
05591 0.5511 0.6231 


Suppose that the network is now modified as follows: zs is removed. Find Z/.,. 


Z5 


Reference node Figure £9.11 


Solution The modification is of type 4. If we add an impedance z, = — j0.1 between 
nodes ł and 2, we will have z, in parallel with z; (i.e, — j0.1 in parallel with j0.1). The 
resulting parallel impedance is infinity (i.e., we have an open circuit). This is equiva- 
lent to removing zs. 

Using rule 4, we first calculate 


Y= (% + Zu + Zy - Zp)! 
= [~j01 + j0.5699 + j0.5780 - 2( 70.5376)" 


a 


= j36.63 
Next we calculate 
0.0323 
b =Z,; - Z, = jį -0.0404 
0.0080 
from which we find 


0.001043 —-0,001305 0.000258 
bb” = j? -0.001305 0.001632 -0,000323 
0.000258 —0.000323 0.000064 


a a 
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Substituting these results in (9.25), we get 


Zous = Zous ~ ybb? 
0.6081 0.4898 0.5686 


bus = J| 0.4898 0.6378 0.5393 
0.5686 0.5393 0.6254 


All these operations are nicely automated using computers. 


We note that to appreciate the advantages of this method of matrix modifica- 
tion over direct inversion of Yi, we should consider a matrix of high dimension. 

In Example 9.11 we removed z;. The reader may wish to check the result, and 
his or her understanding of the method, by adding it back in to get the original Z,,,.. 

We next return to the problem originally posed, that of finding the impedance 
matrix of a given network without (direct) matrix inversion. Following the four rules 
governing network modifications, we can start with a simple network and then add 
elements until we have the complete network. The process is called Z building, and 
the procedure is given as follows. 


Z-building procedure. Suppose that we wish to find Z,,, for a given network. 


Step 0: Number nodes of the given network starting with those nodes at the 
ends of branches connected to the reference node. 

Step 1: Start with a network composed only of all those branches connected to 
the reference node. Correspondingly, we find that Z®, is diagonal with the im- 
pedance values of the branches on the diagonal. This result is consistent with 
the repeated use of rule 1. 

Step 2: Add a new node to the ith node of the existing network using rule 2. 
Continue until all the nodes of the complete network are attached. 

Step 3: Add a branch between ith and jth nodes using rule 4. Continue until all 
the remaining branches are connected. 


In some schemes for building the Z,,,, Step 1 may not be the most efficient procedure 
to add the data as they are being read. In such situations, a node (not necessarily the 
reference node) would have been added, and then there would be a branch from this 
node to the reference node. In this situation, we use rule 3. 

We conclude with an example.’ 


Example 9.12 


Find Z,,, for the three-bus (node) network [shown in Figure E9.12(a)] using the 
Z-building procedure. Assume that 
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Reference node Figure E9.12(a) 


Note: The network is the same as in Example 9.11. Now we will show how to find the 
Zous that was given in Example 9,11. 


Solution 


Step 0: The nodes connected to the reference node are already correctly num- 
bered 1 and 2. 


Step 1: We start by considering Z®) for the network composed of all the branch- 
es directly connected to the reference node [Figure E9.12(b)]. 


Step 2: We next attach a new node, node 3, to node 1 through branch z; using 
rule 2. With Z7 = j{1 0},z,, = jl,and z, = z; = j0.1, we get 
yy 


1 0: 1 ¥ 

0 125 : 0 
a ne 

1 0 : 11 


Step 3: Now all the nodes are in place. Ail other modifications consist of adding 
a branch between existing nodes. We can add z4 next. z, connects nodes 2 and 
3,80 by rule 4 we calculate 


0 1.0 -1.0 
b=Z,-Z;= jj 1.25|- j| 0 |= j| 1.25 
0 11 -1.1 
Y= (z + Zn + Zy- 2Zy)' = (j0.2 + j125 + flay! = (j2.55) 
= ~ j0.3922 


os ed 
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2 
4=jl z=j1.25 
Reference node Figure E9.12(b) 


_ where the impedance values are derived from Z{},. Then, using (9.25), we get 


-10 1235 -11 
Z = 7 + j0392| 125 -1.563 1375 
-11 1375 -12 


0.6078 0.4902 0.5686 
= j| 0.4902 0.6372 0.5392 
0.5686 0.5392 0.6255 


Finally, we add z; between nodes 1 and 2. 


0.6078 0.4902 0.1176 
b = Z, — Z, = j| 0.4902 | — j| 0.6372 | = j| -0.1471 
0.5686 0.5392 0.0294 


y= (z5 + Zu + Zy - Wy)! 
= [J01 + 0.6078 + j0.6372 - X j0.4902)] = j2.742 


where the impedance values are derived from 7. Then 


-0.0138 0.0173 -0.0035 
ZÈ = 22, + j2742| 0.0173 -0.0216 0.0043 
0.0035 0.0043 -0.0009 
0.5699 0.5376 0.5591 
= j| 0.5376 0.5780 0.5511 
0.5591 0.5511 0.6231 


This is the desired impedance matrix Z,,,. 


We note again that all the operations required in the foregoing are well suited 
for computer implementation. 


9.6 INVERSE ELEMENTS TO DETERMINE COLUMNS OF Z, 


We observed in Section 9.5 that in order to perform fault analysis, in many instances 
it is essential to determine only thé diagonal element of the Z,,, corresponding to 
the faulted bus (this provides the Thévenin equivalent impedance at the faulted 
bus), or at the most the entire column of the Zy, corresponding to the faulted bus 
in order to calculate the voltages at the other nodes and as a result the various cur- 
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rents in the network. Computationally, the individual columns of the Z,,,, matrix can 
be evaluated efficiently from the Y,„ without evaluating the entire Z,,, matrix. This 
provides an attractive computational option and is the approach followed in most 
modern fault analysis programs. Having performed the L U decomposition on the 
Yiu: the fastest way to compute selected elements of the inverse is by forward and 
backward operation on unit vectors (see Alvarado, Tinney, and Enns). For a four-bus 
example, having performed the L U decomposition on the Y,,,., the second column 
of the Z,a matrix, ZË, can be found by solving the following equation: 


po St TPM Un Ug yg |] Zp 0 
ee a "Uy Uy Ugg |] Zn 1 
oy ty 1 i ý : U33 U34 Zy i 0 (9.26) 
tn fy fy 1 ` Uy | Zap 0 
(2) 
Zius 


More generally, Yens X Zis = I, where Z@, is the kth column of the Zy, and I® 
is the kth column of the identity matrix. We can now solve for Z’, in two steps using 
a forward and backward substitution as follows: 


~- 


1 J 0 
ta 1 a) 1 
fy fa 1 ys| [0 pan 
fla in tg 1} s 0 
Wy Un ig uy | Za Jı 
Un uy uy |] Zn _|y 
Uz Ug || Z3 » ; ue) 
Ugg || Ze M4 
(2) 
Zus 


The approach presented here will be the method of choice in Chapt 12, where we 
deal with fault analysis. 


pS 
Example 9.13 


For the system used in Examples 9.11 and 9.12, determine the third column of the Zy, 
matrix using the method described previously.” . 


Solution: For the system shown in Figure E9.11 or Figure E9.12, the Yous matrix by 


inspection is given by 
21 -10 -10 
Yes = -ji -10 158 -5 
-10 -5 15 


PS 
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The L U decomposition of the foregoing Y,,, using the procedure described in Sec- 


tion 9.2 is given by 


1 0 0 21-10 ~10 
L = | -0.47619 1 0 U=-j| 0. 11.0381 -9.7619 
~0.47619 -0.8844 1 0 0 1.60485 


From (9.27), we get 


J 0 
»i=|0 
» 1 
Using (9.28), we obtain 
0.5591 
ZË, = j| 0.5511 
0.6231 


This result is identical to the column 3 of the Z,,, given in Examples 9.11 and 9.12. 


9.7 SUMMARY 


In this chapter we have provided an introduction to two important matrices that 
play a key role in describing the electrical characteristics of the power system network, 
The Y, matrix is constructed by a simple procedure that involves inspection only. 
Yp. relates the node voltages to the injected currents. The network may then be 
solved to find the node voltages. An efficient technique is to solve the matrix equa- 
tions via triangular factorization. The network solution is then obtained by a simple 
forward and back substitution procedure. 

If there is no current injection at one or more nodes, it is possible to reduce the 
dimensions of the network matrices. One simple technique is to apply the Kron re- 
duction procedure. It is also important to note that the Y,,, is a symmetric matrix, 
and this provides an important check during the construction of the Yu It also al- 
lows for the efficient storage of the Yp, in computer memory. 

The Z, is the inverse of the Y,,,. In general, it is not practical to take the in- 
verse directly. However, there is a simple constructive procedure to modify or build 
the Z,,, Step by step. Another procedure may be used to obtain only specific ele- 
ments or columns of the Z,,,, from the Y,,,. This technique is computationally effi- 
cient and is used in most modern fault analysis software. The Z,,, plays an important 
role in the analysis of faults in the power system. This use of the Zy, will be demon- 
strated in Chapter 12. 
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Problems 


9.1. For the system given in Example 9.4, obtain the Y,,,, for the case in which 
transmission line is added between buses 2 and 4 with the same 
inal line between these two buses, 


9.2, For the system shown in Figure P9,2, construct the Yuu 
elements are provided in Table P9.2, 


a parallel 
parameters as the orig- 


The parameters for the various 


1 2 3 


6 5 4 Figure P9.2 


TABLE P9.2 


Element | Series Reactance pu, 


p SEAS OSA 


2-4 j0.03 
BS (ee, 


2-3 0.02 
st 
34 j0.08 
pt 


4-5 40.06 


5-6 joos 


9,3, For the system given in Problem 9.2, mod 
added between buses 1 and 5. 


9.4 For the system given in Fi i i 
gure P9.4, the line resistances 
of the transmission lines are given in Table P9.4, See ee 


ify the Ypy if a line yth reactance j0.10 p.u. is 


Figure P9.4 
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TABLE P9.4. 


Series Reactance p.u. | Shunt Admittance p.u. 


Bus Capacitor at bus 2: y = 70.30 p.u. 

Bus Inductor at bus 3: y = — j0.60 p.u. 
(a) Determine the Y,,, for the three-bus system. 
(b) Determine the Y,,,, with bus 2 eliminated. 

9,5. A voltage source with an emf of 0.9 p.u is connected at bus 1 in the system given in Prob- 
lem 9.4. This voltage source has a source reactance of j1.15 p.u. Augment the Ypy 0b- 
tained in Problem 9.4(a) with the new source, and convert the voltage source to a current 
source. Write the node voltage equations. 

9.6. For the Yp. obtained in Problem 9.5, perform the triangular factorization and obtain 
the L and U matrices. 

9.7. Using the triangular factorization obtained in Problem 9.6, obtain the voltages at the 
three buses in the network. 

9,8. For the system given in Example 9.5, construct the Z,,, using the building algorithm. 

9.9. Modify the Z,,,, obtained in Problem 9.8 for the case in which a parallel line is added be- 
tween buses 2 and 4. This line has the same parameters as the existing line between 
these buses. 

9,10. For the system given in Problem 9.2, construct the Z»,, using the building algorithm with 
a reactance of j0.10 p.u. connected to ground at nodes 3 and 6. 

9.11. Modify the Z,,, obtained in Problem 9.10 for the case in which the line between buses 
2 and 4 is removed. 

9.12, Design a program using MATLAB to read line impedance data and construct the complex 
bus impedance matrix corresponding to the system described by the data: Use the build- 
ing algorithm described in Section 9.5. 


Specifications 


System Size: Up to 20 buses, any number of lines. 
Bus Numbers: #0 is reference bus, 1-98 system buses; 99 indicates end of data. 


Input: From bus to bus (integers) 
Line series impedance R + jX,Shunt Y. 

Output: Listing of input line data; print Z,,,, with bus numbers of the rep- 
resentative rows/columns, 

Symmetry: Take advantage of the matrix symmetry by using condensed 


storage by calculating Z; (or Z,;) only once. 
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Bus Numbering: Use an internal renumbering scheme to allow bus numbers 1-98 
in a matrix up to size 20. 

Data Order: Assume lines will be in correct order, Stop execution if they are 
not. Allow either the “from” bus or the “to” bus to be the ex- 
isting bus or the reference bus. 


Test Systems: Calculate the Z,y; for the system in Example 9.4, 


DS.1 DESIGN EXERCISE 


For the Eagle system introduced in Chapters 4 and 5, you have determined the 
generator parameters in Chapter 6. For the parameters determined, construct the 
Yiu; and the Z,,, with all the parameters expressed in p.u. on the common system 
base of 100 MVA. The Y,,, can be constructed by simple inspection. Use the 


program developed in Problem 9,12 to construct th i j 
ing both the matrices. aoe os essai 


eee 


te 


a 
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Power Flow Analysis 


10.0 INTRODUCTION 


We consider next the important problem of power flow. In this analysis the trans- 
mission system is modeled by a set of buses or nodes interconnected by transmission 
links. Generators and loads, connected to various nodes of the system, inject and re- 
move power from the transmission system. 

The model is appropriate for solving for the steady-state powers and voltages 
of the transmission system. The calculation is analogous to the familiar problem of 
solving for the steady-state voltages and currents in a circuit and is just as funda- 
mental. It is an integral part of most studies in system planning and operation and 
is, in fact, the most common of power system computer calculations. 

To suggest the variety of possible studies, consider the system with the one-line 
diagram shown in Figure 10.1. The systems considered by power engineers would 
usually be larger, with as many as thousands of buses and thousands of transmission 
links. 

In the figure, the Sg; are the injected (complex) generator powers and the 

Sp; are the (complex) load powers. The V; are the complex (phasor) bus voltages. 
Transformers are assumed to have been absorbed into the generator, load, or 
transmission-line models and are not shown explicitly. It should be understood that 
we are restricting our attention to the transmission system, which transmits the bulk 
power from the generators to the bulk power substations. Thus the load powers 
shown in Figure 10.1 represent the bulk power loads supplied to large industrial con- 
sumers and/or to a “subtransmission” system for further dispersal to distribution sub- 
stations and ultimately a network of distribution feeders. While we are considering 
only the top layer of a multilayer system (the backbone of the overall system), it 
should be noted that the techniques developed in this chapter are applicable to the 
different layers of the system. A figure similar to Figure 10.1 might represent a sub- 
transmission system with power injections from the transmission substations, and 
possibly some of the older (lower-voltage) generators as well. The reason we con- 
centrate on the transmission system is its basic importance and the fact that there 
are some interesting and vital problems, such as stability, unique to it. 
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Figure 10.1 System onedine 
Spa Sos diagram. 


The purpose of a power system is to deliver the power the customers require _ 


in real time, on demand, within acceptable voltage and frequency limits, and in a te- 
‘Kable and economic manner. We are concerned here only with the implications of 
this objective on the operation and design of the system at the transmission level. 

In the analysis we assume that the load powers Sp; are known constants. This 
assumption conforms to the driving nature of the customers’ demand, wherein we 
may take it to be the input, and to the (usually) slowly varying nature of it, wherein 
we may take it to be constant. The effect of the actual variations in Sp;-with time. 
can be studied by considering a number of different cases; for each we assume steady- 
‘state conditions. Frequently, the cases treated are the ones for which some difficul- 
ties in meeting system requirements may be expected. What are some of these 
difficulties? It may be that the voltage magnitudes are not within acceptable limits, 
or one or more, lines. are, (thermally) overloaded, or that the stability margin for a `. 
transmission link is too small (i.e., the power angle across a transmission link is too _ 
great), or that a particular generator is overloaded. Other studies relate to çontin- 
gencies such as the emergency shutdown of a generator, or the loss of one or more 
“Hatistnission links due to equipment failure. With a given loading, the system may be 
functioning normally, but upon a single (or multiple) contingency outage the system 
is overloaded in some sense. In system operation it is desirable to operate the sys- 
tem in such a way that it is not overloaded in any way nor will it become so in the event 
of a likely emergency; in system planning there is a need to consider alternative plans 
to assure that these same objectives are met when the addition goes online. 

In system operation and planning it is also extremely important to consider the 
economy of operation. For example, we wish to consider among all the possible al- 
locations of generation assignments what is optimal in the sense of minimum pro- 
duction costs (i.e., the fuel cost per hour to generate all the power needed to supply 
the loads). We note in passing that the objectives (i.e., economy of operation and se- 
cure operation) frequently give conflicting operating requirements, and compromis- 
es are usually required. 
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This list of problems, which is far from complete, gives an idea of the range of 
problems in which we are interested. Ju considering all these problems we need to 
know the relationships between the Sp; ,Sgi,and V;. The relationships are given by 


equations called power flow equations. These are derived in the next section. 


40.1 POWER FLOW EQUATIONS 


We restrict attention to three-phase balanced system operation, so that per phase 
analysis may be used, We have already considered a special case of the power flow : 
equations in Section 4.6. Just as in the two-bus case, it is convenient to work with the 
power at each bus injected into the transmission system. Thus, we define the complex 
per phase bus power, §;, as follows: 


Si à Sci ~ Spi 


S; is what is left of Sg; after stripping away the local load Sp;. We can visualize S; by 
splitting a bus. For example, in Figure 10.1 we may split bus 3 as shown in Figure 10.2. 
S; is the net bus power injected into bus 3. Using conservation of complex power, we 
also have for the ith bus, 


S= DSe FHWA. sam (10.1) 
k=l 


where we sum S; over all the transmission links connected to the ith bus. 
We also define the bus current [;: 


L=- l= Sle teh... am 
k=1 


I, is the total phase a current entering the transmission system. For bus 3 in Figure 
10.1 we may visualize J; as shown in Figure 10.3, where all the currents shown are 
phase a currents. 

In Section 9.1 we developed the relationship between the injected node currents 
and the node voltages given by (9.1). Using I = Yus V, we get for the ith component, 


L= > YV 4 1,2, ea yl (10.2) 
k=1 


Vy 
Sy, 


Figure 10.2 Physical signifi- 
cance of 53. 


( 
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I» Figure 10.3 Physical signifi- 
ly cance of h. 


We next calculate the ith bus power. Using (10.2) gives us 


-v( Srn] (103) 


Suppose we let 
È Vel = IVjel 
Oy = 0 — 6 
Yu = Ga + iB 
Note that we use a polar representation for (complex) voltage but a rectangular rep- 


resentation for (complex) admittance. The G, are called conductances, and the Ba 
are called susceptances. Then (10.3) becomes 2 


Si = SIVIV e (Gy ~ jBx) 
a 7 (10.4) 
= 2 VM (cos 6, + jsin@\Gy- jB) i=1,2, . . ‘A 


“Equations (10.3) and (10.4) are two equivalent forms of the (complex) power flow > 
equations. Resolving at 4) into real and imaginary parts, we obtain (~~ 


viva (Gy, cos 0, + By sin 04) 7 
(10.5) 


e vo 


It 


IVV Gi sin 8, — By cos 6.) 7 


Qi 


a 
ll 


Exercise 1. Show that (10.4) reduces to (4.29) and (4.30) for the case considered 
in Section 4.6. 


iaa raana A, 
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10.2 THE POWER FLOW PROBLEM 


The power flow problem may now be stated with some precision. The formulation 
is based on operational considerations of the power industry as well as mathemati- 
cal considerations. We will discuss some of these considerations and introduce some 
commonly used terminology. 

Some buses are supplied by generators. We can call these generator buses. ; 
Other buses without generators are called load buses. , In Figure 10.1,6 T, buses 1,2, and 
3 are generator buses and buses 4 and 5 are load Buses, 

Operational considerations indicate that at a generator bus the active power _ 
Pg; and the voltage magnitude IV] may be specified (by varying turbine power and 


“generator field current). At all buses we assume that the Sp; are specified. In terms 


of bus power, then, we see that at a generator bus P, = P,; — Pp; may be specified, 
while at a load bus S; = ~Sp;is specified. Thus at some buses P, and IV; may be spec- 
ified, at others P and Q;. One important point must be noted. In general, we can- 
not specify all the P’s independently. There is a constraint imposed by the need to 
balance active power. With a lossless transmission system, the sum of the P’s over all 
the buses equals zero. Thus one of the P’s is determined by specification of the rest. 
On the other hand, with a lossy system the sum of the Ps must equal the IZIŽR losses 
in the transmission system. A problem arises because these losses are not known ac- 
curately in advance of the power flow calculation. The resolution of this problem is 
simple and effective and takes care of both cases. For a calculation of steady-state 
values, this choice is arbitrary; for convenience we specify P, at all buses but one. The 
injected power at this bus is left open “to take up the slack” and balance the active 
powers. It is conventional, but completely arbitrary, to number the buses so that the 
generator assigned this function is connected to bus 1. For this generator we do not 
specify Pi, or equivalently Pci, but rather specify W = IV11/Vı. Choosing /M 
amounts to no more than picking a time reference. For a calculation of steady-state 
values, this choice is arbitrary; for convenience we ordinarily pick 6: = /V; = 0., 
In summary, there are three types of sources at the different Bises: 


(is A voltage source. Assume at bus 1. 
2, PIV! sources. At the other generator buses. 
-3. P Q sources. At the load buses. 


We also note the following terminology. Bus 1 is called a slack bus or swing bus 
or voltage reference bus. We prefer not to use the terminology voltage reference bus 
to avoid confusion with the designation of the neutral as voltage reference (or datum) 
node, Buses with P, [V] sources are called P,|V1, or voltage control buses. Buses with 
only P, Q sources are called P, Q, or load buses. 

Finally, it should be noted that while ordinarily a bus may be clearly identified 
as either generator or load bus, in the case of a load bus with capacitors the bus may 
be identified as a P, Q bus if the capacitors supply a fixed reactive power, or it may 
be a P, IVI bus if the capacitors are utilized to maintain a specified P (= 0) and IVI. 
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Sometimes Q rather than IV! is specified at a generator bus. In this case we include 
it with the load buses. Unless otherwise indicated, we assume voltage control at gen- 
erator buses. 

We now state two versions of the power flow problem. In both cases we as- 
sume that bus 1 is the slack (or swing) bus. In Case I we assume that all the remaining 
buses are P Q buses. 


Case I: Given V,,5,,5;,... Sp, 
find S,,V,,V3,...,V,. 


In Case H we assume both P, IVl and P, Q buses. We number the buses so that 
buses 2,3, . . . ,mare P,iV| buses andm+1,..., nare P, Q buses. 


Case II; Given V, (Pa, V3), <., (Bas Va), Smin © e, Sps 
find S;,(Q,, V2), ee , (Qm, Vn), Vin+1, er Vane 


We now discuss the formulation by noting the following points. 


1. The preceding formulations concern bus powers (and voltages). However, the 
Sp; and Sg; are involved since S; a Sci — Sp; Thus at the P Q buses S; = —Sp,, 
while at the P, IVI buses, P = Pg; — Ppi 

2. Case I corresponds to the one-generator case (at bus 1). Case II is the more 
typical case. 

3. In both cases we assume that two out of four variables at each bus are given 
(complex V; specifies |V;! and /V;, while complex S; specifies P; and Q;) and are 
asked to find the remaining two variables. ' 

4, From (10.4) we can see that the /V; appear only in the differences 6j. Thus, 

from these equations we can only solve for the differencé@’ However, since AA 

is assumed specified ( = 0), all the /V; can then be calculated. * 

Equation (10.3) or (10.4) is implicit in the V;, and it turns out that we need to 

solve implicit (and nonlinear) equations. Only in the case of solving for S, do 

we have an explicit equation. 

6. Once the stated problem has been solved, we know all the V; and can then solve 

for power flows or currents on individual transmission links. In particular, we 

can check if stability margins and line or transformer thermal ratings are satisfied. 

In the practical case we may pose the problem differently to take into account 

some practical limits on the dependent variables. Thus, in Case II we may spec- 

ify QM < Q; QP", i = 2,3, ... „m. Then in order not to overspecify the 
problem, it is the practice to relax the specification on a particular [V], in the 
event that a limit on Q; is reached. 


un 


7 
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8. Suppose that a particular load is specified by its impedance Zp; instead of its 
complex power Sp;. This fits into the general scheme with the following modi- 
fication: Set Sp; = 0, and add Yp; = 1/Zp; to the ith term on the diagonal of Y,,.. 

9, The reader may wish to check that, for a normal system, the problem formula- 
tion is consistent with the use of IT-equivalent circuits to model the transmission 
links (i.e., we do not need to model the connection-induced phase shifts of 
A-Y transformer banks). 


Before considering the next topic, on solution methods, it is appropriate to 
ask about existence and uniqueness of the solutions to the problems we posed in 
cases | and H. 

We can easily pose problems that have no solutions or multiple solutions. For 
example, consider the following example in the Case I category. This example is sim- 
ilar to parts of Example 4.8 considered earlier. 


Example 10.1 


In Figure E10.1(a) we are given V, and S, and are asked to find S$, and V,. We consider 
the solution as a function of Pp, for Pp, = 0. 


V, = 1.0/0° 


Spy 57m + ilO Figure £10. 4fa) 


Solution The capacitor in this case injects a specified power, while the voltage is not 
controlled. Thus bus 2 is a P, Q bus. In fact, 
Sy = Sez - Spy = -Pm 


The easiest way to proceed is to use the same approach as in Example 4.8. Noting 
that 5, = S,,, we draw a receiving-end circle [Figure E10.1(b)]. From the geometry 
of the figure we can see that if there is a solution, IV; must satisfy 


iV, - 4IVjP + Ph, =0 
which implies that l 

P= 3 (1 + V1- Ph) 
Thus if Pp, > 1, there are no real solutions, and since IV;l is necessarily real, there 
are no solutions. If Pp) = 1, IV! = v2 = 0.707. If0< Pp < 1, there are two 


real solutions. in the cases where there are solutions, we may determine /V2 = ~u 
from the figure and S, = Sy from (10.4) or (4.29). 
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Complex plane 


2i 


~S4, circle 


Figure E10.1(b) 


In conclusion, we emphasize the possibility that there may be no solution or at 
least no unique solution to the mathematical problem posed. Nevertheless, we ex- 
pect that most problems that arise in engineering practice have solutions, and even 
if nonunique, we can identify the practical solution. Usually, the practical solution is 
the one with voltages (in p.u.) closest to 1.0. This more desirable solution corre- 
sponds to the one achieved in practice in the actual power system. 

For example, suppose that in Example 10.1, Pp, = 0.5. We find two solutions 
for V; (i.e., Vp = 0.97 /-15° and V, = 0.26 /-75°). From an operational point of 
view, the first solution is satisfactory, whereas the second is not. Actually, the first is 
the one to be expected on the actual power system. The reason has to do with the 
way a power system is normally operated; the system operating point evolves slow- 
ly and continuously. If we consider the past history by which the present loading was 
achieved, we can expect that initially the received power was zero (thus V} = 1 A); 
then as the received power was slowly increased from zero to 0.5, V, E slowly and 
continuously from the value 1 /0° to the nearby value of 0.97 /-15°. 

In some cases the power flow equations can be solved analytically. ample 10.1 
is an illustration of that. In most cases, however, the solution cannot be found ana- 
lytically, and the use of iterative methods implemented by digital'omputer is indi- 
cated. We consider next a simple iterative method called the Gauss iterative method 
and a variant called the Gauss-Seidel iterative method. 


10.3 SOLUTION BY GAUSS ITERATION 


Consider Case I of the power flow problem: given V,,5,,53, ... ,5,,find $4, V, V, 
. ,V,. We use a form of (10.3) repeated here for convenience, 


S= > Yuvi (10.3a) 
=] 


S= ZYV  i=2...,n (10.3b) 
k=l 
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Note: If we know V,,V,, . . . , V, we can solve for S, explicitly using (10.3a). Since 
we already do know V;, it only remains to find Vz, V3, |.. , Vp. These n — 1 un- 
knowns may be found from the n — 1 equations of (10.3b). Thus, the heart of the 
problem is the solution of n — 1 implicit equations in the unknown Vj, Vj, ... , 
V,, where V, and $3, $3, ... , 8, are known. Equivalently, taking complex conju- 
gates, we can replace (10,3) by 


=VISYY  i=23,...,n (10.6) 
ket 
We now rearrange (10.6) in a form in which a solution by iteration may be attempt- 


ed. It should be noted that there are alternative ways of setting up the problem. 
Dividing (10.6) by V¥ and separating out the Y; term, we can rewrite (10.6) as 


£ n 
PTN DY 123.0640 (10.7) 
ii 
or, rearranging, 
_ 1S? 
alee: - Srn i=2,3,...,0 (10.8) 
i, 


Thus, we get n — 1 implicit nonlinear algebraic equations in the unknown complex 
V, in the form 


V, = hylV, Vs, o Va) 
V3 = hy Vs, Vs, sae Vn) (10.9) 
Va = hylan Vis a a Va) 


where the h; are given by (10.8) [e.g., h; is the right-hand side of the first equation 
(with i = 2), etc.]. The numbering in (10.9) is awkward, and we therefore renumber. 
Define a complex vector x with components x, = V}, x, = Ys, . ty = V,. Also 
renumber the equations in a similar fashion. We then get Nên- Si equations in the 
n — 1 unknown variables. In vector notation (10.9) is then in the form 


x = li(x) (10.10) 
We solve (10.10) by iteration. In the simplest case we use the formula 
v=) v=01,... (10.11) 


where the superscript indicates the iteration number. Thus, starting with an initial 
value x° [which we pick by guessing the solution of (10.10)], we generate the sequence 


ah on oe 
If the sequence converges (i.e., x” >x*), then 


x* = h(x*) 
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Figure 10.4 Steps in the 
iteration. 


Thus x* is a solution of (10.10). The procedure can be visualized ina two-dimension 
real space as shown in Figure 10.4. The solution x* is also called a fixed point of 
h(-), which is a good terminology because while other values of x cause h(x) to be dif- 
ferent than x (i.e., h applied to x moves it), h applied to x* leaves it fixed. 

In practice we stop the iterations when the changes in x” become very small. 
Thus defining Ax’ = x’*? — x’, we stop when 


Ax’i<e 


where e is a small positive number (typically on the order of 0.0001 p.u.) and where 
I-l indicates a norm. Specific examples of norms are 


|Axl| = max I(Ax), 
called the sup norm, and 
N 1⁄2 
Axil = È ane] 
i=l 


called the Euclidean norm. 
We next consider a scalar version of (10.11). # 


Gauss iteration, v = 0,1,2,...: 


xt = h(i, eek) 
tle {x}, 2,» , XN) (10.12) 
xy = hy(x1, X2, Taea , XN) 


In carrying out the computation (normally by digital computer) we process the 
equations from top to bottom. We now observe that when we solve for x37" we al- 
ready know x{*’. Since x{*! is (presumably) a better estimate than x}, it seems rea- 


sonable to use the updated value, Similarly, when we solve for x3 * ' we can use the 


values of x? *! and x}*'. This line of reasoning leads to the modification called the 


Gauss-Seidel iteration. 
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Gauss-Seidel iteration, vy = 0,1,2,...: 


a ees 
xy) = Aj(xi, x5, 6. . XN) 
tle vel oy v 
x, F h(x gy ee a) 
10.13 
y+] =h vtl ytl yp v ( ) 
x3 > (7 s X2 X5’ XN) 
vil +1 pytl +1 
XN = hy. ANa tN) 


Note: Gauss-Seidel is actually easier to program than Gauss and it converges faster, 


Example 10.2 


In Example 10.1 we found an explicit solution for the power flow equations. Now to 
illustrate the technique we would like to use Gauss iteration to solve the same prob- 
lem. Suppose that Pp, = 0.5. We show this in Figure E10.2. The problem can be stat- 
ed as follows: given V, = 1 /0° and S, = Sq — Sm = —0.5, find S, and Vj, using 
Gauss iteration. 


Solution We iterate on V, using (10.8). With n = 2 there is only one equation. 


‘or Sn *05+/1.0 Figure £10.2 


irs 
pet et — 
= ala. ta 


We next calculate the elements of Y,,,. Z, = 0.5 implies that 
oe k A d E A 
bus ~~ i : , 
Yn Yn j2 -j2 
Thus, putting in the values for S,,V,, Yy, and Yo, we get 


0.25 
yer = -j 
a 


+10 


Starting with a guess, V3 = 1 /0° „we get convergence in about six steps. Even with a 
very poor guess we get convergence in about eight steps. The results are listed in 
Table E10.2. The exact solution from Example 10.1 is 


V, = 0.965926 /-15.000000° 


Note: As we showed in Example 10.1, there are two solutions to the equation. The 
second is V, = 0.258819 /-75.000000°. If we try to converge to this solution by 
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Gauss iteration, we fail. Even with an initial choice as close as V$ = 0.25 /-75°, we 
reach the larger of the two solutions. In table E10.2 we show the iterations for two dif- 
ferent starting points. 

TABLEE10.2 9 . 

Iteration 

number Vy V 
0 1% 0.1 /0° 
1 1.030776 /—14.036243 2.692582 /—68.198591 
2 0.970143 /—14.036249 0.914443 /-2.161079 
3 0.970261 /—14.931409 1.026705 /-15.431731 
4 0.966235 /—14.931416 0.964213 /—14.089103 
5 0.966236 /—14.995078 0.970048 /-15.025221 
6 0.965948 /-14.995072 0.965813 /—14.934752 
7 0.966221 /-15.001783 
8 0.965918 /—14.995310 


We conclude this section by considering Case II of the power flow problem: 
given Vi, (Pa, Wal), © ©., (Pm, Val), Smaits >+ Sn, find Si, (Q2, Ma) >” 
(Qm Vn), Vn+1, +» +» Va. There is a simple modification of the procedures de- 
veloped to handle Case I that works for Case II, which will now be described. Equa- 
tion (10.8) is the basis for the iteration and we show it here in a form suitable for 
Gauss iteration in Case II: 


~a 2 AO IGE. Sy ye A ; 
vets A Devi pH 23 cn (10.14) 
k+i 

For the load buses (i.e.i = m + 1, . . . , n), P; and Q; are known Aid the iteration 
proceeds just as in Case I [i.e., in (10.14) the superscript on Q; and the tilde on V?*? 
are ignored]. For the generator buses (i.e. i = 2, ... ,m), Q; is not specified, but 
we can do a side calculation to estimate it on the basis of the vth step voltages, already 
calculated. Thus using (10.3b) yields 


g= fvi $ rwo iS23,.. am (1019) 
k=1 


and this is the value we use in (10.14). We then use (10.14) to calculate y?*1, apre- 
liminary version of v?*!, Since IV; is specified for the generator buses, we then re- 
place IV?*"! by IVlspec and obtain V7% 

We have been describing Gauss iteration. The extension to Gauss-Seidel iter- 
ation in Case II is exactly the same as in Case I. We simply use the most up-to-date 
values of V; at each stage of the iteration. 
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Example 10.3 


We consider a simple example illustrating Gauss iteration for Case II (see Figure 
E10.3). The problem can be stated as follows: given V, = 1 and P, = -0.75, Vy = 1 
find $1, Q2, /V2, using Gauss iteration. les 


Sq = 0.25 + j Qoz 


v= 1/7; 


Sp = 1.0 + 0.5 Figure E10.3 
Solution The iteration formula (10.14) with Y; = — j2, Y; = j2 gives 


frtgud a -j 
en p 

0.75 + jØ 

-142i 
j2(V3) 


where we estimate Q; using (10.15), that is, 


Qi = Im (Vi[VaVi + YAV] 
= Im(- j2v3 + j21V3") 
= 2(1 - Re V5) 
Starting with a guess, V$ = 1 /0°, we obtain the iterations shown in Table E103. Con- 
vergence is obtained after four iterations. The exact solution may easily be found 


without iteration in this simple case using (4.34) and (4.35). The result is 


8 = /V; = -22.0243 Q, = Qn = 0.1460 


TABLE E10.3. 


Iteration , $ 

number y; Q yz! 
0 1 /o° 0 1.0680 /-20.5560° 
1 1 /-20.5560° 0.1273 1.0003 /-21.9229° 
2 1 -21.9229 0.1446 1.0000 /-22.0169° 
3 1 /-22.0169° 0.1459 1.0000 /-22.0238° 
4 1 /-22.0238° 0.1459 


To complete the problem, we can solve for $, using (10.3): 


Ip a a rt a ee Ny ae ae Pn tl 


{ 
i 
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Si = VYR? + Yuva] 
= j2- j2 /22.0238 
= 0.7641 /11.0119° = 0.7500 + j0.1459 


which conforms to the expected result. 


40.4 MORE GENERAL ITERATION SCHEME 


If we use Gauss or Gauss-Seidel, sometimes we get convergence, sometimes not. It 
is known that convergence (and existence and uniqueness of solutions) is assured if 
the map x — h(x) is a so-called contraction mapping. In general, the conditions re- 
quired are hard to check and in practice we just try the iterative scheme and hope for 
convergence. Still, we would like some control over convergence. This is not avail- 
able using the basic Gauss or Gauss-Seidel scheme. We need and will now derive a 
more general formula. We will also formulate the problem in a slightly different way. 
For the general discussion we will use the notation f(x), reserving h(x) for the equa- 
tions defined in (10.11). 


Problem. Solve f(x) = 0. 


Method. Use the iteration formula x’*! = ®(x’) with the function ® still to 
be determined. Starting with an initial value x and assuming convergence, we gen- 


erate the sequence x’,x',x7,... ,x*, We assume that (+) has the property 
xf = Ox") S f(x*) = 0 ~~ (10:6) 
Suppose we now pick ® so that, for any x, it satisfies 
A(x)[x - ®(x)] = f(x) r (10.17) 


where A(x) is a nonsingular matrix. In this case, noting the nonsingularity of A(x), 
the reader can check that (10.16) is satisfied for x*. This gives us a prescription for 
®, Solving (10.17) for B(x), we get 


(x) = x - A(x) (x) 
Then the iteration formula is 
psy- [A EE) (10.18) 


This is the more general iterative scheme we seek. Note that the flexibility resides 
in the choice of A. The nature of the scheme is such that the accuracy of the final re- 
sult is independent of the choice of A; we continue to iterate until the mismatch be- 
tween f(x’) and 0 is sufficiently small. Of course, we are assuming that the choice of 
A is consistent with convergence of the iterative scheme. 
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AS a speci i i = 0wi 7 
a aE E 
xt! =y - af(x’) (10.19) 
Noting that the solution of (10.10) is equivalent to 
l f(x) $x- h(x) =0 
we can substitute in (10.19) and solve (10.10) by the iteration formula 
l vtl = yg — a(x’ — h(x’) (10.20) 


Ifa = 1, we get (10.11) [i.e., the Gauss (or Gauss-Seidel) scheme we discussed in 
Section 10.3]. Choosing a different a, we get so-called accelerated Gauss (or 
Gauss-Seidel) where a, the acceleration factor, can be chosen to improve conver- 
gence properties. We note that a can be either positive or negative, 


Example 10.4 


To get a feeling for the effect of a on convergence, consider a general scalar example 
unrelated to power flow. Suppose that we want to solve f(x) = 0, where f(x) is plot- 
ted in Figure E10.4(a). Of course, once we plot the graph the zeros of f(x) can be read 
off directly; however, to observe the effect of a on the behavior of the iteration formula 
we proceed as if we did not know the solution. We will specify the iterations by a 
graphical construction. Let us solve f(x) = 0 by a scalar version of (10.19), namely, 


vila x = afl) 


or, equivalently, 


Figure E10.4(a} 
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On the graph of f(x) we show an arbitrary abscissa x” = e pane 
dinate f(x’); this identifies the point b. Also shown are Kam T 
dashed, passes through the point b, the other passes g paR 
a directly above point b. From the figure it may be seen that the a 
a saphil, is (1/a)x’*! = (1/a)x” a P = oe 
ili j oi : l 
ai e e ri eea procedure for obtaining the 


iterations. 


1. Given x”, move vertically to f(x’). 

2, Return to horizontal axis along a line of slope y a. 
i Saef 

3, The horizontal-axis intercept of the line is x”. 


inds of behavior demonstrated in Figure E10.4(b). In addition, 


i be in- 
i ish behavior for a 1 can also t 
aTe fot all v! Clearly, we would like to 


des of behavior shown in Figure 


Typically, we get the K 
we can get oscillatory behavior. gis! 
ferred from (10.19); in the limit if = 0.x =x 
avoid a choice of a that leads to the extreme mo 


E10.4(b). 


“Sluggish” “Unstable s 


Figure E10,4(b) 4 


i i le 10.4, f(x) =x? -x72 
Exercise 2, Suppose that in Examp. : : 
(a) Find a good value of a and a range of values for x” such that the sequence of it 
erations converges to the zero at x = 2. 
(b) Repeat part (a) to converge to the zero at x = =q; 


j h 
Exercise 3. Suppose that in Example 10.4, f(x) = x ~ 1. Find a value of a suc. 
that the sequence of iterations 
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Vo ef I 
\ 
\ 


Figure 10.5 Regarding the 
choice of accelerating factor. 


(a) Is monotonically convergent. 
(b) Converges in one step. 

(c) Is oscillatory and convergent. 
(d) Is oscillatory and divergent. 
(e) Is monotonically divergent. 


i Ss 


Exercises 2 and 3 should convince the reader of the advantages of making 1/a 
depend on the slope of f(x) in the neighborhood of the zero of interest. What, then, 
would be a good general choice of a? From the vantage point of knowing the graph, 
we can see the advantage of picking 1/a = f'(x’), where f” is the derivative of flt 
erations under this scheme are shown (for two different initial conditions) in Figure 
10.5. This graph describes the behavior of the following formula for solving f(x) = 0: 


hee = T) (10.21) 


10.5 NEWTON-RAPHSON ITERATION 


The iterative scheme specified in (10.21) is the well-known Newton-Raphson (N-R) 
iteration formula in the one-dimensional case. By analogy we can also easily obtain 
the n-dimensional Newton-Raphson iteration formula. We replace the scalars x and 
fx) by n-vectors x and f(x), It is also reasonable that the scalar derivative operator 
f'(x) must be generalized into an n X n matrix operator. 

One way to obtain the generalization is to write appropriate Taylor series ex- 


pansions for f(x + Ax) and f(x + Ax) and to compare corresponding terms. In the 
case of the scalar Taylor series, we get 


f(x + Ax) = f(x) + fax + hot. (10.22) 


where “h.o.t.” stands for “higher-order terms.” In the case of the vector Taylor series, 
instead of one equation we get n scalar equations. 
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afila) afi(x) 
f(x + Ax) = f(x) + ae res Ax, + hot. 
af,{x) afy(x) 
f(x + Ax) = f(x) + an, Axt + ES Ax, + hot. (10.23) 
ð ðf, (X 
flx + Ax) = f(x) + ful) Axt ee P ar, + h.o.t. 
i ax, ax, 


where the notation df,(x)/ax, means the partial derivative of f; with respect to x; eval- 
uated at x. Using matrix notation, we get 


f(x + Ax) = f(x) + J(x)Ax + hot. (10.24) 
where 
OX, aX, A 
Xt] : : ah (10.25) 


Ox, OX, 


J(x) is called the Jacobian matrix of f evaluated at x. Comparing (10.24) and (10.22), 
it is reasonably clear that J(x) is the generalization of the scalar derivative f (2). In 
this case, by analogy with the scalar case, (10.21), we get the more general N-R iter- 
ation formula, 


vty’ [IT fe) ~ (10.26) 


We can comment on this equation as follows: 


jà 


. Usually rather than J(x”) we will use the simpler notation J”. Occasionally, to 
leave room for the inverse symbol, we will use the notatfon J, instead. 
Equation (10.26) fits into our general scheme (10.18) with A(x’) = J(x’). 

. We do not need to use analogy to derive (10.26). We can use the following rea- 
soning. Suppose that we want to solve f(x) = 0. Try x’. Suppose that f(x") # 0 
but is small (i.¢., x” is pretty close to the exact solution). How should we pick 
the next approximation x’*'? One way: Let x’*! = x” + Ax’ with Ax’ to be 
determined; we expect Ax” to be small. Then using Taylor series, f(x’*’) 
f(x’ + Ax’) = f(x’) + J’Ax’ + hot. Neglecting the h.o.t. we can pick Ax’ so 
that f(x’*') = 0. We get Ax’ = x"*! — x” = -[J’]"'f(x’), which is the same as 
(10.26). If the h.o.t. are negligible, we get very fast convergence! 

The h.o.t. are usually negligible as Ax +0. At the beginning, to improve the ini- 


tial guess x°, a few steps of Gauss-Seidel iteration may be used before the N-R 
iteration is started. 


win 


s> 
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5. A disadvantage of N-R is the need to update J every iteration. Sometimes we 
can update less often and still get good results. 

. In practice we do not evaluate the inverse matrix. Taking inverses is compu- 
tationally expensive and not really needed. Instead, using 


nN 


Ay Syti_y’ (10.27) 
we can write (10.26) as 
-F Ax’ = f(x’) (10.28) 


and solve for Ax” by Gaussian elimination as discussed in Section 9.2. Of course, 
once we know Ax’ we can find x’*! = x’ + Ax” and proceed to the next itera- 
tion. We emphasize that (10.28) is just a rearrangement of (10.26) to suggest 
the method of solution for the unknown x’*!. 


Example 10.5 


Given the direct-current (dc) system shown in Figure E10.5, use the Newton-Raphson 
method to find the (dc) bus voltages V, and V, and find Pq). 


Solution The reader should convince himself or herself that the considerations and 
techniques developed for ac systems hold as well for de systems. For simplicity we 
are using the same notation, although all the variables are real quantities. Using the 
technique in Section 9.1 for forming Y, by inspection, we have 


2 <1 -1 
Yous =100}-1 2 -1 
-1 -1 2 


In what corresponds to (10.3), we write the power flow equations 
P, = 200V} — 100V, V, - 100V,V, 
P, = —100V,V, + 200V3 - 100V,V, (10.29) 
P, = —100V;V, - 100⁄;V, + 200V3 


Figure E10.5 
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Bus 1 is the slack bus, with V, known and P, unknown. We (temporarily) strip away 
the first equation and solve the remaining two for the unknown V, and Vs. ; 

In using Newton-Raphson the next step 1s to put the equations in the orm 
f(x) = 0. The simplest way is to subtract the left sides from the right sides, or vice 
versa. It does not matter which we do; the solution algorithm will be identical in either 


case. l on 
Subtracting left from right and putting in the known values of P, = -Pm 


~1.0, B = -Pp = —0.5, V, = 1.0, we get 
f(x) £ 1.0 - 100V, + 20073 - 100V; = 0 
f(x) £ 0.5 - 100V; - 100V3¥, + 20073 = 0 


The first component of x is V, the second is V4; with that understanding we will not 


always use the x; , x; notation. , 
Next, we find the Jacobian matrix, 


of ah 3 

ax, axal an [1+4 V -V; l 
"laf af mt amea 

Ox, 0X2 


In the 2 X 2 case it is so easy to find the inverse that we will solve using (10.26); in 
higher-dimensional cases we would almost certainly use (10.28). 
Starting with a “flat profile” (ie. V} = 1, V; = 1), we get 


2 -1 ak eed [7s 
rew | i w) E | fe) = 95 


Then, using (10.26) yields 


g 1 f2 ago reel E 
x =la 300l1 2/05] ~ 0.993333 i 


Continuing to the next iteration gives us > 


1973333 -09916] ys. 1.981667 yea 
-0.993333 1.981667 0.993333 1.973333 


ran =| 0.00843 
©) =| 0.00323 
Note that x! is really a very good estimate. We want f(x) = 0 and already f (x!) is al- 


most zero! Note the great improvement from £(x’) to f(x’) in just one step. Contin- 
uing the iteration, we have | 


0.991667 1 | 1981667 pel eed ees 
v= 0.993333) 294.54} ~0,993333 1.973333 ||_0.00323| [0.993283 


Noting that the change between x! and x° is less than 0.0005, we stop the iteration. Al- 
ternatively, we can compute f(x’), We get 


eles 


as w| 2925 


Leai aaaaaaaaaaaaaasaauaaaaaaasaasaasasasasssltl—l 
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0.000053 
2) = 
fe) ae 


which is suitably small. 

Thus the objective of finding the x for which f(x) = 0 seems very well met. An 
interpretation using the power flow equations (10.29) is meaningful. Using the values 
V, = 0.991599 and V; = 0.993283 found after two iterations, the right side of the sec- 
_ ond equation and the given P, on the left side match very well; the mismatch is only 

0.000053. The mismatch in the third equation is only 0.000040. ` 

Finally, to complete the problem, we find P, by using the first equation in (10.29). 
We find P, = 1.511800. Note that since Py, + Py) = 1.5, the PR loss in the transmis- 
sion system is 0.011800. 


We turn next to a general formulation of the solution to the (ac) power flow 
equations using the N-R method. 


10.6 APPLICATION TO POWER FLOW EQUATIONS 


We will start by considering the use of (10.28) to solve the power flow equations 
Case I. For N-R calculations the real form of the power flow equations is used. 
These may be derived from (10.4) by taking the real and imaginary parts. We get 


n 
B= $v V4! [Gi cos (8; ~ 04) + By, sin (8; — 84)] i=1,2,3,...,n 
k=l i 


i 


Q; = $ IVI IVA (Gy sin (0; — 0,) = By, cos (6; - 4,)] i=1,2,3,...,n 


k=1 


(10.30) 
where 6; 4 [Vis 


Just as in the solution by Gauss iteration discussed in Section 10.3, we strip away 
the first equations (involving P, and Q,). In the remaining equations, this being a 
Case I power flow problem, the P, and Q; on the left sides of the equations are spec- 
ified numbers. The right sides are functions of IV] and 6. We assume that |V;| and 
9, (= 0) are known. It remains to find the n — 1 unknown IV} and n — 1 unknown 6, 
in the equations on the right. It is convenient to define the (n — 1)-vectors 6,|Vi, and 
their composite vector x as follows: 


b, ‘ IV 


: : 0 
g=|: Mia]: x= H (10.31) 
6, Vil 
With this definition the right sides of (10.30) are functions of the unknown x, and we 


wish to introduce notation that makes that dependence explicit, Thus define the 
functions P(x) and Q,(x) by 
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P(x) È SWI IV; [Gie cos (6; ~ 8) + Ba sin (0; = 6)] PSP sania 
k=1 


Os) È IVI Va [Ga sin (8, — 04) ~ Bye 60s (8;- 0] | F= 1,23... 00 
k= 


a 


(1032) 


The notation is a natural one since for any given x the right sides are the active and 
reactive components of the bus power. We can then replace (10.30) with equivalent 
but notationally simpler power flow equations; at the same time we will strip away the 
first (active and reactive) equations. We get 


P=PQ) §=2,3,..-50 
Q; = Q(x) i=2,3,...,n 


In these equations the P, and Q; are specified constants, while the P(x) and Q(x) i 
specified functions of the unknown x. In the course of the iterations we will be pic 
ing a sequence of values x” in an effort to make the right sides match the ae e 
sides (i.e. to drive the mismatches to zero). We now set up the equations in the form 
f(x) = 0. We subtract the left sides of (10.33) from the right sides to get 


P(x) - P, =0 Tak eee 
Q(x) - Q; = 0 P= 23 ee alt 


Equation (10.34) identifies the 2n - 2 components of f(x). Thus f,(x) = P,{x) - P,, 
£(x) = P(x) - Ps... fn -2(X) = Q(x) - Qa. In matrix notation (10.34) 
becomes 


(10.33) 


(10.34) 


Px) - P, 
Fa) ti 10.35 
faye tee =0 , (10.35) 
œ) Q(x) - Q + 
LO,(x) -Q 
We next consider J, the Jacobian of f. It is convenient to partition as follows: 
J= E A (10.36) 
Jn Jy 


Each partition of the matrix J is (n - 1) X (n-1). Jy is made up of terms 
aP(x)/80;. Jy has the terms P(x)/a!Vj!, J, the terms 8Q(x)/06, and Jy the terms 
aQ,(x)/alV;!. These terms may be evaluated explicitly using (10.32). But first let us 
find the form of the N-R iteration. For convenience we repeat (10.28): 


P Ax’ = f(x’) (10.28) 
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J has been partitioned; x, and by extension, Ax, have partitioned forms. It remains 
to partition f(x) and at the same time we would like to get rid of the minus sign in 
(10.28). Noting (10.35), we define so-called mismatch vectors: 


P, ~ P(x) Q: ~ Qx) 
AP(x) =- ; AQ(x) = (10.37) 
P,- P,(x) Qa- Q(x) 
and can express f(x) as follows: 
_ _| AP(x) 
f(x} = f Q | (10.38) 
Using (10.31), (10.36), and (10.38) in (10.28), we finally get 
R f ae” ]_ fare’) 
eae ea A 


as a form in which the power flow equations may be solved by N-R iteration. Two 
comments on (10.39). 


1. The right sides are defined by (10.37) and represent the mismatch between the 
specified values of P and Q and the corresponding values obtained with the 
trial value x’. As the iteration proceeds, we expect these mismatched terms to 
go to zero. 

2, The components of x’ are specified in (10.31). To find x’*!, we solve (10.39) for 
Ax’ and use x’*! = x’ + Ax’. At that point we can update the mismatch vec- 
tor and the Jacobian matrix and continue iterating. 


We next calculate the elements of the Jacobian submatrices using (10.32). Let 
us use the following notation: Let J} designate the pq element of the Jacobian sub- 
matrix J,,, etc., for all four submatrices. We will also adopt the notation 8 a ae aes 
Then we have the following. 


For indices p # q 


n 2P) 
Jig = 06, = IV IVG, sin By = By COS Ag) 
aQ (x) . : 
Tig = 3 = IV IVG pg COS B54 + Bog SiR Opg) 
q 
10.40 
aP (x) ; Si 
s = (Gq COS Opg + Bog Sin Opg) 
"o av] 
E 
I= a, = [V G p Sin Bog ~ Bog COS O pq) 
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For indices p = q 


aP,(x) 
p= a, =-0,- B, V} 
dQ (x) 
TEE 3. P, - G,,lV,P 
r (10.41) 
i OD + G,,V,I 
re aly; A 
4Q,(x) Q, 
2 a - BV; 
er eA 


where P, and Q, are given by (10.32). 

From these equations we can deduce an important property of the Jacobian 
matrix. The off-diagonal terms in each submatrix are seen to involve the bridging el- 
ements of the I]-equivalent circuit of the transmission links. If there is no (direct) con- 
nection between two buses, the corresponding bridging admittance is zero, and we get 
a 0 in the Jacobian matrix. In the five-bus system in Figure 10.1, in Yaus, Yas, Yis, 
Yos, Ya, Ya, Yaz, Ysi, and Ys are all zero. This is 8 out of the 25 total number of Y;,. 
For large systems the sparsity of the nonzero entries is usually much more pro- 
nounced. (Typically, at least 50% of the entries are zero; sometimes as many as 95% 
of the entries are zero.) Thus J typically is a so-called sparse matrix. There are com- 
putational techniques available to take advantage of this sparsity in the computer 
solution of (10.39). For a large system (on the order of 8000 buses or more) it is es- 
sential to do this! See Section 10.10 for a short discussion of solution techniques. 

Another saving in the computation occurs if some of the buses are generator 
buses or voltage-controlled buses (i.e., in the Case II problem introduced earlier). 
At these buses, as long as the reactive power generated is within the reactive power 
limit specified at the bus, we do not solve for the {V, because the IV; are specified, 
and the dimensionality of the problem is reduced. To consider what opens i in more 
detail, we go back to the power flow equations (10.30). Suppose for simplicity that 
the only voltage control bus is bus 2. Then IV,| is known but Q, is not. Consider the 
equation for Q,. Once we know @ and IV}, IV;l, . . . , IV,! (we already know IV;! and 
IV,1), we can solve for Q, explicitly and check whether it is within the limits specified 
at the bus. The situation encountered is just like that encountered when we treated 
the slack bus, where P, and Q, could be found explicitly once the remaining equations 
were solved (implicitly) for the unknown IVI and @. The corresponding changes in 
the analysis are straightforward. The first row of the IV! vector is stripped away, as 
is the nth row of f(x) and the mismatch vector. Correspondingly, the nth column and 
row of the Jacobian matrix are removed. More generally, by exactly the same argu- 
ments, corresponding to buses 2,3, . . . ,m being voltage control (or P, IV!) buses, 
we strip away the first m — 1 rows in IVI, and rows n,n +1,...,n+m-—2in 
f(x) and the mismatch vector. Correspondingly, the following rows and columns of 
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J are removedin,n + 1,...,n+m— 2. Note, therefore, that the presence of P, 
[V| buses reduces the dimensionality of the problem and thereby simplifies matters. 
If during an interation of the N-R method, a P, IVI bus violates the reactive power 
limit at the bus, and the solution has not been reached, then the solution process 
should be changed. The reactive power generated at the bus is held at the limit that 
was violated, and the bus is treated as a P, Q bus. The voltage magnitude at the bus 
is now reintroduced as a variable, and the Jacobian and the mismatch vector are ap- 
propriately augmented to reflect the change in status of the bus. This change is en- 
forced until the reactive power violation is overcome. If a solution is reached with 
the reactive limit violation, the output of the power flow should indicate this viola- 
tion and the inability to maintain the desired voltage magnitude at that bus. 


Example 10.6 


Find 62, [V3], 83, 5g), and Qoz for the system shown in Figure E10.6. In the transmis- 
sion system all the shunt elements are capacitors with an admittance yç = 0.01, while 
all the series elements are inductors with an impedance of z, = j0.1. 


Poy = 0.6661 


iV, i = 1,08 


y 
Sox = 2.8653 + ji.2244 Figure E10.6 


Solution The Y,,, for the system shown in Figure E10.6 is given by 


-j1998  j10 j10 
Yas =) j10 -/1998  jl0 
j10 j10  -—j19.98 
Bus 1 is the slack bus. Bus 2 is.a P, IVI bis. Bus 3 is a P Q bus. We will use the 
Newton-Raphson method in the solution, noting that |V; is given, and therefore we can 
simplify the computation. The unknown (implicit) variables are 0, 43,and IV;l. Thus, 
the Jacobian will be a 3 X 3 matrix. 


We first write (10.32) for the case at hand, putting in the known values of 
VI, V21, @,, and B;. Thus 


B(x) = 1V4 Vl By, sin (8, — 8,) + Vj! V4 Bas sin (8, ~ 63) 
= 10.5 sin 8, + 10.5 IV! sin (0, — 8) 


P(x) = IV; Vil By, sin (85 — 6,) + IVA IV; By sin (8; - 6) 
= 10.0 IV;] sin 8} + 10.5 iV; sin (8; — 63) 


(10.42a) 


(10.42) 
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Because we know |V3l, we can eliminate the equation involving Q(x), We need the 
equation involving Q(x) to solve for IVs: 


Q(x) ai -[iV Vit By cos (8; = 6) + IVl iV] By cos (83 = 8) + V;P Ba] (10.420) 
= —[10 IV;} cos 8; + 10.5 IV; cos (8; ~ 6,) — 19.98 IVA] - 


We describe the unknown vector and Jacobian matrix in the present case: 


T 0, 
I= 6; 
DA 
[aP, aP, aP, 
30, ə aV (10.43) 
aP; aP, aP 
waa 
a, ôb, alva 
| 6, 0, aV 


We can find the various partial derivatives from (10.40) and (10.41): 
a = |V4| IVjl B; cos (8, — 01) + IV IV] Bhs cos (8, — 63) 
i = 10.5 cos 8, + 10.5 IVs cos (6) — 03) 
2B = —VA|IV4l Ba; cos (8, — 43) 
d0; 


= —10.5 IV] cos (8, — 63) 


ðP, : 
— = |V} By sin (6, — 6 
AA 21 B» sin (8, — 85) 
= 10.5 sin (6, — 63) 
aP, 
— = -10.51V,| cos (6; - 8 
36, 3 ( 3 2) 4 
oP; 


Pa 10.0 1V5} cos 8; + 10.5 IV4l cos (8; - 62) 
3 


ðP. i 
—> = 10 sin 8 + 10.5 sin (6, - 6,) 


MA 
ðQ; | ; ee 3 ho 
A = —10 (V4! IV! sin (6; — ®) = —10.5 IV;l sin (8; — 82) 
= = 10 IV; sin 4; + 10 V5 IVI sin (8; — 4) 
= 10 IV; sin @; + 10.5 IVi sin (@; — 82) 
IQ, 


-= = —[10 cos # + 10.5 cos (8, ~ 39.96 IV} 


avi =h) ] ; 
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— 


We are ready to start iterating using (10.39). We note that P, = Po, = 0.6661, 
P, = —Pp; = -2.8653, and Q; = -Qp = —1.2244; of course, these quantities remain 
constant through the entire iterative process. With an initial guess 62 = 68 = 0, 
IV;| = 1.0, (this choice of initial values is usually referred to as a flat start), using (10.37) 
and (10.42) we get 


APR? [2B P,(x°) 0.6661 0 0.6661 
AP; | =| P| -| P(x) | =| -28653 |-| 0 |=) -2.8653 |. 
AQ; Q; Q,(x°) -1.2244 -0.52 —0.7044 


As expected for such a crude guess, the mismatch is big. Next, we calculate J°; using (10.43) 


2 -105 0 
P=|-105 205 0 (10.44) 
0 0 19.46 


Note that J?, and J}, are both zero, 
We next solve (10.39) by finding the inverse of J°, taking advantage of the block 
diagonal structure. 


1 of fy 9 0.0640 0.0328 0 
Jj! +| 7 l = l ‘ K = | 0.0328 0.0656 0 (10.45) 
g 0 0 0.0514 
Substituting in (10.39), we get 


Ad, |° | -0.0513 rad =2.9393° 
Ax =| Ad, -0.1660 rad | = | -9.5111° 
A IV} -0.0362 -0.0362 


We now find x! by using (10.27): 


il 


—2.9395° —2,9395° 


0 
xl =x + Ax =| 0] +) -9.5111? | =] -9.5111° 
1 —0.0362 0.9638 
-3 
We note that the exact solution is | —10 f, so this is pretty good progress for one 
0.95" 


iteration! 

We proceed to the next iteration using the new values 6} = -2,9395°, 
6; = —9.51111°, and IV}! = 0.9638. Substituting in (10.42a), we get P,(x') = 0.6198, 
and thus AP} = 0.6661 - 0.6198 = 0.0463. Similarly, using (10.42b) and (10.42c), 
we get an updated mismatch vector: 


AP, | [ 0.0463 
AP, | =| -0.1145 (10.46) 
AQ] | -0.2251 


Note: In one iteration the mismatch vector has been reduced by a factor of about 10. 
Calculating J’, we find that 


Poi 
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20.5396 -10.0534 1.2017 
J =| -10.0534 19.5589 -2.8541 (10.47) 
1.1582 -2.7508 +18.2199 


The matrix should be compared with J° in (10.44). It has not changed much. The off- 
diagonal matrices are no longer zero, but their elements are small compared to the 
terms in the matrix diagonal. The matrix diagonal itself has not changed much. The 
same observation is true about the inverses. The updated inverse is 


0.0651 0.0336 0.0010 
J; =| 0.0336 0.0696 0.0087 (10.48) 
0.0009 0.0084 0.0561 


Comparing (10.48) with (10.45), we do not see much change. Using (10.39) and (10.27), 


we find that 
6, 2 | -3,0023° 
x =| 6, | =} —9.9924° 
Val 0.9502 


This is very close to the correct answer. The largest error is only about 0.08%. of 
course in the usual problem we do not know the answer and would continue into the 
next iteration. We would find 


AR? [ 0.0019 
AP, | =| -0.0023 
AQ] | -0.0031 


The mismatch has been reduced from (10.46) by at least a factor of 2 and is small 
enough. On that basis we could stop here. Or we could calculate x and show con- 
vergence by noting how very close x’ and x are. So we stop with the values 


8, = -3.0023°, @ = ~9.9924° and IV; = 0.9502. It remains to calculate Sq and Qe |, 


using the calculated values of 8,03, and |V3, From (10.30), for the case at hand, we get 


Pa = P = IVI V} By sin (6, ~ 6) + [VA Vl Bis sin (8, — 4) 
= 10.5 sin 3.0023° + 9.502 sin 9.9924° = 2.1987 +” 

Qc1 "A Qı = -ÍIV V5 By cos (8; a 63) + Vil IV; By cos (8; = 63) + Au By] 
= —[10.5 cos 3.0023° + 9,502 cos 9,9924° - 19.98] 

0.1365 

Qo = Q = -[IVA IV; Ba cos (8, ~ 8) + IV4l Vs! Bas cos (0, — 83) + IVa)? Br] 
= —[10.5 cos (-3.0023°) + 9.977 cos (6.9901°) - 22.028] 
= —1.6395 


This completes the example. 
[ie = ie I a a 


Finally, we would like to point out some interesting and important relationships 
between the elements of the Jacobian submatrices. From (10.40) we see (for the case 
p + q) that Jy, and J, are similar; the only difference is the absence of the factor |V,} 
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in J5,. Comparing Ji and ¥2!,, the main difference is the absence of the factor Iv] 
in J/;; this time there is also a sign difference. Because of the partial derivatives with 
respect to the voltage magnitude variables, all the elements of the matrices Jz and 
Jzn are missing the factors Vil. 

Suppose we restore these factors, For example, in the Jacobian matrix J 2 We 
replace oP,/al¥3l by IV3I/aP,/diV;|. We do the same for all similar terms, Since these 
terms on the left-hand side of (10.39) will be multiplied by the appropriate lVjl’s, the 
corresponding terms in the update vectors should be divided by the appropriate 
IV(’s in order to maintain the relationship specified by (10.39). This manipulation 
for a general term in the submatrix J}, would appear as follows: 


aQ, AIV] aQ; 
lV} — x — = — x AIV;| 
aly; iy] aly] S 
—— eed =~ 
Modified Jacobian Modified update Original Jacobian Original update 
element term element term 


To distinguish between the orginal Jacobian matrix and the modified one, we intro- 
duce new notation. Thus, we replace (10.39) by the modified Jacobian matrix, which 


we designate by K, and appropriately change the update vector corresponding to the 
voltage magnitudes: 


AQ’ 
H N AP(x’) 
K = a 
Fe 4 AW! l A w (10.49) 
IVP 
Here H= Ji, M= Jy, N= Ji, [V], L= Jy [Y], and we define 
VQ = 0 S 
! Vl i 3 AIV] : 
iv} 4 yo fT], eal a (10.50) 
: Ma ata IVi AV 
D A — 
y 


n 


The effect of postmultiplying Jy (or J.) by [V] is to multiply the first column of J,, 
by |V;|, the second column of J} by IVj|, and’so forth. This is exactly what we need 
to restore the missing |V; 


; er vr 
Finally, we use (10.49) iteratively to solve for Aé” and E . From these values 
we determine 
oY! = oY + AR 
Alvi 
y+! = v(i a i 
í IV 


and with these new values of the variables, we update the (modified) Jacobian ma- 
trix and mismatch vector and repeat the iterations until the tolerance is met. 
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The main advantage of using the modified Jacobian (10.49) rather than the 
original Jacobian (10.39) is that we can use the various matrix symmetries to reduce 
the data storage burden in carrying out the N-R iteration. This is the way the 
Jacobian is implemented in most commercial power flow packages. 


40.7 DECOUPLED POWER FLOW 


In Example 10.6 we notice a potentially very useful property of the Jacobian matrix: 
The off-diagonal submatrices J,, and J,, were quite small. In the general case, in cal- 
culations for power systems under the usual operating conditions, we find a similar 
situation. The reason may be seen by considering some typical terms. For example, 
referring to (10.40), consider a typical term in Jj): 
ce IVal[Go3 cos (8) — 83) + Bos sin (8, — 63)| 
alv! 
Since transmission links are mostly reactive, the conductance Gy is quite small. Since 
under normal operating conditions the angle 6, — 6; is reasonably small (typically 
jess than about 10°), the term involving Bz; is also quite small. The same reasoning 
applies to the typical term in Jy; for example, the term 
ôO | ! 
W = -|V IV;I[Gz cos (8, — 83) + Bys sin (8, — 8)] 
However, if we look at the typical nonzero terms in the diagonal submatrices J1 and 
Jņ, they are not small. The implication is that active power flow depends mostly on 
the 6; (and not very much on the IVI), while reactive power flow depends mostly on 
the IV; (and not very much on the 0;). Stated differently, there is fairly good decou- 
pling between the equations for active power and reactive power. 

This decoupling feature is used in simplifying the N-W algorithm for solv- 
ing the power flow equations. In the general iteration formula (10.39), instead 
of picking 

A(x’) = k a wewillpick A(x’) = 4 y l 
Jn In : 0 Jy 


which, in the light of the previous discussion, should work nearly as well. We re- 
mind the reader that changing A(x) changes the rate of convergence, but provided 
that numerical stability is maintained, the final answer, which is associated with zero 
mismatch, is unaffected. With our new choice we can replace (10.39) with two sets 
of equations: 


7 AP = AP(x’) (10.514) 
Jy, A IVE = AQ(x’) (10.51b) 
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l We can simplify matters even further by making approximations for the terms 
- Jy J2. For example, consider the term @P,/00, in (10.41). ‘Assuming small 
„x and 6, — 6,, and assuming all the (per unit) bus voltage i i 
mately equal, we have ! E ad 


aP, 


Paar gee pae . 
90, Q Baly; ™. 2 VAMBa axe IV Bo oy -IVP By (10.52) 


In obtaining this result we make use of the following observations: 


re 


With all the IV, approximately equal, X4- VyIIVjlBy = VA Dhar Bog. 

. By = sum of susceptances of all the elements of the H-equivalent circuits inci- 
dent to bus 2. 

3. For k # 2, By, = —susceptance of the bridging element from bus 2 to bus k. 


4, Because of observations 2 and 3, in ¥;-; By, all the bridging elements cancel, 
leaving only the sum of (small) shunt element susceptances (capacitive). Thus 
we have | Diet Byl < IByl. 


nN 


Observations 1 and 4 justify the final approximation in (10.52). To verify this in a nu- 
merical example the reader should check the terms in Yu in Example 10.6. 


Note: If all the (per unit) |V| are equal, we have a so-called flat profile; under normal 
operating conditions this is a reasonable approximation. 
In similar fashion, with the same assumptions, we find from (10.41), 
aQ, < 
alv; = À VBa aa IV31By> = -IVl Boo (10.53) 
Equations (10.52) and (10.53) give the pattern for the diagonal terms. For the off- 
diagonal terms, from (10.40), we obtain the following approximations: 


ab, 
FA = -IVV By 
3 
10.54 
2O E vyg ne 
alV, 11073 


from which we may deduce the general term. 
To complete this analysis it is convenient to reintroduce vector notation. Let 


R By By E By, 
Bal : (10.55) 


Bi ee Bur 


We can check that B may be obtained from Y,,. by strippi 
us OY Stripping a 
column and then taking the imaginary part. ue en ene 
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Noting the general terms of Jy, and Jy; as suggested by (10.52) to (10.54), the 
reader can check that 


J; = -[VIBLV] | (10.56a) 
J, = -[V]B (10.56b) 


where [V] is the diagonal matrix defined in (10.50) while IVI, defined in (10.31), is a 
column vector. 


We can now replace (10.51a) and (10.51b) by 
-[V"]IB[V"] AP = AP(x’) (10.57a) 
~[V'BAIV? = AQC’) (10.57b) 
One final approximation: Consistent with the assumption of an approximately 
flat voltage profile, we replace the second [V°] in (10.57a) by the identity matrix. 
Then premultiplying each equation by [V], we get 
-B AP = AP(x’) (10.58a) 
-B A IVP = AO’) (10.58b) 
where AP = [V]! AP and AQ = [V] TAQ, respectively. Since [V] is diagonal, the 


right-hand sides of (10.58) and (10.58b) are simply scaled versions of AP and AQ, 


respectively. 
An important observation is that B is a constant matrix, independent of 


iteration count. The advantage is that if matrix inversion of B is used, only one 


inversion is necessary. If LU decomposition of B is used, it also need be done 


only once. 


power flow equations. In one study, convergence was reached in only four to 
seven iterations, each iteration taking about as much time as4.5 Gauss-Seidel 
iterations but requiring only about 0.2 of the time required for a Newton-Raphson 
iteration. 

Finally, when voltage control buses are present, we modify (10.58b) by deleting 
the corresponding terms from AQ, AIVI, and B. In particular, with our numbering sys- 
tem we delete the first m — 1 rows of AQ and AIVI, and the first m — 1 rows and 
columns of B. We do not change anything in (10.58a). 


Example 10.7 
Consider the circuit shown in Figure E10.7. Using the data in Example 10.6, use fast- 


decoupled power flow to find 6), ;, and IV;!. For convenience the data of the prob- 
Jem are summarized below Figure E10.7: 


These equations or slight modifications of them are called fast-decoupled Í 
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Poy = 0.6661 


FEE [Vy] = 1.08 
Vy 
2.8653 + j1,2244 Figure E10.7 
Po = 0.6661 
Val = 1.05 
B,=10, i#j 
B; = -19.98 
P, = 0.6661 
P, = -2.8653 
Q; = -1.2244 


Solution We first find B and then use (10.58). 
je Pitas 10 
By By 10 —19.98 
Thus (10.58a) becomes 
AR| 
i 10 Ifaa] |105 
10 -19.98] 4a] | AP; 
IV; 
and (10.58b), with the IV}! equation stripped away, becomes 


~(=19.98) AIVjP = ay 
iv 
In this simple case we can use matrix inversion to get the explicit iteration formulas, 
AR| 
ict alee 0.0334 | | 1.05 
Aa,| ~ [0.0334 0.0668] | AP, 0a) 
Vi 
AQ; Y 
AVP = aoe 
Ivy oosor( A (10.59b) 
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We still need to use (10.37) and (10.42) to calculate the mismatch terms. The results 
of the iterations are tabulated in Table E107 starting with initial values of @, = 6; = 0 
and iV; = 1.0. The tabulated values of 8, and 4, are in degrees. With such small mis- 
matches we stop after three iterations. As compared with the results of Example 10.6, 
it has taken three iterations to reduce the mismatches to the levels reached in only 
two iterations using Newton-Raphson. Still, the simplification is very great and helps 
explain the popularity of the fast-decoupled power flow methods. 


TABLE E10.7 


Iteration - r . 
number 0, 6; iV AP, AP, AQ; 
0 0 0 1 0.6344 -2.8653  —0.7044 
1 -3.0539 -9.7517° 0.9647 0.0420 -0.0517 -0.2601 
2 -—2.9908°  -9.8721° 0.9517 0.0159 -0.0382 —-0.0252 
3 ~3,0023°  —9.9867° 0.9504 0.0025 -0.0039  —0.0067 


EE S Se ee ee 
OOOO OT TDT D aaas 


10.8 CONTROL IMPLICATIONS 


The Jacobian matrix comes up in another connection related to system control. Con- 
sider (10.39). What we have at each stage of the iteration process is a relationship be- 
tween desired increments in P(x) and Q(x) and the increments in x to bring it about. 


We have been using this relationship to solve the power flow equations, butitisalso . 


directly applicable to the problem of control. i 

Suppose that the system is in a particular operating state or condition x° with 
corresponding bus powers P(x’) and Q(x’). Suppose we now wish to make a small 
change in the bus powers by exercising control at the generatof buses (i.e., by chang- 
ing some of the components of x). We then need to consider how changes in x affect 
changes in P(x) and Q(x); for small increments the relationship is linear and is given 
by (10.39), where the Jacobian matrix is evaluated at the operating state x’, In using 
(10.39) we can simply ignore the notation v. 

Just as discussed in Section 10.7, we can take advantage of certain proper- 
ties of J(x). In particular, we note that under the usual operating conditions Jy 
and Jy; are small terms. Thus there is reasonably good decoupling between the 
control of active and reactive power; to control P we vary 6 and to control Q we 
vary IVI. As an approximation we can substitute (10.51) or (10.58) for (10.39), which 
makes the decoupling explicit. Again, in using (10.51) or (10.58) we can ignore the 
notation v. 

In part (d) of the following example we have a control application of (10.58). 
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Example 10.8 


Consider the power system in Figure E10.8, Assume that the series line impedances 
are z, =r, + jx, = 0.0099 + 70,099 = 0.0995 /84.2894°. Neglect the capacitive 
(shunt) impedances. 


(a) Verify that a solution of the power flow equations is given by 


6, =e 
8 100 

a-l% w ry af Me] 0 
8,| | -10 Vi} | 1.0 
b; -15° 


Py = 0.8830 Poz = 0.2076 


v= 120° LAE LAE 


Sp; =0.2 + 0.1 


Spa = 1.7137 + j0,5983 Sps = 1.7355 + j0,5496 


Figure E10.8. 


(b) Calculate the slack bus power $; = Sg). 
(c) Calculate the total line losses. 


(d) Show that the (complex) load demand may be met with lower line losses by 
shifting generation to generator 3, 


Solution (a) We simply plug the solution into the appropriate power flow equations 
and verify that they are satisfied. The appropriate equations are the ones that would 
be solved for the unknown (implicit) variables (i.e., the equations with P,, P;, P4, Ps 
Q, „and Q; on the left side). In fact, these are the only equations that can be checked 
since P1, Q,, Qz, and Q; are unknown, 

We can use either (10.30) or (10.6) as convenient. In either case we need the el- 
ements of Yous (i-€., Yp = Gy + jB). By the method described in Chapter 9 and not- 
ing that y; = zz! = 10,503 /—84.2894° = 1 — j10, we have 


2- j2 -1+ j10 0 -1 + j10 0 
-1+ j10 3-j30 -1+ jl0 -1+ j10 0 
Yous =| 0 -1+ j10 2- j20 0 -1+ j10} (10.60) 
-1+ j10 -1+ j10 0 3- j30 -1+ j10 
0 0 -1+ j10 -1+ j10 2- j20 
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Using (10.6) for bus 4, for example, we get for the bus power into the network 
5 
s$ =V} > YuVi 
ke 

=3- j30 + 1/10°(-1+ j10)(1/0° + 17-S° + 17-18° 

= -1,7137 - j0.4017 
Thus 

S, = —1.7137 + j0.4017 

This checks with the value derived from power terminal constraints: 


Sg fe Soa Me Sp = ji hai (1.7137 + j0.5983) 
= —1,7137 + j0.4017 


Similarly, we verify the complex power balances at bus 5 and the active power bal- 
ances at buses 2 and 3. 

(b) With all the complex voltages known, we can calculate the slack bus power 
using (10.3). We get 


4 
S=V DYW 
k=l 


=2+ j20+ 120-1 - j10(145° + 1410°) 
= 2.6270 - 0.0709 


(c) Ina lossless transmission system, D;- Z = 0. In our lossy transmission sys- 
tem, consideration of conservation of power gives the following formula for the line 
losses: 


5 
P, = >; P, = 2.6270 + 0.8830 + 0.0076 - 1.7137 - 1.7355 
i=] 
= 0.0684 


This amounts to about 1.8% of the generated power and represents power lost as heat 
in the transmission system. We note that we would get exactly the same result if we 
summed the individual power losses in the six transmission links. <i 

(d) Since the active power demand at bus 5 is so large, it seems reasonable that 
line losses can be reduced by increasing generation at bus 3, which is the closest gen- 
erator bus. Let us consider the effect of raising Pg; a small amount, say 0.1, to see if 
we can reduce the line losses. If the small increment works, we can try a larger incre- 
ment later. Since the increment is relatively small, we can use linearization techniques 
to estimate the new operating state. With small 6,,, small G,, (compared to the B;,), 
and with a flat voltage (magnitude) profile, the use of (10.58) is justified. Using (10.60), 
we strip away the first row and column, and then, taking imaginary parts, we find B di- 
rectly and substitute in (10.58a). We get 


10 0 -30 10// Ae) | AP, OB) 


0 10 10 -20}| de, ARJ [0 | 
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For the voltage variables we strip away the first two rows and columns of B because 
the voltages at buses 2 and 3 are fixed. Substituting in (10.58b), we get 


-30 10] Alv]_[aa,.]_ fo 
-| 10 olan] [so Lol (10.62) 


The right side is zero because we are not making any change in the reactive power in- 
jections at buses 4 and 5. Equation (10.62) predicts that IV,| and !V.! remain unchanged 
at their original value 1. 

Solving (10.61), we get 


A9, 0.00545 0.312 
Ad; 0.01182 0.677 
= = = d 
A0 =| Ag, 7 | ocoo4ss (729 =| o2 {28 
Ads 0.00818 0.469 
and thus the new bus angles are 
—4,688 
~9,323 
=@t+ = 
6 A0 -9.739 deg 
—14.531 


We note that the power angle @, — 8; has increased, which shows that more power is 
being supplied to bus 5 from generator 3. 

To find the new line losses corresponding to these angles, we can recalculate all 
the bus powers and take their sum. It is simpler to add the individual line losses directly. 
From (4.29) and (4.30) we have for the losses in the link between buses 1 and 2, 


r 
Poses = Re(Si2 + Sx) = 5 [MP + AP = 2V4 1V3 cos 8.a] 
ZL 
=2(1 — cos 812) = 2(1 — cos 4.6888°) = 0.0067 
In this way, adding up the losses for all six lines, we get the total losses 


P, = 2(6 — cos 4.688° — cos 4.635° — cos 9.739° — cos 5.051° — cos 4.792° 
— cos 5.208°) 
= 0.0651 


The line losses have decreased slightly from the original value of 0.0684. A further in- 
crement in Po, is indicated if reduction of transmission losses is desired. 
Ne ee ee 


Ordinarily, minimizing transmission-line losses is not an objective in itself, but 
is a consideration in the larger problem of reducing the cost of serving the load de- 
mand. Clearly, the cost of producing the power also needs to be considered. If the 
cost of producing additional power at generator 3 is excessive, it may be cheaper to 
produce it elsewhere even though the transmission losses are thereby increased. 
These questions will be addressed in Chapter 11. 


4 
1 
ji 
1 
{ 
l 
1 
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Poy = 0.8830 Pq = 0.2076 


V= 120° [7i = 10 Iyl = 1.0 


IVl = 10 IVs} = 1.0 


Ppa = 1.7137 Pps = 1.7355 


Figure 10.6 


Example 10.8 illustrates a further simplification of (10.58) used in a control ap- 
plication. In the example, since the Qp; at the load buses (Buses 4 and 5) are constant, 
we find from (10.62) that |V,| and IVl also remain constant. Since Vil, IVl, and IV,I (at 
generator buses) are also constant, we have all bus voltage magnitudes constant. 
Thus, we do not have to consider (10.62) at all and can limit our consideration to the 
active power equations in (10.61). 

More generally, the same thing happens in the control applications of (10.58) if 
the Qp;at the load buses are not changed. In this case we can use (10.58a) (with the 
[Vi constant at their original values) to investigate the effect of (small) changes in ac- 
tive power injections, On the other hand, if the active power injections are not 
changed, we can use (10.58b) to investigate the effect of (small) changes in the Qp; 
at the load buses. Thus, in these cases we obtain complete decoupling between the 
equations involving active and reactive power. s 


With complete decoupling we can also greatly simplify the system model. Con- `; 
sider the five-bus system in Figure E10.8. We find, by an exact (complex} power flow + 


analysis, that IV, = IV; = 1.0. Thereafter, in determining the effect of (small) changes 
in active power injections, all the bus voltage magnitudes remain (approximately) 
constant. In determining the effect of the changes in active pOwer injections, we can 
therefore use Figure 10.6, in which all the reactive power injections have been left out. 

Taking a model such as in Figure 10.6 as a starting point rather than Figure 
E10.8 is a significant simplification that we will use frequently henceforth. Finally, 
we note the use of this (active power) model, as an approximation, even in cases in 
which (almost) complete decoupling would not be expected, 


10.9 REGULATING TRANSFORMERS IN POWER 


FLOW ANALYSIS 


In Section 5.9 we saw the importance of regulating transformers in controlling the flow 
of real and reactive power. Because they are so important, we consider how we can 
include them in power flow calculations, In Examples 10.9 and 10.10 we will show 


a a 


xample 10,9 


Sec. 10.9 Regulating Transformers in Power Flow Analysis 361 


how to derive the admittance matrix tespresentations for the two cases: voltage mag- 
nitude control and phase angle control. We then can incorporate these representa- 
tions in the Y, of the larger system. 

We proceed with the formulation of the power flow equations as shown in Sec- 
tion 10.6. In order to control the reactive power flow in a particular transmission 
line, a regulating transformer can be provided at one end of the line (as shown in 
Section 5.9) to increase or decrease the reactive power flow. The desired voltage at 
the load can be obtained by automatically changing the tap setting of the transformer 
in the power flow calculations. In the process, the tap setting n = 1/a appears ex- 
plicitly in Y,,,, and becomes a variable that needs to be determined in the power flow 


solution. Two approaches are commonly used to incorporate the tap setting in the 
power flow solution: 


1, The tap setting 7 is treated as a parameter with a specified value, and the con- 


trolled bus is treated as a P, Q bus, where the voltage magnitude and angle are 
to be determined. 


2. The voltage magnitude at the controlled bus is specified. In this case, the tap 
setting n replaces the voltage magnitude as the variable to be determined along 


with the voltage angle at the voltage controlled bus. The Jacobian matrix also 
changes accordingly, 


The tap setting n can also be treated as an independent control variable. The de- 
rivation of the Jacobian matrix and the mismatch equation for each of these cases is 
left as an exercise for the reader. A similar discussion holds in the case of the calcu- 
lation of regulator phase angle for the control of reactive power. 


Solve Example 5.17 using an admittance matrix model for each of the two parallel 
transformers. 


Solution The admittance of the transformer T, is y = 1/ j0.2 = — j5.0, and that of 
transformer T, is y = 1/ j0.4 = — j2.5, 
The currents in transformer T, shown in Figure E10.9 are an appropriately re- 


drawn version of Figure E5.17 to show the injected currents for the admittance matrix 
formulation 


l= [ -n][M)z[-i50 750 7/¥, 
Mil» x Jil Liso -jsojly, 
The currents in transformer T, with n = 1,05 may be found as follows: 


I! = yV, - Vin) 
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1 y, = 5.0 12 


l:n=105 


Figure E10.9 Equivalent circuit for Example 10.9. 


h 
n| [v| _[-j25  j2381 H 
y (LV) Lj2381  - j2.2676 | |V, 
n 


Thus 


to 


n 


Note: Alternatively we could have derived the above result from (9.2b) noting that 
n = 1/a and taking into account the required impedance transformation. 

The node current contributions through each transformer can now be added to 
obtain the total node currents. 


1) fap +i] _f-775 77381 l H 

B) U +®| 177381 - 77.2676} Ly; 
From the statement of the problem we know that J, = —1.05/-45° and V, = 1/0°; 
thus we can solve for V, using 

~1.05/-45° = j7.381V; - j7.2676 
which gives 
{7.2676 — 1.05/-45° 7.2676 + j1.05/-45° 
mu }7381 ~ 7.381 g 
= 0.9846 + 0.1006 + j0.1006 = 1.0852 + j0.1006 


Finally, we can solve for 7® and J? 


IP = j5.0(V; - v) 
= 75.0(0.0852 + 70.1006) = ~ 0.5030 + 70.4260 


IP = j2381V, - j2.2676V, 
= — 0.2395 + j0.3163 


The complex power output of each transformer is 
Sr, = -V = 0.5030 + 0.4260 
Sp, = -V18 = 02395 + j03163 


which is the same result as in Example 5.17 modulus roundoff errors. 


| 
| 
| 
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Example 10.10 
Solve the phase shifter problem of Example 5.18 using the admittance matrix method. 


Solution In Example 10.9 we have already developed the admittance matrix equa- 
tions for transformer T,, and this remains unchanged. 

The admittance matrix for the transformer T,, which is now a phase-shifting 
transformer, is considered next. We derive this for a phase shift of 8. Later we will eval- 
uate for 9 = 3°. 


IP = ~1Pe = yV, = Vee 
= »(-Vel + V) 


Bex 
E] x” n J 
Introducing the given values y, = — j2.5 and @ = 3°, 
| _[-j25 wryly, 
IP} [25/932 ~j25 | LY 
The preceding equation can be added to the admittance matrix equation for trans- 
former T, obtained in Example 10.9 to obtain 


hy] [E+ e -j15 - (0.130839 + j7.49657)| TV, 
h| LIE +R] [{(-0.130839 + j7.49657) -j15 1.0 


From the second equation we obtain 


Thus 


D = 1.05/135° = (-0.130839 + j7.49657)V, — j7.5 
Since J, = ~1.05/-45° is given, we can solve for V}. 


V, LOS 135" + 5 1.10378 /4.147° 
l (=0.130839 + j7.49657) ~ Au 


We can now determine 
If = j5.0(V, - Vs) = j5.0(0.10089 + j0.079826) = -0.39913 + j0.50445 
IË =25/93 x 1.10378/4.147° - j2.5 = ~0.34333 + j0.238011 
The complex power output of each transformer is then given by 
Sr, = —VyI9" = 0.39913 + j0.50445 
Sr, = =V," = 0.34333 + j0.238011 


which is the same result as in Example 5.18 modulus roundoff errors. 
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10.10 POWER FLOW SOLUTIONS FOR LARGE 


POWER SYSTEMS 


The Newton-Raphson technique described in Section 10.5 is the method of choice 
in most commercial power flow packages. The evaluation of (10.39) requires the so- 
lution of a linear system of equations at each iteration. These equations are of the 
general form Ax = b, where the square matrix A is the Jacobian, and the vector b 
contains the mismatches. The structure of the Jacobian is generally similar to the 
network itself (i.e., it has nonzero elements only in those locations where physical 
network elements exist). In a typical power system, each node is connected on av- 
erage to two other nodes. As a result the Jacobian on average has only about three 
nonzero elements per row. This property of the Jacobian matrix is referred to as 
sparsity. A matrix is defined to be sparse if most of its elements are zero. A detailed 
description of the topic of sparsity and its application to power system problems is pro- 
vided in Alvarado, Tinney, and Enns. In this section we will provide some of the im- 
portant aspects of sparsity and its application to the Newton-Raphson power flow 
solution. 

Two issues play an important role in manipulating matrices on a computer: stor- 
age requirements and computational requirements. We will address the key com- 
ponents of both of these requirements. 


Storage Requirements, Traditionally matrices are stored as two-dimensional 
arrays. However, this results in large memory requirements when dealing with a 
power system with thousands of buses. We would in fact be storing a matrix with 
a large number of zeroes. An alternative to two-dimensional arrays is to store 


sparse matrices as linked lists of elements, one list per row. A linked list structures .. 


the data in such fashion that in addition to the desired data (Jacobian entry), there 
is information about the location (row number, column number) of the element 
and about the next element in the list. This notion of the next element is particu- 
larly important because it provides a guide to the computati¢h so that it may iden- 
tify the next element to be manipulated. The simplest and most important list is the 
singly linked list. In this data structure, each element in the matrix is stored as a 
record containing three items: the value of the element, the index of the element (el- 
ement identifier), and a pointer to the next element in the list. One such list is con- 
structed for each row (or column) of the matrix. A special pointer is the null 
pointer, which is a pointer that indicates the end of a list. An illustrative example 
of the linked list is provided for a 20-node power system in Alvarado, Tinney, and 
Enns (Section I.B). A sample linked list is presented in the following equation. 
The purpose of the sample is to illustrate the method. In this particular case there 
is no saving in storage requirements! 
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Consider the matrix A to be stored using a linked list: 


The first entry in the table is interpreted as the element of the matrix with an entry 
of 1 in column 1. The pointer to the next element PNX indicates that the next ele- 
ment is one line down in the list. Moving one line down to the second line, an entry 
of 1 is found and it is in column 3 (since the column index CI = 3). Since PNX = 0, 
a null pointer, there are no other elements in the row. The other elements of the 
linked list can be similarly interpreted. In some computations it is important to 
know where the row starts in the list. This is done by using another pointer PRN 
that points to where a row starts in the list. Row 1 starts in line 1 (of the list), row 2 
in line 3, row 3 in line 4, and row 4 in line 5. As a result, PRN contains 1,3, 4,5. To 
insert an entry using this sparsity storage algorithm, a new line is added to the linked 
list. The linked list is appropriately modified to show the new entry. Thus, insertion 
of an entry does not involve reordering elements. The linking established by the 
pointer PNX is modified. 

This completes a basic description of the key elements of storage requirements 
for sparse matrices involved in the power flow solution. 


Computational Requirements The main computation step involved in power 
flow solution for large systems involves the solution of the linear system of equations 
described by (10.39). We have discussed the storage of a sparse Jacobian matrix. We 
now point out some important issues in the LU factorization of the Jacobian matrix 
and the solution of (10.39) using a forward and backward substitution. The LU fac- 
torization has already been discussed in Section 9.2. In sparse matrices the main 
computational issue deals with preservation of sparsity in the matrix factors. This de- 
pends on the appropriate numbering or ordering of the problem equations and vari- 
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ables. The equations correspond to the matrix rows and the variables to the matrix 
columns. For the power flow solution the matrix rows and columns can be reordered 
together. A row-column combination is referred to as an axis. The nonzero struc- 
ture of the axes corresponds to the physical connections from the nodes to their 
neighbors. The equations and variables are grouped into blocks corresponding to 
nodes. The ordering is performed on a nodal basis. 

As factorization proceeds, the number of nonzero elements in a row is decreased 
by elimination and increased by carrying nonzero elements from previously select- 
ed rows. The nonzero elements that are newly created are known as “fills.” The 
number of nonzero elements in an axis is referred to as the node’s valence. The va- 
lence varies as elimination and filling proceed. For more details the reader should 
refer to Alvarado, Tinney, and Enns. This reference also provides details of three 
schemes that are commonly used to order the matrix during factorization. These 
schemes have widely become known as Schemes 1, 2, and 3. 


Scheme 1: In this scheme the axes are ordered according to their valences be- 
fore factorization. This is referred to as static ordering. 

Scheme 2: The axes are ordered according to their valences at the point they are 
chosen for factorization. However, this requires keeping track of the elimina- 
tions and the fill resulting from previously chosen axes. 

Scheme 3: The axes are ordered according to the number of fills that would be 
produced by elimination of the axis. This requires not only keeping track of 
the changing valences, but simulating the effects on the remaining axes not 
yet chosen. 


Scheme 2 is very widely used and is effective. For Newton-Raphson power flow the 


ordering occurs according to the block structure, and factorization and direct solution . 


¥ 


are performed on a block basis. i k 
This completes the description of some of the important computational issue 
with regard to power flow solutions for large power systems. P 


40.11 SUMMARY- 


The power flow equations give the relationships between bus powers and bus volt- 
ages in terms of the admittance parameters of the transmission system. Operational 
and mathematical considerations lead us to define the following types of buses. There 
are load (P, Q) buses, generator (P, IVI) buses, and a slack or swing bus. A bus with 
reactive power injections from a capacitor bank is a P, Q bus if the Q injection is 
fixed but is a P, IVI bus if the Q injection is varied to keep !VI fixed. 

At the F, Q buses we do not know the (complex) voltages (i.e., we do not know 
IVi, 0). At the P, IVI buses we do not know Q, 9. The IV! and 8 variables are implic- 
it variables in the (nonlinear) power flow equations and iterative solution methods 
are required. 
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l One method of solution is Gauss iteration or its minor variation, Gauss-Seidel 
iteration. The complex form of the power flow equations is used. The iteration for- 
mula remains unchanged through the entire calculation. No advantage is taken of the 
presence of P, IV] buses (which reduces the number of unknown implicit variables). 

Another method of solution uses Newton-Raphson iteration. The real form of 
the power flow equations is used. The iteration formula involves a Jacobian matrix 
that changes as the iterations proceed. Advantage is taken of the presence of P, |V| 
buses; the number of equations that need to be considered is reduced by the number 
of P, IVi buses. 

Comparing the computational burden of the two methods, it is found that each 
Newton-Raphson iteration takes longer than the corresponding Gauss (or Gauss- 
Seidel) iteration, but convergence is obtained with fewer iterations so, overall, there 
is usually a saving in computation. ' 

l For computations involving power systems under the usual operating condi- 
trons, some simplifications of the Newton-Raphson scheme are usually possible. 
One of these modifications is called decoupled power flow. It still requires the up- 
dating of Jacobian matrices for each iteration, but the dimensionality of the compu- 
tation is reduced. Another modification is called fast-decoupled power flow. In this 


case, the updating of matrices is no longer required and the computational burden 
is greatly reduced. 


Problems 


10.1. Find Yous for Figure 10.1 assuming that ali the transmission links have identical TI- 
equivalent circuits; the series element impedance is 0.01 + j0.1 and each (of the two) 
shunt element admittances is j0.8. 


10.2. Write the power flow equations corresponding to Problem 10.1. Write the equations 
in the form (10.3). 


10.3. In Figure P10.3, all the transmission links are the same and each is modeled by the TI- 
equivalent circuit shown; the element values are impedances. Find Y,,,. 


$ pa 
md la 
3 4 
Figure P40.3 
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10.4, Write the power flow equations corresponding to Problem 10.3 in the form (10.3). 
10.5 Refer to Figure P10.5. 


(a) Find V, exactly (take the larger of two possible values). 

(b) Find V, by Gauss iteration starting with V$ = 1 /0°. If you use hand calculation, 
stop after one iteration. i 

(c) Find 5; = Sg — Spi 


z = 10.4 
Spi Spy =0.3 +41.0 


Figure P10.5 


10.6, We are given the system shown in Figure P10.6 and the following equations for bus 


powers. 
S, = j19.98IV,P - j10V,V3 - j10V,V3 
S,= —jl0V,V¥ + j19.98 VÊ - j10V,V3 
Sy = —j10V,Vi - j10V,V} + j19.98 IVP 
Do one step of Gauss iteration to find V} and V}. Start with V3 = Vj = 1 /0°. 


1 + 70.5 figure P10.6 


10.7. Repeat Problem 10.6 using Gauss-Seidel iteration. Do only one iteration. 
10.8. In Figure P10.8, assume that 


Figure P10.8 
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10.9. 


10.10, 


Sp, = 1.0 V, = 120° 

Sm =10- j08 Qao = -0.3 
Sp = 104 j06 Po =08 
z, = j04, all lines 


Use Gauss iteration to find V, and V}. Start with V$ = V$ = 1 /0°. Do one iteration 
only (i.e. calculate V} and V3). Note: Bus 2is a P, Q bus because Qg is specified rather 
than IV). 


Repeat Problem 10.8 with one change. We specify IV;| = 1.0 and do not specify Qoz. 
In this case bus 2 is a P, IVI bus. 


In Figure P10.10, assume that 


z, = 0.5 for all lines 


Po =02, Wl=1 
Y=1f0 
Sg = 03 + jO.1 


Find /V,, |Vjland /V, by using small-angle approximation. More specifically, in the 
equations 


S} = Vz LYM (1) 
S} = VIL iM, (2) 


1. Approximate er by 1+ j0,. 
2. Equate imaginary parts of (2) to find IV; E the larger of the solutions). 
3. Then use the real parts of (1) and (2) to find /V,and /V, 


Do you think the approximation is reasonable in this problem? 


Figure P10.10 


10.11. Make up a simple (scalar) example showing the graphical solution of f(x) = 0 by use 


of the iteration formula 


xl = g af(x’) 
Show typical solutions for (a) a = 1, (b) a > 1,(c)a < 1, and (d) æ = [f'(x")}. 
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10.12, Use the Newton-Raphson method to solve 
fix) = xf-x,-1=0 
fs) = x3 --1=0 


x{ = x} = 1. Do two iterations only. Note: Exact solution is x, = x) = 1.618. (An- 


other solution is x, = x, = -0.618.) 
10.13. Repeat Problem 10.12 with initial condition x? = x? = -1. 
10.14, Use the Newton-Raphson method to solve 
fix) = 3 +4 -1=0 
f(x) =x, + x, =0 
with an initial guess x? = 1 and x} = 0. Do two iterations. Note: Exact solution is 
A ky = 1/ 2. 
For the system in Example 10.6, assume that Py = 0.3, V4 = 0.95, and Sp3 = 


0.5 + j0.2. Starting with 6) = 6) = 0 and IV; = 1.0, do one N-R iteration and find 
6;, 63, and |V;l'. Evaluate the mismatch vector after this single iteration. 


10.16. Use the fast-decoupled power flow method in Problem 10.15. Do two iterations. Tab- 
ulate the values of 6,,,;,1V;|, AP,, AP}, and AQ), obtained as the iterations proceed, 


10.15. 


aaeeea 
D10.1 DESIGN EXERCISE 


Phase |. Power Flow Study. This power flow study will be conducted on the test 
system presented in Chapters 4 and 5. Any available power flow program can be used, 


(a) The power flow program will be first used to study the base case design. The 


following two cases should be analyzed: 


Case 1. Base case system with base loads and fixed tap transformers ` 
Case 2, Base case system with base loads and regulating transfogners 


Examine the power flow output and verify the following for the base case design: 


1. Satisfactory system operation: All voltages should be in the range from 0.96 to 
1.04 p.u., with no overloaded lines or transformers. 

2, Loads: From the power flow summary report, determine the total load in the sys- 
tem, the losses, and the total generation. What is the generation at the slack bus? 

3. Transformers: The transformer tap should be fixed at 1.00 per unit (Tap 1 is 69 
kV and Tap 2 is 161 kV) in the power flow for Case 1 (not a regulating trans- 
former) and changed to a regulating transformer in Case 2. 

4, Regulating Transformers: Set each transformer to regulate the voltage on the 69- 
KV bus. Select a scheduled voltage and include it in the bus data. Specify a 
tap range of (0.9 to 1.1 per unit) 62.1 kV to 75.9 kV, 


Sec. D10.1 Design Exercise 371 


(b) Modify the transmission system to supply the new load of 40 MW at the steel 
mill following the specifications a-j given in Chapter 4. Obtain the parameters 
of the transmission lines as needed by the power flow program and include the 
data in the power flow input data file. Conduct the power flow for the follow- 
ing case, 


j Case 3. Modified system with 40-MW steel mill load and base case loads increased 


by 30% and with regulating transformers. 
Again verify all the items specified in the base case design. 


1, Satisfactory system operation: All voltages should be in the range from 0.96 to 
1.04 p.u., with no overloaded lines or transformers. 

» Loads: From the power flow summary report, determine the total load in the sys- 

tem, the losses, and the total generation. What is the generation at the slack bus? 

Transformers: The transformer tap should be fixed at 1.00 per unit (Tap 1 is 69 

kV and Tap 2 is 161 kV) in the power flow for case 1 (not a regulating trans- 

former) and changed to a regulating transformer in case 2. 

. Regulating Transformers: Set each transformer to regulate the voltage on the 69- 
KV bus. Select a scheduled voltage and include it in the bus data. Specify a 
tap range of (0.9 to 1.1 per unit) 62.1 kV to 75.9 kV, 


If any of the criteria are violated, you will need to modify your design and re-do the 
analysis until the modified system meets the criteria. 


nN 


m 


Ja 


1. Generation: Make OWL (bus 1) the swing bus. For the generation at SWIFT 
(bus 2) and at PARROT (bus 3), make Qmin on each-100.0 MVA, make Qmax 
on each 250.0 MVA, and make Pmax on each 430 MW. In cases 1 and 2, Pgen 
at each bus (2 and 3) should be 190 MW. In Case 3, change the Pgen at each 
bus to appropriate values. Since the voltage is usually highest at generators 
and since 1.04 is at the upper limit of acceptable voltages, schedule the voltage 
on the three generators at or near 1.04 p.u. 

2. Areas: Assign urban buses to a different area than rural buses. Use area inter- 
change data for each area (this is needed if your power flow program provides 
this option), including the maximum and minimum acceptable voltages. 

3. Title: For each power flow case you run, title lines should be used to describe 
the case. 

4. Data Checking: Since data must be in the correct columns in data input to the 


power flow program, spend time checking the computer output. Also check to 
see that all lines are connected to the correct buses. 


Phase |. Power Flow Report The report should be typed. Use of a word proces- 
sor would be helpful since portions of the report will need to be updated in other 
phases of the design project. This report should include the following: 
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exhaustive contingency analysis. You will need to consider the failure of each trans- 


mission line, transformer, and | generator, or, You also need to run three cases, where 


“each generator is scheduled at its maximum generation of 430 MW, 


a. An executive summary. Important information about the project that execu- 
tives would want to know without reading the complete report. At least in- 
clude the total number of lines at each voltage level, total line miles and cost at 


each voltage level, total number of transformers and cost, total number of new 
substations and cost, and total project cost. Add a brief summary of changes 
from the base case system design. Make the executive summary a separate 
document from the main report (include project title and the names of all mem- 
bers in your group). 

b. Title page and table of contents. 

c A map of the system with modifications showing the line routes and voltages. 

d. A one-line diagram of the system showing the bus, line, transformer, and load 
connections. 

e, Specifications of a representative transmission structure for each voltage level 
to be used for conductor spacings and impedance calculation for the modified 
transmission structures. Include a drawing of each structure. Cite the reference 
of the source of the structures. 

f. Specifications of each line in the system: location (bus connections), voltage, 
length, conductor size, cost estimate, impedance and shunt capacitive suscep- 
tance in per unit, and MVA and current ratings. For the modified transmission 
system dealing with the addition of the new steel mill load, show a sample im- 
pedance and susceptance calculation in an appendix. 

g. Specification of each transformer in the system: location, size, cost. 

h. Specification of each added substation: location, cost. 

i, Number and title all figures. 

j. Number and title all tables. a 


loading given in the specifications. (Include all of the power flow output for 
each case.) K] 
l. Document all changes made in the base case design. 
m. The current cost estimate including all system changes. 
n. List of references. 
o. What is the total power (P) loss in the system as a percentage of the total load 
for each case? Compare the MVA in the loads, the MVA used in the lines and 


the transformers, the MVA from line charging, and the MVA from the gener- 
ators for each case. 


Phase Il. Contingency Analysis This design exercise will test the steady-state per- 
formance of the system following contingencies. The exercise demonstrates the use 
of the power flow programs in analyzing the performance of the system and tests its 


ability to perform within specified guidelines following disturbances. This will be an 


Re 


k. The power flow of each of the three cases showing the voltages and the load- : 
ings. For case 3, the power flow output should show satisfactory voltages and 


1. Loads: The increased load (30%) and the new steel mill load will be used in all 
outage cases. ` 

2. Transformers: For all cases, set each transformer to regulate the voltage on the 
69-kV bus. 
Make full use of the transformer taps before you decide to purchase capacitors. 

3, Generation: For cases where you re remove | lines or transformers, set the power 
generation at bus 2 and at bus 3 to 270 MW) For the generator outage cases, you 
should select the power schedules (suggest that the two remaining generators 
share the load approximately equally). Also for the generator outage cases, 


X Z “change the bus at which you drop a generator to a P, Q bus with zero load. (It 


is not sufficient to set P generated to zero; it would continue to regulate volt- 
age and output voltamperes reactive). For the cases at which you schedule each 
generator at its maximum, lower the generation at the other two buses (sug- 
gest that the two share the remaining generation approximately equally), 


4, For each case, make sure to change the title so it describes the case. 


5. You should check the cases foroverloads.and for satisfactory voltages (0.96 to ‘vv! 
1.04). If your system is not satisfactory, change it so that it will be satisfactory. 
“Keep i in mind that a change that solves one problem may create problems in - 


other cases. 


It is suggested that you try all the outage cases before you consider any change 
to your system. 


Phase Il. Contingency Analysis Report The report should be typed. Use of a 
word processor would be helpful since portions of the report will need to be up- 
dated in other phases of the design project. This report should include the following: 


a. An executive summary. Important information about the project that execu- 
tives would want to know without reading the complete report. At least in- 
clude the total number of lines at each voltage level, total line miles and cost at 
each voltage level, total number of transformers and cost, total number of new 
substations and cost, total number and size of capacitor banks and cost, and 
total project cost. Add a brief summary of changes from the Phase I system 
design. Make the executive summary a separate document from the main re- 
port (include project title and the names of all members in your group). 

. Title page and table of contents. 

. A map of the system with modifications showing the line routes and voltages. 

. Continue to include impedance and cost data tables. 


. A one-line diagram of the system showing the bus, line, transformer, and load 
connections. The diagram should also show the location of capacitors. 


a a 


H | 


374 Power Flow Analysis Chap. 10 


f. The power flow output of all contingency cases and of the system with no out- 
ages. All cases should contain all system changes, although you may choose to 
switch capacitors on and off from case to case. 

g. Document all changes you made in your Phase I design. 

h. Number and title all figures. 

i. Number and title all tables. 

j. The current cost estimate including all system changes. 

k. List of references. 


te 
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Automatic Generation Control 
and the New Market 
Environment 


11.0 INTRODUCTION 


In this chapter we deal with the topics of automatic generation control (AGC) and 
issues related to power system operation in the new market environment. AGCisa 
generic term used to designate the automatic regulation of the mechanical power 
input to the synchronous generators within a predefined control area. The generic 
functions of AGC include the following aspects: (1) load frequency control, and (2) 
economic dispatch. 

The power delivered by a generator is controlled by controlling the mechani- 
cal power output of a prime mover such as a steam turbine, or water turbine, or gas 
turbine, or diesel engine. In the case of a steam or water turbine, the mechanical 
power is controlled by opening or closing valves regulating steam or water flow, 

Since the load of a power system is always changing, at least one generator in 
a power system must respond to the changing load in order to maintain the power bal- 
ance. This is commonly referred to as the unit on regulation. If the load increases, 
the generated power must increase. Thus, steam and/or water valves must open wider. 
If the load decreases, generation must also decrease, and this requires valve open- 
ings to be smaller. The way we sense the power imbalance is through its effect on gen- 
erator speeds and/or frequency. Thus, if there is excess generation, the generator sets 
will tend to speed up and the frequency will rise. If there is a deficiency of genera- 
tion, the generator speeds and frequency will drop. These deviations from nominal 
speed and/or frequency are used as control signals to cause appropriate valve action 
automatically. The control function in this case is provided by the governor mecha- 
nism. This is referred to as primary control. 

In addition to maintaining the power balance, we note that the maintenance 
of system frequency, close to the nominal value, is also important. The speed 
and output of fans and pumps depend on frequency. The speed and accuracy of 
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(synchronous) electric clocks depend on frequency. In addition, there is danger that 
steam turbine blades may resonate at frequencies off of synchronism. Sustained op- 
eration of these frequencies could lead to metal fatigue and failure of the unit. Since 
the 1960s the North American Electric Reliability Council (NERC) has established 
guidelines for control area performance during normal and disturbed conditions. 
These guidelines are primarily known as the minimum performance criteria, The cri- 
teria define acceptable control performance as established by the operating perfor- 
mance subcommittee. The criteria do not define acceptable or “good” control 
performance from an analytical viewpoint. These criteria are defined in terms of the 
area control error (ACE). The ACE measures the balance of generation and de- 
mand for electricity, and the contract adherence between control areas. The control 
strategy based on the minimum performance criteria that has been established in the 
North American interconnection is the tie-line bias control. This is referred to as 
secondary control and requires each control area to meet its own demand and, as a 
result, maintain the nominal frequency in the system. 

We also consider the important problem of economic operation of power sys- 
tems: how to operate a power system to supply all the (complex) loads at minimum 
cost, Here we assume that we have some flexibility in adjusting the power delivered 
by each generator. Of course, if we have a peak demand for power that is so large 
that all the available generation capacity must be used, there are no options. But usu- 
ally the total load is less than the available generator capacity, and there are many pos- 
sible generation assignments. 

In this case it is important to consider the cost of generating the power and to 
pick the Po; to minimize these production cost while satisfying the loads and the loss- 
es in the transmission links. When hydrogeneration is not considered, it is reasonable 
to choose the Po; on an instantaneous basis (i.e., always to minimize the present pro- 


duction cost rate). With hydro, however, in dry periods, the replenishment of the _ 


water supply may be a problem. The water used today may not be available in the’ 
future, when its use might be more advantageous. Even without the element of pre- 
diction involved, the problem of minimizing production cost over time becomes much 
more complicated, and we will not consider this problem. We will consider the sim- 
pler problem of minimization of instantaneous production costs; this is called the 
economic dispatch problem. 

It should be mentioned that economy of operation is not the only possible con- 
sideration. If the optimal economic dispatch requires all the power to be imported 
from a neighboring utility through a single transmission link, considerations of sys- 
tem security might preclude that solution. When water used for hydrogeneration is 
also used for irrigation, nonoptimal releases of water may be required. Under adverse 
atmospheric conditions it may be necessary to limit generation at certain fossil-fuel 
plants to reduce emissions. . 

In general, cost, security, and emissions are all areas of concern in power plant 
operation, and in practice the system is operated to effect a compromise between the 
frequently conflicting requirements. We will, however, limit ourselves to economic 
considerations. 
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It is important to emphasize that the problem we will be considering is the prob- 
lem of minimizing production costs in real time under the assumption that the gen- 
erators available to us have been specified (i.e., we know which generators are online 
or committed at a given instant). Our optimization then concerns this particular set 
of generators. 

We will not consider, in detail, the interesting related problem of scheduling 
the startup and shutdown of generators to meet the anticipated variations in demand 
for power over a 24-hour period. We note that the small variations in power demand 
are taken care of by adjusting the generators already online. The larger variations 
are accommodated, basically, by starting up generating units when the loads are on 
the upswing and shutting them down when the loads decrease. The problem is com- 
plicated by the long lead time required (6 to 8 hours) for preparing a “cold” thermal 
unit for service, the startup and shutdown costs, and the requirement that enough 
spare generating capacity (also called “spinning reserve”) be available online in the 
event of a random generator failure. 

We will also present an overview of the trends in the competitive market struc- 
ture, present some of the ideas currently being implemented with regard to the mar- 
ket mechanisms being set up to trade electricity as a commodity, and introduce some 
of the issues relating to AGC and economic dispatch in the new market environment. 
An introduction to the operation of the power system based on the calculation of 
available transmission capability will also be provided. 


11.1 POWER CONTROL SYSTEM MODELING 


We consider next a device called a speed governor, which senses a speed deviation, 
or a power change command, and converts it into appropriate valve action. We will 
model its dynamics, and later join it with turbine and generator dynamics to describe 
the system that controls power output and frequency. 

We will describe the basic operation of the classic Watt centrifugal governor, 
Since the governor itself does not generate enough force to operate the steam 
or water valves, we also consider the operation of a single-stage hydraulic servo- 
motor interposed between the governor and the valve. A schematic is shown in 
Figure 11.1. 

We are looking at a vertical section. The horizontal rotating shaft on the lower 
left may be viewed as an extension of the turbine-generator shaft and has a fixed 
axis. The vertical shaft above the fly weight mechanism also rotates between fixed 
bearings. Although its axis is fixed, it can move up and down, transferring its verti- 
cal motion to the pivot point labeled B. Similarly, the motor-driven screw is free to 
rotate on a vertical axis and transfers its vertical motion to the pivot point A. The 
pivot points A, B, and C are joined by a rigid bar or linkage. Similarly, C, D, and E 
are joined by a rigid bar. We assume that the various points of connection between 


linkages and vertical attaching members are slotted or otherwise arranged so that 
free vertical motion of the pivot points is possible. 
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Figure 11.1 Servo-assisted speed governor. < 3 


The operation is as follows. If the generator speed increases above synchronous 
speed, the fly weights will be flung farther apart (by centrifugal foke), lowering point 
B. Assume that point A is fixed so that point C goes down. Initially, point Eis fixed, 
so point D goes down. This uncovers the lower and upper ports of the “pilot” valve, 
admitting oil under high pressure under the main piston and at the same time pro- 
viding for release of the oil above the piston. Thus, the piston moves up, tending to 
close the steam valve. This action, by reducing the mechanical power, will tend to slow 
down the generator. However, mainly because of the high moment of inertia of the 
turbine-generator set, this process takes a fair amount of time, and there is the dan- 
ger of overreacting (i.e., of closing the steam valve too far). This then could cause the 
speed in time to drop far below synchronous speed. A continuation of the corrective 
process could therefore lead to ever larger swings in speed (i.e, to instability). To pre- 
vent this, as point E moves up, it raises point D, tending to close the pivot valve ports. 
This anticipates the correct, but delayed, action to come. 

We can similarly discuss the action of the command input Pe. This input per- 
mits the operator to move the steam valve by using the servomotor. For example, to 
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shift generation from one unit to another, the operator lowers point A on one unit (by 
rotating the speeder motor in one direction) and raises it on the other. When point 
A goes down, point C goes up, since initially w does not change and hence point B re- 
mains fixed. Then point D goes up, allowing oil to enter the top of the cylinder and 
escape from the bottom. Thus, the steam valve opens wider and the generator out- 


` put goes up. By rotating the speeder motor of the other unit in the opposite direc- 


tion, point A of that unit goes up and the generator output goes down. 

We note that in the steady state, with w constant, and all the pivot points sta- 
tionary, the pilot valve ports must be covered (i.e., as shown in Figure 11.1). If this 
were not the case, the main piston would be in motion. We note that with the pilot 
valve ports closed, the steam valve is locked in position and able to withstand the 
considerable forces developed by the high-pressure steam. 

We next wish to develop a linearized model of the speed governor operating 
near a specified operating point. Suppose that at this specified operating point all the 
linkages are in the positions shown in Figure 11.1. We next consider the relation- 
ships between the increments A Pe, Aw, Ax4, ... ,Axg; these increments are shown 
in the figure. Since points A, B, and C are on the same straight line, the position of 
point C is determined by points A and B. Thus for small deviations there are posi- 
tive constants (depending on the operating point) such that the linearized relation- 
ships are 


AXxc = kpAxp ra kaðxa 


(11.1) 
= k,Aw a kK, AP. 


The geometric factor kg is absorbed into k; together with the sensitivity of the fly 
weight mechanism (i.e., dxp/dw). The geometric factor k, is absorbed in the con- 
stant k, together with the scale factor ax,/P-. 

Since points C, D, and E lie on the same straight line, the position of point D 
depends on that of points C and £. Linearizing the geometry, we get a relationship 
in the form 


AXxp = k, Axe + ky Axe (11.2) 


where k, and k, are positive. 

Next, we turn to the servomotor dynamics (i.e., to the relation between input Arp 
and output Ax,). It is simplest to assume that the linkage between D and E has been 
disconnected, say, at point D. Suppose that we depress D a small amount. Then with 
the ports (partially) opened, oil flows at a certain rate and the main piston rises at a 
certain rate. For simplicity assume that the oil flow rates through the ports of the 
pilot valve are proportional to Axp. Then Ax, depends on Ax, as follows: 


d Axg 
dt 


= ~k; AXxp (11.3) 


where the (positive) constant k; depends on the oil pressure and the geometry of the 
servomotor. 
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Figure 11.2 Speed governor block diagram. 


Assume that the transient starts att = 0 with the system at the operating point. 
In that case Ax,(0") = 0. Taking Laplace transforms, we get 


Axe See Axp (11.4) 


where we are using the circumflex to indicate the Laplace transform of the incre- 
ments. Equations (11.1), (11.2), and (11.4) may now be combined. The reader may 
check that we get the block diagram shown in Figure 11.2. 

We can simplify the description. Using the relationships specified by the block 
diagram, we obtain 


: -k à ‘ x 
Axe = k; E (-k,AP; + k,Aa) ; 4 
= PEE (ab z #3] (11.5) 
s : Ah5 is ‘a 
— G T ‘etl demu s 
BETY (aĝ. R 9 


where Kg = koks/ka, To = 1/kaks, and R = ky/kı. The transfer function in (11.5) is 
in time-constant form with Kg the gain; Tg the time constant, typically around 0.1 sec; 
and R the regulation constant or setting. The reason for the terminology regulation 
constant will be seen later in the application. 


Example 11.1 
In (11.5) assume that at t = 0 an increment AP; = 1.0 is applied. Assume that the 


(servo-assisted) speed governor is on test, operating open loop, so that as an indepen- 
dent input, we may assume that Aw = 0. Find the increment in steam valve opening 
Ax,(f) and sketch the response. 


Sec. 11.1 Power Control System Modeling 381 


Solution Using the Laplace transform, we have 


vee Be, Balle 
es = 
s(1 + Tos)  s(s + 1/To) 


Using the partial fraction expansion, we get, by evaluating the residues, 
n K 
Ai, = SEN _ Ke 
Ss st]/Te 
Taking the inverse Laplace transform, 
Axli) = Kall -e t20 


This is sketched as shown in Figure E11.1. The curve has the familiar features of a sin- 
gle time-constant response with time constant Tg. 

We have found the response for a unit step change in Pc. The response scales 
for other step changes, provided that the changes remain small enough to justify the 
use of the linear model. 


0 Te Tg 31 4g STe t 


Figure E11.1 


We next propose a highly simplified model for the turbine that relates changes 
in mechanical power output to changes in the steam valve position. We will not at- 
tempt a detailed physical description but rather attempt to justify the model based 
on intuition. Imagine that we conduct an experiment. Suppose that there is a small 
step function increase in x; (i.e., Axg is a small positive step function). In the steady 
state A Py will also be (a positive) constant but the change does not occur instanta- 
neously, It takes time before the increased flow of steam penetrates into all the blades 
of the turbine. The detailed behavior is complicated, but if the turbine is of the non- 
reheating (or nonextracting) type, A P,, increases approximately like the step response 
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Figure 11.3 Turbine-generator 


Speed Turbine 
governor block diagram. 


of a single time-constant circuit. Thus we may approximate the transfer function 
using experimental data. In particular, we can plot the step response and read off the 
gain and time constants for the turbine. In Figure 11.3 we show such a turbine mode] 
in cascade with the speed governor model of (11.5). The time constant Ty is in the 
range 0.2 to 2.0 sec. 

Suppose that the command increment is A Po. Then in the steady state we get 
APy = KgKr APc. It makes sense to pick the scale factor ax,/dP, so that 
APy = APc. This is equivalent to picking K,K; = 1. Then (suppressing Axg) we 
get the simpler description shown in Figure 11.4. 

This completes the derivation of an incremental or small-signal model for the 
turbine and (servo-assisted) governor. Frequently, the model is adapted for large- 
signal use by adding a saturation-type nonlinear element, which introduces the ob- 
vious fact that the steam valve must operate between certain limits. The valve can- 
not be more open than fully open, nor more closed than fully closed. Other than 
this, the linearization derived in this section may be used as an approximation to re- 
late the (large-signal) dependence of Py on Pe; we still make the reasonable as- 
sumption that Aw is small. 


The model in Figure 11.4 may also be modified to account for réheat cycles i 


the turbine and more accurate representation of fluid dynamics in, the steam inlet 
Pipes or, in the case of hydraulic turbines, in the penstock. For ougpurposes, however, 
the simple model in Figure 11.4 will suffice. 

We conclude this section by sketching some static speed-power curves for the 
turbine-governor. These curves relate Py and œ with Pe as a parameter. The curves 


Figure 11.4 Turbine-governor 
black diagram. 
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Figure 11.5 Static speed- 
Py) P® Pu power curves. 


also relate the quantities if they are slowly varying. From the block diagram, Fig- 
ure 11.4, we get the static, algebraic relation 


Py = APo- io (11.6) 
from which the local shape of the speed-power curves may be inferred. Assuming 
that the local behavior can be extrapolated to a larger domain, we sketch two static 
speed- power curves in Figure 11.5. a appoi that we adjust Py by using the speeder 
motor in Figure 11.1 until Py = Fe , the desired tie power, at synchronous 
speed wp. Thereafter, with fixed pË (i.e., AP. = 0), (11.6) predicts the straight-line 
relapouship shown, with —K as slope. Suppose now that we wish to get more power, 
pe) , at synchronous speed. We must then make the adjustment with the speeder 
motor. This then puts us on the speed-power curve to the right. 

We note that the term regulation as applied in the present context refers to the 
variation of w with Py. The less the “droop,” the better the regulation. The choice 
of the symbol R, for regulation, may then be understood. 

We note that the units of R depend on those chosen for Py and w. We often will 
use Py in per unit and w in radians per second. Then the units of R are radians per 
second/p.u. power. Frequently, the units of R are stated in Hz/MW, or, as in the next 
example, they may be stated in per unit. 


me ee 
Example 11.2 
A standard figure for R is 0.05 p.u. (or 5%). This relates fractional changes in w to frac- 
tional (i.e., per unit) changes in Py. Thus we have Aw/w = —0.05 A Py, where A Py 
is in per unit. 


(a) Suppose that the frequency changes from 60 Hz to 59 Hz. Find the increase in Py. 


(b) What change in frequency would cause Py to change from 0 to 1 (i.e., no load 
to full load)? 
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Solution (a) We have Aw/w = Af/f} = -1/60 = -0.05 APy. Thus AP, = 0.333 
p.u. For example, if the turbine-generator unit is a 100-MW unit, the power output 
would be increased by 33.3 MW. 


(b) A 5% drop in frequency, from 60 Hz to 57 Hz, changes the output from 0 to 1. 


Turbine 


Generator 


Tachometer 


Note: If all the turbines on our system have the same R in p.u., based on their own . É P = 
ratings, they operate nicely in parallel in the sense that as the frequency drops, each gen- Servo-assisted 5 
erating unit picks up a share of the total power increase proportional to its own rating. ens 7 e aoe 
and infinite bus 
11.2 APPLICATION TO SINGLE MACHINE-INFINITE Voltage 
BUS SYSTEM Viat jaa = 


Asa first application of the model, we can add the power or frequency control sys- 
tem to “close the loop” in Figure 8.6. In that figure we showed A Py as an indepen- 
dent input, but in fact, with a speed governor, A Py depends on Aw and AP... Since 
w is the angular velocity of the turbine-generator shaft, we have 


Figure 11.7 Physical arrangement of control elements (schematic). 


Figure 11.6 clearly shows the mathematical relationships between incremental 
system variables and inputs. It is important also to keep in mind the physical arrange- 
si w =b = w += o= Ab (11.7) ; ment of the control elements. This is shown schematically in Figure 11.7. 


PE Adis available as an output in Figure 8.6 and we can now add the turbine-generator A EE T ETE E N 


p loop. At the same time we incl agin aos eed note that, in turn, Pe and Veç are supplied from a higher level of control. For exam- 
3 a T Ime we include a PSS loop as in Figure 8.10. This is done in Fig ple, Pe is calculated to minimize fuel costs. 


E Finally, it should be mentioned that in addition to the power and voltage con- 
trol system, there is a boiler control system that we have neglected. Clearly, as the 
generator load increases, it is necessary, promptly, to increase the rate of steam gen- 
eration. For short-duration transients, however, the assumption of constant steam 
pressure (and temperature) is a good one, and we can neglect the modeling and dy- 
namics of the boiler and its control system. 


11.3 SIMPLIFIED ANALYSIS OF POWER CONTROL SYSTEM 


Even with simplified modeling of the turbine, governor, and voltage control system, 
Figure 11.6 is fairly complicatėd. And we remind the reader that this is only the sin- 
gle machine-infinite bus case. The multimachine case that we usually need to con- 
sider would be even more complicated. Although the complications are not 
necessarily serious if we intend to rely on computer simulation, they are a definite dis- 
advantage if we want to understand system behavior in general terms. 

Fortunately, the system lends itself to simplifications. There are two inputs, 
AV. and A Po. We can take AIV,| and/or A6 to be the outputs. Suppose that we are 
interested in the step response to AV, acting alone (ie., with AP. = 0). It is ob- 
served that the transient is usually of such a short duration that Py does not change 
appreciably during the interesting part of the transient; the power control loop is too 
slow to affect the transient significantly, In that case, as an approximation, we can set 


Exciter 


Flux decay 


Rotor angle 
transfer function 


transfer function 


a 11.6 Block diagram of generator with voltage and power control 
oops. 
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1 


Figure 14.8 Simplified power control system. 


AP; 


APy = 0 and ignore the power control loop. We then have the situation considered 
in Section 8.5 leading to models such as in Figure 8.10 with APy = 0. 

On the other hand, suppose that we are interested in the step response to A Pr 
acting alone, with AVe = 0. Once again there is the possibility of a modeling sim- 
plification. We can leave out the various loops associated with the voltage control sys- 
tem. Thus in Figure 11.6 we are left with a single loop through the rotor angle transfer 
function and the power control system. In this simplified model the effect of the 
voltage control system may be accounted for by modifying the damping constant D 
and the stiffness constant T in the rotor angle transfer function. The justification of 
the simplified model is quite involved and will not be undertaken here. With this 
simplification, redrawing Figure 11.6, we get Figure 11.8. 

Note that we are led to two very different models starting from the same Fig- 
ure 11.6. If we are interested in the response to AV, we neglect the power control 
loop. If we are interested in the response to A Pc, we suppress the detailed dynam- 
ics of the voltage control loop. 

The development outlined here, for the single machine-infinite bus case, ex- 


tends also to more general interconnections. Henceforth, we will assume that in; 
modeling the power control system for each generator, the voltage control system 


need not be considered in detail. With reference to the simplified dynamic model in 
Section 7.11, we assume that the electrical equation (7.75) is droped while the me- 
chanical equation (7.79) suffices. We will not attempt to justify these modifications. 
We note that, in general, the rigorous justification of this process of reduced order 
modeling (i.e., the elimination of some of the system differential equations) is stud- 
ied by methods such as the method of singular perturbations. 

Returning now to Figure 11.8, we note that it is easy to investigate the stabili- 
ty of the power control loop, and we do so in the following example. 


Example 11.3 


We wish to estimate the effect of the regulation setting R on dynamic behavior. As- 


sume the following parameters in Figure 11.8: Tg = 0.1, T; = 0.5, M = H/af? = 
5/607 = 0.0265, T = 2.0, and D = 0.1. 


Sr 
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3 
Solution We will use the root-locus method. Starting with the time-constant form and 
changing into pole-zero form, we get l 


KG()H(s) = 2 d 
-R (1+ Os \(L + 5)(0.0265s? + Ols + 2.0) 
377 s 


R (s + 10)(s + 1)(s? + 3.775 + 75.5) 
377 s 


R (s+ 10)(s + 1)(s + 1.88 + j8.48)(s + 1.88 — j8.48) 


The root-locus diagram is shown in Figure E11.3, For a gain K = 377/R = 1001, two 
root-locus branches cross the jw axis; the two other corresponding root-locus locations 
shown by a square are also indicated. For K < 1001 the system is stable, In terms of 
R, the stability condition is R > 0.377. 

The units of R are in radians per second/p.u. power. If we consider the open- 
loop turbine-generator, like that shown in Figure 11.4, this means that a drop of only 


Figure E11.3 
| 
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0.377 rad/sec, or only 0.06 Hz, drives the generating unit from no load to full load. 
This much sensitivity is highly destabilizing! The more common figure of R = 0.05 p.u. 


translates to a value of 0.05 œp = 18.85 rad/sec/p.u. power, a figure large enough to be 
well within the stability boundary. Thus for the system under consideration with a 
reasonable value of R, stability does not appear to be a problem. 


Exercise 1. Assume that the system in Figure 11.8 (ie., generator connected to 
an infinite bus) is stable. Suppose that we change Pc. Show that in the steady state 
the frequency does not change at all. 


11.4 POWER CONTROL, MULTIGENERATOR CASE 


We wish to apply the power control model derived in Section 11.1 to the case of a 
number of generating units connected by a transmission system, with local loads at 
each generator bus. For example, we can consider the three-bus system in Figure 
11.9. We are interested in active power flows and assume that we can use the active 
power model discussed in Section 10.8 with all voltages set equal to their nominal 
values, Not shown, but to be considered later, are the turbine-governor systems sim- 
ilar to Figure 11.4, which can be used to control the power supplied by each gener- 
ating unit. The objective of the analysis is to obtain an incremental model relating 
power commands, electrical and mechanical power outputs, and power angles for the 
different generators. We note that the analysis may be easily extended to include 
pure load buses in the model; however, we will be assuming that every b bus i is a gen- 
erator bus. = 
At each bus 


Poi = Poi + P, | (11.8) 


Figure 11.9 Power flow for 
three generators. 
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where P, is the bus power (i.e. the total active power from the a bus into the trans- 
mission system). Assume an operating point 


PGi = Ph; + PP (11.9) 


and then with Pa; = Pg + APg:, Poi = Phi + APp;, and P = P? + AP, we get the 
relationship between increments: 


AP; = AP + AB (11.10) 
For each generator we use the linearized version of (7.79). Thus, we consider 
M; Ab; + DA; + ABa = APyi (11.11) 


where 6; is the angle of the internal voltage of the ith generator. We will number the 
generators so that the ith generator is connected to the ith bus. 

We next consider the behavior of Pp;. In general, Pp; depends on both the volt- 
age magnitude and frequency. In our active power model we assume that the volt- 
age magnitudes are fixed at their nominal values, and we therefore need not consider 
the voltage magnitude dependence. Concerning the frequency dependence, we as- 
sume that Pp; increases with frequency. This assumption is in accord with observed 
behavior. We would also like to be able to introduce changes in load as external (dis- 
turbance) inputs. Thus, we can imagine the sudden increase in load due to the switch- 
ing of an electrical device that “draws” a specified power. In accordance with this 
description, for small changes in frequency, we assume that 

aP, pila") 

Poy = Phy + — Aw, + AP, (11.12) 
where the first two terms describe the linearization of the frequency dependence of 
the load and AP;; is the change of load input, by switching, referred to previously. 
Note that the operating-point frequency is w, which is expected to be close to but not 
necessarily equal to the nominal system frequency wy = 2760. In defining the fre- 
quency at each bus, we note that the instantaneous (phase a) voltage is 


u(t) = VZ IVi cos [wt + 6 + Aa(t)] (11.13) 
Thus, by taking the time derivative of the argument of the cosine function, we get 
a, = w + Ad, (11.14) 
and thus 
| Aw; = w; — o = AG, (11.15) 


Defining Dy; = 4Pp; (w")/dw,, and using (11.15), we can replace (11.12) with 


APp; = Dy; Ab, + AP, (11.16) 
Next we use (11.16) and (11.10) in (11.11). We get 


M; Ad; + DA; + D,Ad; + AP, + AP = AP (11.17) 
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We next calculate AP, in (11.17). Assume that the line admittance parameters 
are purely imaginary, and using (10.5) we get (in the general n-bus case) 


P= DVIVBy sin (8; ~ 9) (11.18) 
k=l x 


where 8; = /V;. In our model the IV; are constant. In this case the IVIIV,1B;, are 
constants. 

Next we linearize (11.18) around the operating point. Thus we replace P; by 
P? + AP.and 6; by 6° + AG; For variety, instead of using Taylor series, we can pro- 
ceed as follows, using trigonometric identities. 


P= P} + AP = Ș VIV iBy sin (6? + 46; - 6 ~ A0) 
k= 


= SIVAIV;LB[sin (0? — 6f) cos (A0; - A0) (11.19) 
k=l 
+ cos (6° — 62) sin (A9; - A0;)] 
This result is exact. As we let the increments go to zero, we get 
AP, = X, [IVIIV;IBy cos (0° — 0%) (A8; - A0) (11.20) 
k=] 
which is the same as the linearization result found by using Taylor series. Defin- 
ing Ty = IVl IVB; cos (6? — 64), we get 
AP = Y T(A6; — A0) (11.21) 
kl 


The constants T, are called stiffness or synchronizing power coefficients. The larg- 


er the Ty the greater the exchange of power for a given change in bys phase angle; 


We are now in a position to substitute (11.21) into (11.17). 

First, however, we will make a further approximation. We assume coherency be- 
tween the internal and terminal voltage phase angles of each géferator so that these 
angles tend to “swing together.” Stated differently, we assume that the increments Aô; 
and A8; are equal. The assumption that Ad, = Ad, significantly simplifies the analy- 
sis and gives results that are qualitatively correct. 

Making the assumption, and substituting (11.21} into (11.17), we get fori = 1, 
Danah 


M; Að; + DAb, + AP = APy; - AP,; (11.22) 


where D; = D, + Du and AP, = Èz- Ty(A8, — A6,). From the way D;; adds to 
D;, we expect the (positive) load dependence on frequency to contribute to sys- 
tem damping. 

The preceding relations are shown in block diagram form in Figure 11.10. The 


reader is invited to check that with Kp,  1/D, and Tp; © M,/D,, Figure 11.10 repre-- 


sents (11.22) in block diagram form. In Figure 11.10 we have Aw; as an output and 
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AP i; Að; = Aw; 


Figure 11.10 Generator block 
diagram, 


A Py; as an input and can close the power control loop by introducing the turbine- 
governor block diagram shown in Figure 11.4. Thus for generating unit 1, for exam- 
ple, we get Figure 11.11. All the other generating units,i = 2,3, . . . ,n, have simi- 
lar block diagrams. In the figure, in accordance with our coherency assumption, we 
have replaced the dependence of AP, on the A9, by a dependence on the Aé,,. 


11.5 SPECIAL CASE: TWO GENERATING UNITS 


In this case we have two synchronizing coefficients to consider, T,, and Ty). 
Tz = IViIVAIBy, cos (6? — 64) 
Ty, = |VjIIV,1By, cos (63 - 6°) 


Since Ty, = T, the block diagram for the two units may be combined and simpli- 
fied as shown in Figure 11.12, 


Figure 11.11 Power control of generating unit 1. 
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Figure 11.12 Power control of two generating units. 


We can describe the operation of the system in qualitative terms as follows. 
Starting in the steady state (Aw, = Aw, = 0), suppose that additional load is 
switched onto bus 2 (i.e., AP, is positive). Initially, the mechanical power input to 
generator 2 does not change; the power imbalance is supplied from the rotating ki- 
netic energy. Thus w, begins to drop (i.e., Aw, goes negatiyg). As a consequence, Aô, 
decreases and the phase angle ô; — ô, across the connecting transmission line in- 
creases. Thus the transferred power P,, increases. The sending-end power P, and 
the receiving-end power — P, both increase. Unit 1 sees an increased power de- 
mand and w; begins to drop. Each governor senses a frequency (speed) drop and 
acts to increase the mechanical power output from its turbine. In the steady state 
there is a new (lower) system frequency and an increased P. The frequency may 
then be restored and P}; adjusted, if desired, by operator action (ie., by adjustment 
of Pa and Px). 

We next consider an example in which we calculate the steady-state change in 
frequency by automatic (governor) control and see the benefit of the interconnec- 


tion in quantitative terms, We will consider the more general case when both P, , and 
P change. 


| 
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Example 11.4 


Consider two turbine-generator units connected by a tie line (i.e., a transmission line) 
operating in the steady state (with w = 2760). Suppose that AP,, = a,u(t) and 
AP; = a,u(t), where u(t) is the unit step function. Calculate and compare the steady- 
state change in frequency (speed) in two cases: 


(a) Ty = 0 (tie line open) 
(b) T > 0 (tie line in operation) 


Solution From Figure 11.12, using the block diagram relations, we get the follow- 
ing equations: 


A Gpi(s) | a Ta, a a 
= -— = A A 
Me TE GGeGyRL «a Ae 
A Gps) | a Ty. A 
Aw, = Ao, - A 
AST Grs)Gms)/Ral $ s (an ~ Ae, 


Defining the closed-loop transfer functions, 


Gps) 
1 + Goi(s)Gui(s)/R; 


i 


H(s) i=1,2 


and introducing them into the equations, we get 


n _ Ais) io oa 
A = = [=a ~ T{Aay ~ dé] 


. As x a 
Aw, = a [-a, + Typ(Aw, ~ Aw,)] 


(a) Ti, = 0. Using the final value theorem of the Laplace transform [i.e., 
lim f(t) = lim sF(s) 
where F(s} is the Laplace transform of f(f)], we get Aw, = —H,(O\a, and 
Aws = —H,(0)a,, Evaluating H,(0) and H,(0), we get 


-Kpa A 4 
eee - EE 123 
os=TEK AR Dek Dati /R B pia) 


where 6, È D; + D,, + 4/R,. Similarly, 


a 
Aw, = —= (11.24) 
= p 
where B, ê D, + Dy + 1/R,. Equations (11.23) and (11.24) imply (static) frequen- 
cy “droop” characteristics as shown in Figure E11.4 in the case of (11.23). 
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N 
N 
N 


w > = -1/b 
w=- 
| 


N 


Phy Pa Figure E11.4 


(b) Tiz > 0. We need to solve for A@, and AG, before using the final value the- 
orem. In matrix form, 


Ai; A, ‘ H, 
+— ~—T, || A -—a 
1 F Ty 7 2 0 7 eal 
H. H, .{ | A 
-p Te 1+ Tajo -1a 


Solving for A®, using Cramer’s rule, we get 
_ 1 Hafs + Ast) + hah To 
Ts st(Hy+ Hy 


Ady 
Then, using the final value theorem, we get 
(a, + )H,(0)H,(0) a + _ ate 
hor, =} E e a ae (11.25) 
H,(0) + H,(0) 1/H,(0) + 1/H,{0) fith 


where the £; are the frequency droop characteristics for the individual units. Based on 
physical reasoning or direct calculation, 


Te 


Aws T Ao,, 


77 
7} 


Exercise 2. Do you think the formula (11.25) generalizes to napachines? 


The advantages of the interconnection may be seen by comparing (11.25) to 
(11.23) and (11.24). If we connect to a system with a large B, we benefit. The bene- 
fit is mutual if there is diversity in the load. For example, ifa, > Oanda, < 0, there 
is a smaller change in frequency than for isolated units. Of course, there are other 
advantages to the connection as well. There is also more flexibility in operating an 
interconnected system in terms of having enough available generating capacity to 
accommodate scheduled and/or emergency shutdowns with minimum loss of load. 


Exercise 3. Suppose that in Figure 11.12, generating unit 2 has a very, very large 
moment of inertia. Approximate it by an infinite bus (i.e., AS, = 0) and show that 
the block diagram for generating unit 1 reduces to the same form as the block dia- 


gram as Figure 11.8. 
ah i a 
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11.6 DIVISION OF POWER SYSTEM INTO CONTROL AREAS 


For an interconnected system with a large number of generating units, in the order 
of, say, 1000, modeling the power control system of each individual generator 
as suggested by Figure 11.11 is far too complex to be useful. Simpler models 
of lower dimension give more understandable results. Fortunately, in many cases, 
we can identify groups of generators that are closely coupled internally but relatively 
weakly coupled between groups. We can use aggregation techniques to obtain 
a simplified approximate model. The accuracy of the model and its usefulness 
are enhanced when the boundaries of the coherent groups of generators coincide 
with those of an operating company or utility. In this case, under a single operat- 
ing jurisdiction, the generators are frequently controlled as a single unit and 
in such cases the groups are called control areas. The model using control areas 
is very useful in describing the exchange of power between neighboring power 
companies. 

The result of the process of aggregation is a system model with block diagram 
just like Figure 11.11, or Figure 11.12 in the case of a two-area system, with the blocks 
representing control areas instead of individual machines. For example, in Figure 
11.12, A Pe; is to be interpreted as the increase in command power from the area en- 
ergy control (dispatch) center. AP,, is the increase in power transferred from area 1 
to area 2 (through all the connecting tie lines), in response to an increase in the cen- 
ter of angle difference Ad, - Ad). We can think of T,, as determined either analyt- 
ically or experimentally. 

We can also determine other elements in the model experimentally. For 
example, in the case of a two-area system, suppose that area 1 is supplying a small 
(positive) power P,, to area 2 through a tie line (or tie lines), Suppose that these 
connections are removed. The ensuing transient will be followed by a new steady 
state, assuming each “island” is stable. Since AP, = — Pp, in accordance with the 
results of Example 11.4, Aws = P,,/B, and Aws = ~P,,/B,. Thus, by measuring 
the change in frequency, we find the area frequency characteristics £; and B,. With 
these and other measurements and calculations, we may specify all the elements in 
Figure 11.12. 

Suppose that we have developed the control area model. Let us now consider 
some applications related to so-called pool operation. A power pool is an intercon- 
nection of the power systems of individual utilities. Each company operates inde- 
pendently within its own jurisdiction, but there are contractual agreements regarding 
intercompany exchanges of power through the tie lines and other agreements deal- 
ing with operating procedures to maintain system frequency. There are also agree- 
ments relating to operating procedures to be followed in the event of major faults or 
emergencies that we will not consider. 

The basic principle of pool operation is that in the normal steady state, 


1, Scheduled interchanges of tie-line power are maintained. 
2. Each area absorbs its own load changes. 
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We note that these objectives cannot be satisfied during transients; nor, to obtain the 
benefits of pool operation, would this be desirable. Consider, for example, the case 
of a sudden step increase in P,,,in Figure 11.12. If the tie-line power is not allowed 
to change, then with respect to incremental changes the two systems are effectively 
isolated. From the results in Example 11.4, Aw, = —APj)/B, and Aw, = 0. If we 
allow the tie-line power to change naturally, we get the better result, Aw, = Aw = 
Aw = —AP,/(B; + B). The tie-line power will also have increased. These changes 
take place automatically in only a few seconds. We may then think of restoring the 
system frequency and the scheduled tie-line power by adjustment of Po, and Poy; in 
doing so, we are guided by the basic principle of pool operation. 

In practice the adjustment of Pa and Pois done automatically by the tie-line bias 
control or secondary control. The control loops drive the so-called area control er- 
rors (ACEs) to zero. As applied to the two-area system, the two ACEs are given by 


ACE, = AP, + Bido (11.26) 
ACE, = AP, + BAw (11.27) 


where AP,, and AP, are the departures from scheduled interchanges. Note that 
AP, = ~AP,. The constants B, and B, are called frequency bias settings and are 
positive. In order to obtain the correct adjustment of Pc, and Pez, we note that the 
frequency bias settings should be 


1 1 
B= i= (>, ü =) and B, =f, = (0. a; z) (11.28) 
R; R, 


if load damping is included. Otherwise, the frequency bias settings are given by 


1 1 il 
B= B= and B= B= pe oo uay 
l : x 


In our example, with AP,» positive, P,, tends to increase above its scheduled value. 
Thus AP, is positive while A P, is negative. With freques#ty dropping, Aw is nega- 
tive and thus ACE, is the sum of two negative quantities. ACE; , on the other hand, 
is the sum of a positive and negative quantity with some tendency for cancellation. 
Since, in accordance with the basic principle of pool operation, we want Pc, to in- 
crease while P~ should not change, use of area control errors as actuating signals to 
effect change in Pp, and Poy seems highly effective in this case. 

A representation of the implementation of tie-line bias control in the case of two 
areas is shown in Figure 11.13. It consists of Figure 11.12 augmented by additional 
loops showing the generation of the ACE, and their use in changing the area command 
powers. The K; are positive constants; the associated negative sign is needed since 
we want negative ACE; to increase Pa. The transfer function is that of an integra- 
tor. From a hardware point of view we can understand the presence of the integra- 
tor by considering (suitably adjusted versions of) the ACE voltages distributed to 
the (dc) speeder motors of the individual generator units that participate in supple- 
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Figure 11.13 Tie-line bias control added. 


mentary control within a given area. These motors turn at a rate of @ proportional 
to the ACE voltage and continue to turn until they are driven to zero. This hard- 
ware implies an integrator in the block diagram. 

From a control theory point of view the integrator has the merit that it drives 

the ACE; to zero in the steady state. Of course, we are implicitly assuming the sys- 
tem is stable, so the steady state is achievable. Thus, in the steady state 
ACE, = ACE, = 0, and also Aw.= 0. 
Applying (11.26) and (11.27) in this case, we find A P = AP, = 0. Thus, there 
is return to nominal frequency and the scheduled interchanges. Furthermore, since 
both areas are in energy balance (with scheduled interchanges), any load changes 
must have been absorbed within each area. Thus, the requirements for proper pool 
operation are met. 


The recommended NERC criteria for control performance require that 


1. Area control error must equal zero at least one time in all 10-minute periods. 


2. Average deviation of area control error from zero for all 10-minute periods 
must be within specified limits based on a percentage of system generation. 
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The performance criteria also apply to disturbance conditions and require that 


1, Area control error must be returned to zero within 10 minutes. 
2. Corrective action must be forthcoming within one minute of a disturbance. 


Example 11.5 


Consider the two-area system shown in Figure E11.5(a). Area A initially has a total 
load of 1000 MW, which is equal to its total generation. Area A has an effective reg- 
ulating characteristic of R, = 0.015 rad per sec/MW. Area B initially has a total load 
of 10,000 MW, which is equal to its total generation. Area B has an effective regulat- 
ing characteristic of 0.0015 rad per sec/MW. As a result, the scheduled tie-line flow be- 
tween the two areas is 0 MW. A sudden change in load of 10 MW occurs in area A. 
Determine the ACE in each area, the change in frequency, and the appropriate con- 
trol signals that will be provided to the supplementary control. 


P= Pf = 1000 MW PB, = PB, = 10,000 MW 
Ra = 0.015 rad per sec/MW Ry = 0.0015 rad per sec/MW 
AP} =10MW 


Figure E11,15(a) Two-area system. 


Solution: We first calculate the change in frequency due to the load change in area 
A. From (11.25) and (11.29), this is given by 


—AP4 -AP$ -10 aot 
Aw = = = ~0.0136tad er sec 
B+ Bs l on 1 p 


+ 
Ra Ra 0015 0.0015 


We note that due to the increase in load in area A, the frequency of the system has 
dropped as a result of the natural response of the system. This drop in frequency is ac- 
companied by an associated change in generation in each area, based on the natural 
regulating characteristic of the area given by (11.6), 


1 1 
AP$ = -— Aw = -—— x (-0.0136) = 0. 
gaa hes oo (—0.0136) = 0.9091 MW 
MPH SS ckg Rie i ~0.0136) = 9.091 MW 
Rs 0.0015 i l 


| 


EA 
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The change in tie-line flow is given by 


AP, = ~AP34 = APG — AP$ = 0.9091 - 10.00 = —9.091 MW 


This analysis shows that 9.091 MW of power is being supplied from area B to area A 
to meet the 10 MW load increase in area A. On the other hand, area A produces only 
0.9091 MW because of its natural response to meet this load change. 

Figure E11.5(b) depicts the changes in each area due to the natural response of 
the system. 


Area A Area B 


2x60 


Frequency (rad/sec) 
21x60 
1 
i 
1 
1 
at 
ti 
e 


Frequency (rad/sec) 


Power output (MW) Power output (MW) 


Figure E11.5(b) Natural regulation characteristic of each area. 


We observe from Figure E11.5(b) that the frequency drops and the genera- 
tion in each area increases to meet the increase in load in area A. The principles of 
pool operation call for each area to pick up its own change in load. We will now cal- 
culate the ACE signals in each area and check whether the principles of pool oper- 
ation are followed. 


1 1 
= z5 + ~0, 
ACE, AP +p Ae 9,091 oE x (-0.0136) 


= —9.091 ~ 0.909 = -10 MW 


ACE, = AP,4 + = Aw = 9.091 + ( x (-0.0136) 
B 


0. wai) * 
= 9.091 - 9.091 = 0 MW 


The values of the ACE signals clearly indicate that each area will correct its genera- 
tion appropriately, and area A will meet its increase in load by 10 MW. We also note 
that when the generation in area A increases by 10 MW, the frequency will increase by 
exactly the same amount it had dropped when the load in area A increased by 10 MW. 
As a result the tie-line flow will return to zero. There will be no change in generation 
in area B, and area A will pick up all the increase in the load. Figure 11.5(c) shows the 
situation in terms of the regulating characteristics. 

eee | 


ie 
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Figure E11.5{c) Regulating characteristics after supplementary 
control action. 


We can easily extend tie-line bias control to the n-area case. The definition of the area 
control error becomes 


n 
ACE; = X AP; + B Aw (11.30) 
j=l 
where we sum over all the deviations from scheduled interchanges from area i to ob- 
tain the net interchange error. The ACE, are then used to adjust the area command 
powers just as in the two-area case. We note that our model predicts that in steady state 
the system frequency returns to its nominal value and the interchange powers return 
to their scheduled values modulo possible circulating power exchanges not sensed by 
the control algorithm. The reader can gain appreciation for the problem by consider- 
ing a three-area system with arbitrary circulating component of power nét sensed by, 


nate this problem. i 


We will now introduce the problem of economic dis@atch. Usually, this is the 
responsibility of individual generating companies rather than the pool. When the 
area generation must be changed, the individual generations are assigned, taking eco- 
nomic operation into account. Economic considerations also enter when schedul- 
ing future tie-line transfers between areas. 


11.7 FORMULATION OF THE ECONOMIC 


DISPATCH PROBLEM 


The total cost of operation includes fuel, labor, and maintenance costs, but for sim- 
plicity we will assume that the only variable costs we need to consider are fuel costs. 
For the fuel costs we assume that we are given the fuel-cost curves for each generat- 
ing unit, specifying the cost of the fuel used per hour as a function of the generator 


(11.30), i = 1,2, 3. We will not consider the auxiliary control action ngeded to elimi- 
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/ 
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C; (Pg;) (dollars/hr) 


ri 


tA > ee 
Poi, three-phase power output (MW) Figure 11.14 Fuel-cost curve. 


power output. For simplicity we assume that each generating unit consists of a gen- 
erator, turbine, steam generating unit (boiler furnace), and associated auxiliary equip- 
ment. An approximation to a typical fuel-cost curve is shown in Figure 11.14. Note 
the use of the symbol P,; for 36 power output instead of PẸ, For most of the ma- 
terial (until Section 11.11) only 34 power is considered and the less burdensome no- 
tation is preferable. 

The shape of the fuel-cost curve (concave upward) may be understood in terms 
of the heat-rate curve, which is determined by field testing the generating units. The 
approximate shape of this curve is given in Figure 11.15. The curve gives H;(Pg;), the 
MBtu (Btu is British thermal units) of heat energy supplied by burning the fuel, per 
MWh of electric energy. At the minimum point the generating unit is most efficient. 
The curve reflects the typical drop in efficiency of most energy conversion machines 
at the low and high ends. At peak efficiency the heat rates of modern fossil-fuel 
plants are in the range 8.6 to 10 MBtu/MWh. If the conversion from chemical ener- 
gy in the fuel to electrical energy were 100% efficient, the heat rate would be ap- 
proximately 3.41 MBtu/MWh. Thus, we are obtaining typical maximum overall 
efficiencies in the range 34 to 39%. 

From the heat-rate curve we can determine the input energy rate as a function 
of output power. For example, suppose that in Figure 11.15, Po; = 100 MW. From 
the figure we see that H,(P,;), the corresponding heat rate, is 12. This means that 
there is 12 MBtu of heat energy required for each 1 MWh of electrical energy out- 
put. In an hour the electrical energy output would be 100 MWh while the heat en- 
ergy required would be 100 xX 12 MBtu = 1200 MBtu. Thus, a heat input energy 


) 


MBtu 
MWH 


H;(Pg;) = heat rate ( 


Figure 11.15 Heat-rate curve. 
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rate of 1200 MBtu/hr is required to sustain a power output of 100 MW; we get the fig- 
ure by multiplying P,; (36 power) by the corresponding heat rate H;(P,;). More 
generally, the heat input energy rate, F,{P,;), is found by the formula 


F(Pgi) = Poitl{ Poi) (11.31) 


where P,; is 36 power in MW, H; is the heat rate in MBtu/MWh, and F; is in MBtu/hr. 
The graph of F(P,;) is called an input-output curve. 
Suppose now that it is specified that the cost of the fuel is K dollars/MBtu. Then 


Ci Poi) = KF (Pi) (11.32) 


is the fuel cost in dollars per hour to supply Pg; MW of electrical power. 

The general shape of the fuel-cost curve may thus be inferred from the shape 
of the heat-rate curve. It is found that the heat-rate curves may be approximated in 
the form H(P,) = (a'/P,) + B' + y'P, with all coefficients positive. Then using 
(11.31) and (11.32), we find that the corresponding C(P,) is a quadratic expression 
with positive coefficients in the form 


C(P;)=a+BP,+yP% — dollars/hr (11.33) 
where Po is expressed in MW. 


(cae ee mT ee N 
Example 11.6 


Assume that the heat rate of a 50-MW gas-fired generator unit is measured as follows: 


25% of rating: 14.26 MBtu/MWh 
40% of rating: 12.94 MBtu/MWh % 
100% of rating: 11.70 MBtu/MW bi 


Assume that the cost of gas is $5 per MBtu. 


(a) Find C(P,) in the form (11.33). 

(b) Find the fuel cost in cents/k Wh when 100% loaded. 
(c) Find the fuel cost when 50% loaded. 

(d) Find the fuel cost when 25% loaded. 


Solution (a) The assumed polynomial form of C(P,) is equivalent to a heat-rate 
curve of the form 


a’ 
HUGS p FP Ey 


The three test measurements give us three points on the curve, and hence we can solve 
for the three unknown coefficients, a’, 6’, and y’. 
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r 


a , + _ 
Ds + B + y'125 = 14.26 


a’ 
— + pi + y'20 = 12. 
gte t 7'20= 1294 


a’ 
— +p + y'50= 1. 
yt BY + 7/90 = 11.70 


The solution is a’ = 44.89, B’ = 10.62, and y' = 0.0036. Thus 


48 
H(P,) = a + 10.62 + 0.00362; © MBtu/MWh 
G 


If we multiply by Pg, we get the fuel input rate in MBtu/hr. Multiplying by $5, the 
cost of fuel per MBtu, we get 


C(Pz) = 224.5 + 53.1P; + 0.0180P% — dollars/hr 


(b) When fully loaded 
C(Pg) = $2924.5/hr (for 50 MW) 
= 5.85 cents/hr (for 1 kW) 
This is usually expressed as 5.85 cents/k Wh. 
(c) At 40% load 
C(Pc) = $1293.7/hr (for 20 MW) 
= 6.47 cents/kWH 
(d) At 25% load 


C(Pg) = $891.1/hr (for 12.5 MW) 
= 7.13 cents/kWH 


Exercise 4. What shape of heat-rate curve would yield a linear fuel-cost curve? 


Assume henceforth that the C(P,;) curves are given. We may then formulate 
a general problem of optimum economic dispatch, or optimum power flow, 


General Problem Formulation Given a system with m generators committed 
and all the Sp; given, pick the Pg; and IV], i = 1,2,3, . . . ,m, to minimize the total 
cost , 


Cr è > (Pa) 


i= 


subject to the satisfaction of the power flow equations and to the following inequal- 
ity constraints on generator power, line power flow, and voltage magnitude. 
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L P < Pas Pe.  i=1,2,...,m 
2. Rj = PR, all lines 


3, Vm" < IVI s IVR, i=1,2,...,m,...,0 
We next comment briefly on the formulation. 


1. The power flow equations must be satisfied (i.e., they are an equality constraint 
on the optimization). 

2. The upper limit on Po; is set by thermal limits on the turbine generator unit, 

while the lower limit is set by boiler and/or other thermodynamic considerations. 

A certain minimum flow of water and/or steam is required in the boiler to pre- 

vent “hot spots” from developing. The fuel burning rate must also be sufficient 

to keep the flame from going out (“flame out”). 

The constraints on voltage keep the system voltages from varying too far from 

their rated or nominal values. The objective is to help maintain the consumer’s 

voltage; the voltage should neither be too high nor too low. 

4. The reasons for constraints on the transmission-line powers relate to thermal 
and stability limits and have been discussed in Section 4.9. 

5. The formulation of the problem is consistent with the availability of injected ac- 
tive power and bus voltage magnitude as control variables at each generator. It 
can be extended to deal with other control variables, such as the phase angles 
across phase-shifting transformers, the turns ratios of tap-changing transform- 
ers, and the admittances of variable (and controllable) shunt and series induc- 
tors and capacitors. 

6. The minimization of a cost function subject to equality and inequality con- 


Ge 


straints is a problem in optimization that is treated by a branch of applied math- 


ematics called nonlinear programming. 


To help fix ideas, consider next the formulation as applied to the simple system 
in Figure 11.16. Assume that the system is specified; in paficular, all the bus admit- 


Figure 11.16 System to be op- 
timized. 
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tance parameters are given, the reference voltage angle is given, and all the S$ pi are 
given. We can pick a particular set of \V;!, P;2, |Val, Ps3, and |Vjl (within the constraint 
set) and by power flow analysis find Po; and the transmission-line power angles, If 
Pg, and the transmission-line powers satisfy the inequality constraints, our choice is 
feasible and we calculate the total cost Cr. The problem is to minimize C, over the 
set of feasible independent control variables IVl, Paz, IVl, Ps3, and AR 

The general nonlinear programming methods for solving this problem are com- 
putationally expensive, and they do not easily give insights into the nature of the op- 
timal solutions. We therefore make some approximations that simplify the 
calculations and give physical insights into the problem of economic dispatch. 


11,8 CLASSICAL ECONOMIC DISPATCH (LINE 
LOSSES NEGLECTED) 


As shown in Section 10.7, under normal operating conditions there is relatively little 
coupling between active power flows and power angles on the one hand, and reactive 
power flows and voltage magnitudes on the other. Thus, in the general problem for- 
mulation in Section 11.7, we expect that the cost C; will be critically dependent on 
the Po; and Pp; but only marginally dependent on the IV and Qni. For this reason 
we reformulate the problem entirely in terms of active power flows, setting the IV; at 
their nominal values. 

Suppose that, in addition, we neglect the line power flow constraints and for 
the moment neglect line losses as well. We can then replace the general problem 
formulation with a much simplified version. 


Simplified Problem Formulation Pick the P; to minimize 


Cr = > C(Pai) (11.34) 
is] 
such that 
> Pai = PE > Poi - (11.35) 
, i=} i=l 
and 
Pas PS PGX i =1,2,...,m (11.36) 


Note that in (11.35), the equality constraint is simply a statement of conservation of 
active power in the case of a lossless transmission system. It takes the place of the 
power flow equations, as an equality constraint, in the previous formulation, Note that 
the (active) power flow equations might still be needed if the line power flow con- 


straints were to be checked, but in the simplified problem formulation there is no 
need whatsoever to consider the power flow equations. 
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The formulation may be considered as a first approximation; we will soon be 
considering modifications that permit line losses to be considered, and in this case we 
will need to consider the power flow equations. a 

Returning to the simplified problem formulation, we note that there is a sim- 
ple and elegant solution in terms of so-called incremental costs (ICs). First we need 
a definition: 

IC, = ICAP) = slope of fuel-cost curve (11.37) 
dPoi 
If the units of C(P,;) are dollars/hr, the units of the IC; are dollars/hr/MW or dol- 
jars/MWh. The IC; figure represents the increase in cost rate per Increase 1n MW 
output or equivalently the increase in cost per increase in MWh. i A 

If as in (11.33) we assume that the fuel-cost curves are quadratic (with positive 

coefficients), the incremental cost curves are linear (with positive coefficients): 


IC; = B; + 2y;Poi (11.38) 


We note that the curves are strictly monotonically increasing, a property we will be 
assuming even if we do not use the linear form of (11.38). 


ee ge ee ee a 
Example 11.7 
With the data of Example 11.6, 


(a) Find an expression for IC = dC/dPg. 
(b) Find the incremental cost when 100% loaded. 
(c) Find the incremental cost when 25% loaded. 


Solution We use (11.38) in Example 11.6. 


(a) IC = 53.1 + 0.0360P;. i 
(b) At 100% loading, IC = $54.90/MWh. a 
(c) At 25% loading, IC = $53.55/MWh. 


Note: In this example there is very little change in incremental costs as a func- 


tion of loading. 
fy a he ee ae? eS ee i S 


We now return to the solution of the simplified optimization problem posed in 
(11.34) to (11.36). Itis convenient to consider first the case without the inequality con- 
straints [i.e., without the generator limits given in (11.36)]. In this special case we 
get the following simple rule. 


Optimal Dispatch Rule (No Losses—No Generator Limits}. Oper- 
ate every generator at the same incremental cost. 
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Slope = IC, 


Ci Pav) 
Cy(Pe2) 


Slope = IC, 


P, P 
100 a s0 c2 


Figure 11.17 Two generators operating at different incremental costs. 


Note 1: The rule gives only a property of the solution. But with this property 
we reduce an m-dimensional search (for the best Poi, Poz, - . . »Pom) to a one- 
dimensional search for the common incremental cost. 


Note 2: In the statement of the rule there is an implicit assumption that it is pos- 
sible to operate every generator at the same incremental cost. 


Intuitively, it is clear why it cannot possibly be optimal to operate generators at 
different ICs. Suppose that we have two generators with, say, P;, = 100 MW and 
Foa = 50 MW and the corresponding IC; (i.e., the slopes of the cost curves) are not 
equal. The situation is shown in Figure 11.17. As shown in the figure, IC, is greater 
than IC,. Since IC, is greater than IC,, we notice the desirability of the following ad- 
justment of generator powers. If we reduce Pg, by (say) 10 MW, we save quite a lot 
of cost per hour (because the slope of the cost curve is large). If we add the 10 MW 
to Pg», the cost goes up less (because the slope is smaller). Thus, we can deliver the 
same total power (150 MW) at less cost. In general, it pays to reduce the power out- 
put of the generator with the higher incremental cost. The slope of the curves (strict- 
ly monotonically increasing slope) is such that a continuation of this process ultimately 
leads to equal incremental costs. 

This line of reasoning obviously extends to any number of generators; consid- 
ering them in pairs, and leads to the conclusion that all the ICs must be equal at the 
minimum cost point. A more formal proof will be offered later in this section. 


Exercise 5. To understand better why the foregoing procedure leads to a mini- 
mum, consider some fictitious cost curves: for example, concave upward but with neg- 
ative slope or concave downward with positive (or negative) slope. Do we get 
convergence? If so, do we get a minimum or a maximum cost when the two ICs are 
equal? 

ee eeeeSFSSSSSeeeSSSSSSSSSFSSSeFe 
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Example 11.8 

The fuel-cost curves of two generators are given as follows: 


C,(Po1) = 900 + 45 Pot + 0.01P2., 
C Poz) = 2500 + 43 Pea + 0.003 Pe 


The total load to be supplied is Pp = Pp + Pm = 700 MW. Use the optimal dispatch 
rule (special case) to find Pe, and Po. 


Solution The incremental costs are 


c 
IC, = a = 45 + 0.02Pe, 
Gi 


dC 
IC, = n = 43 + 0.006Po, 


G2 
It is instructive to plot the IC curves (Figure E11.8). We see that IC, at 2 
which implies that generator 2 will carry more load than generator 1. n H e = 
dition IC, = IC}, we can see graphically that G3 will carry almost all the ie ; : e = 
find the exact division iteratively by guessing a value for IC iS IC,, solving : GI 
Pog, checking if Por + Po = Pp = 700 MW, and increasing (decreasing) the incre- 
mental cost if Pz, + Pg: is too low (high). This method works even if the IC; wale 
are not linear. Alternatively, in the present case we can easily solve for the exact va 


ues analytically. 


Pa 


Incremental costs 
w 
tn 


~ > 
win 


Pg (MW) Figure E11,8 
IC, = 45 + 0.02P,; = IC, = 43 + 0.006(700 - Fax) 


Solving, we get 
Pa =846MW Py, = 6IS4MW IC, = IC, = $46.69/hr/MW 


Note that if Ph is raised from 700 MW to 701 MW (i.e. increased by 1 MW), the fuel 
cost rate will i up (approximately) $46.69/hr (i.e, by $46.69/MWh or 4.669 cents/kWh). 
This incremental cost is to be contrasted with the average cost of producing the 700 
MW. Plugging the optimal values of Pe; and Pc, into C,(Po,) and C,(Po), we get 
a total cost Cr = $34,877/hr. This translates into an average cost of 
(34877 x 100)/(700 x 1000) = 4.98 cents/kWh. - 
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Exercise 6. Consider some alternative generator assignments or dispatches in 
Example 11.8 and convince yourself that the cost of producing 700 MW goes up. 


We turn next to a formal proof of the result on equal incremental costs. 


Proof of Optimal Dispatch Rule (Special Case). Referring to the simplified 
problem formulation (without inequality constraints), the problem is to pick the m 


values of Po; to minimize Cr = Ci(Po,) + CP) + «++ + Caf Pom) subject to the 
constraint Po, + Poz + +++ + Pom = Pp. The constraint permits us to express one 
of the variables, say Pom in terms of the rest; in this case Pan = Py - 
Po ~ +++ ~ Po.m-1 Thus the problem reduces to the following: Pick the m — 1 
independent variables Poi, Po, . . . , Po m-1 to minimize 
C- = PAra 7 . 
7 = Ci(Po) + CP) + ++ + Cui(Po,m-1) (1139) 
+ Cg Py Ley t Pommi) 


In this way we have converted the constrained problem to an unconstrained problem 
of lower dimension. 


The solution to the unconstrained problem may be found in the usual way by 
the differential calculus. The necessary condition for a stationary point is that the 
m — | partial derivatives, 3C7/3Pg;, are zero. Thus from (11.39), by using the chain 
tule of differentiation, we get 

Cr dC; dC, Pom 

Po dP dPom OP oj 
dCi aC, 
© APG dPom 


(11.40) 


0 i=1,2,...,m-1 


The result is that all the incremental costs must be equal to the incremental cost of 
the mth generating unit (i.e., that they are all equal). We note (without proof) that 
the shape of the C; curves is such (concave upward) that the stationary point defined 
by (11.40) is a minimum. Also, the assumption that the IC curves are strictly mo- 
notonic implies a unique solution for the corresponding P,;. Thus, to summarize, 
there is only one possible set of P;; that satisfies the equal IC condition, and thus the 
corresponding cost function must be at a global minimum. Stated differently, the 
equal IC condition is both a necessary and a sufficient condition for optimization. 

There is an alternative approach to the foregoing one that is frequently more 
convenient to use. It is the classical method using Lagrange multipliers, for mini- 
mizing (or maximizing) a function with equality constraints as side conditions. For 
a brief introduction to the method, the reader is referred to Appendix 3. 


Using the method, we replace the cost function Cy by an augmented cost 
function Cr. 


Č; o a( $85 ~ %) (11.41) 
i i=l 
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where Ais the Lagrange multiplier. We then find the stationary points of Cy with re- 
spect to A and the Pa; as variables. If we satisfy 


oe. is 

Pa P= h,k, 3,’ M 
dC; 

—=(0 

dA 


then we satisfy the equality constraint, 5; Po; ~ Pp = 0, and simultaneously find 
a stationary point of Cy taking the constraint into consideration. 

Applied to our problem, with concave-upward cost curves, we get a single sta- 
tionary point (a minimum), and 


aC (Pai) 
— ee i | = an 42 
iP, À i=1,2, „m (11.42a) 
Ş Pa- Pp = 0 (11.42b) 
i=] 


Note that the result in (11.42) is the same as implied by (11.40), with A the common 
value of incremental cost. For this reason we refer to A as the system incremental cost, 
or system A. 

Just as in Example 11.8, A, which is the common value of incremental cost, re- 
lates increased fuel cost rate (in dollars/hr) to increased demand (in MW). It is in- 
structive to derive this result formally. Suppose that with a given demand Pp, we 
find an optimal set of P%; and the corresponding cost is C7. Suppose that now the load 
increases (incrementally) to Pp = P + APp and we wish to find the new cost Cr. We 
may use a two-term Taylor series: 


m dC{ P; 
Cr= Ch + AC = X | C(Ph) + aChPa) APG; (11.43) 
i=} dP; 
Relating increments, we get Y 
m dc{P%; 
ACr= X (Pa) AP; (11.44) 
i=] a PG, 
Using (11.42a), we get 
AC; = À X, APG; = AAPy (11.45) 


i=l 
Thus A is the constant of proportionality relating cost-rate increase (in dollars/hr) to 
increase in system power demand (in MW). Equivalently, A gives us the additional 
cost of additional (incremental) energy in dollars/MWh. 
Finally, we consider how to find A in the present case. If the cost curves 
are quadratic, the IC; curves are straight lines and the problem reduces to a linear 
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“XC, iC 
7 


Figure 11.18 Use of incremen- 
tal cost curves. 


problem. The solution is considered in a homework problem. In more general cases, 
the problem of finding A can be determined by an iterative process. The procedure 
may be explained by considering Figure 11.18, where the incremental costs are given 
graphically. The basic iterative procedure is as follows: 


1, Pick an initial À. 

2. Find the corresponding P(A), Poo(A), and Pox(A). ` À 

3. If Di1 Po{A) — Pp < 0, increase A and go to 2. If D}, PaA) — Py > 0, de- 
crease A and go to 2. If Sai Pg{A) — Pp = 0, stop. 


11.9 GENERATOR LIMITS INCLUDED 


The case we have been considering is only an introduction to the more practical case 
in which there are generator limits. Returning to the simplified problem formulation, 
we now add the inequality constraints (11.36). Consider, then, the case with genera- 
tor limits. We can show these constraints on the IC curves, as is done in Figure 11.19. 


` limit : 
a << Figure 11.19 Incremental 


Pai cost curves with constraints. 


a 
| 
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Consider the optimal dispatch in this case. Suppose that for a given Pp the sys- 
tem Ais A,. All three generators are operating in accordance with the optimal dis- 
patch rule and the question of generator limits is moot since each generator is 
operating away from any limit. Now suppose that Py increases and we increase A to 
provide more generation. Continuing the process in this way we reach A). What if 
P, increases further? Pg; has reached a limit and cannot be increased further. The 
increased load must be taken by Po, and Pg). Clearly, they should operate at equal 
IC, say A;. Further increases in load can be taken by Po; and Poz operating at equal 
IC until Poz reaches its upper limit, and A = À. Beyond this point, only Pg, is avail- 
able to take an increased load. Considerations of this type lead to the more general 
rule that follows. 


Optimal Dispatch Rule (No Losses}. Operate all generators, not at their 
limits, at equal incremental cost 1. 


Procedure for Finding À. Pick an initial A such that all the generators operate 
at equal incremental cost and within their constraints. If this choice of À is not con- 
sistent with satisfaction of the load demand, adjust A just as in the nonconstrained 
cases. If in this process a generating unit reaches a maximum or minimum value, fix 
the unit at the limit and continue the process of adjustment of A with the remaining 
units. 


Note 1: In applying the rule it is helpful to proceed graphically, at least to de- 
termine which generators will not be at their limits. 

Note 2: We remind the reader that we are considering a given set of committed 
generators. This set of generators once specified is always kept on-line. We 
do not shut down a particular generator that may be operating at its lower limit. 
Note 3: We can interpret the rule as a requirement that we operate as closely as 
possible to equality in the incremental costs. 


Outline of Proof, It should be clear from the unconstrained problem that gen- 
erators not at their limits should operate at the same A." Suppose, then, that we have 
a case such as that in Figure 11.19, with unit 3 at its upper limit (with incremental 
cost A)) and units 1 and 2 operating at equal incremental costs A3. We will show that 
we cannot lower the cost by backing away from the limit on unit 3 and making up for 
it by increasing the output on units 1 and 2. Assume that AP;; = —e, where e > 0 
(ie.,we decrease Poz). Then using Taylor’s series as in (11.43), we get 


3 
AC = SSA, APy = ~Age + Iss + n- = e(Ay — Ay) > 0 
Here we assume that Po; and Po have each been increased by 8/2, but it does not mat- 
ter how the small increment e is distributed. Since A; > A, the result is that the cost 
goes up. The same thing happens if we consider the case of backing away from a 
lower limit; the cost goes up. Although we have considered the special case of three 
machines, the result in the general case is the same. Since no improvement results by 
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any perturbation, the dispatch rule is optimal. It is easy to check that (11.45) still 
gives the sensitivity of cost rate increase to increase in power demand where the 
summation is only over the units not at their limits and the A is the common value for 
these units. We still call A the system A, or system incremental cost. 


Le 


Example 11.9 
_ Suppose that in Example 11.8 the generator limits are 
50 MW = Po = 200 MW 
50 MW = Po < 600 MW 


Find the optimal dispatch for Py = 700 MW. Fi i 
; p . Find the system inc 
compare with the result in Example 11.8, i EA 


Solution Following the suggested procedure for finding À, we can use the graph of ICs 
in Example 11.8. With A = 45.1, say, both generators operate within their constraints 
but the total generation is less than the required 700 MW. Raising À, we find that gen- 
erator 2 reaches its upper limit (600 MW) before the total generation has reached 700 
MW. Fixing Poa = 600 MW, we immediately get P- = 700 - Po. = 100 MW 
l In this example there is a simpler alternative solution. First, solve the problem 
without the limits; this was done in Example 11.8 with the result P;, = 84.6 MW and 
Fo, = 615.4 MW. Second, noting that Poz has exceeded its upper limit (600 MW), we 
set Foz = 600 MW. Then, it immediately follows that P;, = 100 MW. 
We note that we can extend the alternative solution method to more general 
fees = epi errors may result in those cases where both upper and lower 
re violated simultan imi imi i 
ral Petar neers only upper limits, or only lower limits, are violated, 
Finally, we can calculate the system incremental cost. This i 
for the units not at their limits. In our case generator 1 is the meant aoa 
ample 11.8 we have IC, = 45 + 0.02P,. Evaluated for Pz, = 100 MW we get 
A = 47. This is higher than the value (46.69) found in Example 11.8. re 


Example 11.10 


For the generating units in Example 11.8 subject to the limits in Example 11.9, consider 
a range of possible values for Pp rather than the single fixed value 700 MW. 


(a) Plot Pg, and Po. versus Pp for optimal dispatch. 


(b) Find the system incremental cost A as a function of total generator output 
Po = Po + Pop. | 


Solution (a) We plot the IC curves as in Example 11.8 but this time showing the lim- 

its [Figure E1110 (a)]. For values of A up to 46, Pz; = 50 MW (at its lower limit) 

while Po = Pp- 50 MW supplies the remainder of the load. For values of 

46 <A < 46.6, neither unit is limited and we can find Pci by using the IC formulas 

in Example 11.8. For values of À greater than 46.6, Pe = 600 (at its upper limit) 

and Po, = Pp — 600. The results are shown in the curves in Figure 11.10(b). As 
i 
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expected, since the incremental costs of unit 1 are so high, it does not come away from 
its lower limit until unit 2 is heavily loaded (500 MW). 


Incremental costs (dolars/MWh) 


50 100 200 300 400 500 600 
Po; (MW) 


Figure E11.10(a) Generator incremental costs. 
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Figure E11.40(b) Division of load between generators. 
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(b) While unit 1 is at its lower limit (i.e., for A < 46), À.= 43 + 0.006P. = 
43 + 0.006(P ~ 50) = 42.7 + 0.006P).While unit 2 is at its upper limit (i.e., for 
A> 46.6), A= 45 + 0.02P., = 45 + 0.02(P) - 600) = 33 + 0.02P,. When both 
generators are away from their limits, A = 43.46 + 0.0046P,. The resulting system A 
is shown in Figure E11.10(c). 


Incremental costs (dolars/MWh) 


Pp = Poy + Po (MW) 


Figure E11.40(c} Incremental fuel costs. 
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We can interpret the curve of A versus Pp as that of an equivalent generator 
supplying the power Poy + Pg. This viewpoint finds some advantages when con- 
sidering all the (online) generators at a given location (i.e. ata power plant). A curve 
such as Figure E11.10(c) adequately characterizes the plant for finding the econom- 
ic dispatch with respect to the rest of the system. Of course, the plant operator needs 
to be aware of the optimal division of generation among the various local generat- 
ing units. This is obtained from curves such as Fig. E11.10(b). 

Finally, we consider a case with a particularly simple solution. Suppose that 
the IC curves look as shown in Figure 11.20. We can easily show that the following 
procedure for loading up the units is optimal. We first load up unit 1 until it reach- 
es its upper limit, then load up unit 2 similarly, and finally unit 3. We do not operate 


IC; 


Incremental costs 
\ 
\ } 
5 D \ 


Figure 11.20 Order-of-merit 
dispatch. 
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at equal IC because only one generator at a time is not at a limit. We need only de- 
cide in which order to load the generators. Unit 1 is “best,” so it is first on our list, 
followed by unit 2, and then unit 3. This is the order of merit method of dispatch. 


Exercise 7, For a case similar to Figure 11.20, sketch the system A as a function 
of Pp = Poy + Po + Poz. 


eee 


11.10 LINE LOSSES CONSIDERED 


If all the generators are located in one plant or are otherwise very close geographi- 
cally, it is physically reasonable to neglect line losses in calculating the optimal dis- 
patch. On the other hand, if the power stations are spread out geographically, the 
transmission-line (link) losses must usually be considered, and this will modify the op- 
timal generation assignments as determined in the preceding section. 

To take a simple case, suppose that all the generating units on the system are 
identical. Then, considering line losses, we expect it will be cheaper to draw most 
heavily from the generators closest to the loads, and this expectation is confirmed in 
analyses that include the line losses, 

The standard approach to the problem of considering line losses can be un- 
derstood by assuming that we have an expression for the total line losses, P, „in terms 
of generator outputs. We next consider the form of such an expression. From the law 
of conservation of power we know that 


P, = X2 = > Pai - 5 Po (11.46) 
i=} i=] i=] 
where P, is the total line loss and the P, are the bus powers. We assume that the n 
Pp; are specified and fixed but the Poi are variables. With the Pp, fixed, it can be 
seen from (11.46) that P, depends only on the Poi. In fdét, however, only m — 1 of 
the Po; are independent variables. As discussed in Chapter 10, bus 1 is a slack or 
swing bus and the bus power P, (and hence Foi = P, + Ppi) is a dependent variable 
found by solving the power flow equations. Thus, for a given system and a given 
base case (i.¢., specific choice of S pi = Pp; + jQp; at all buses and IV] specified at 


buses 1, 2,3, . . . , m), the functional dependence of P, on the generator outputs 
may be written 


P, = P,(Pc) = P,(Poq, Poss + « » , Pam) (11.47) 


Two points should be noted, The first is that the function in (11.47) depends on the 
choice of base case. The second is that (11.47) is not an explicit formula but depends 
on the solution of implicit equations (i.e., the power flow equations), 

We now can state a version of the optimization problem involving line losses. 
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Problem Statement. Pick the P,; to minimize 


Cr = S Ci Pai) 
i=] 


subject to 


X, Pa~ Pi(Pozs <- Pon) -7 Po =0 
i=l 


and 
fee oe oe  i=1,2,...,m 
Note: The equality constraint is simply a rearrangement of (11.46) and is once 
again a statement of conservation of (active) power. 
Just as in the lossless case, we will first consider the case without the generator 


limits. To obtain at least a formal solution, we can use the method of Lagrange mul- 
tipliers. Define the augmented cost function 


Č = 2 Cla) - ($r- Pi(Poas -~ «+ Pen) Z P) 


We next find a stationary point of C; with respect to A and the Pg: 


dC, at 
—= ) Pa- P,- Py =0 (11.48) 
dÀ 2 G L D 
Ke Si ysy (11.49) 
C K (1 - Fe) oo i=2,...,m (11.50) 
aPG; dP Gj OP Gi 
An alternative expression for (11.50) is 
ee ae 
1 oP Pay . (11.51) 
dPGi 
Next define the penalty factor L; for the ith generator. 
L,=1 (11.52a) 
L; = k i=2,3,...,m (11.52b) 
an 
OP Gi 


Substituting (11.52b) in (11.51) and (11.52a) in (11.49), the necessary condi- 
tions for optimization given in (11.49) and (11.50) may be replaced by 
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EE OT) fy =f (11.53) 


Recalling that dC,/dP,, are the incremental costs, we now get the following rule. 


Optimal Dispatch Rule (Line Losses Considered—No Generator Limits). 
Operate all generators so that the product L; X IC; = A for every generator. 


We see that it is no longer optimal to operate each generator at the same in- 
cremental cost. The ICs now must be weighted by the penalty factors L;; a large 
penalty factor makes the corresponding plant less attractive and a smaller IC from 
that plant is required. 

If we now reintroduce the generator limits we find a rule analogous to the one 
in the lossless case. 


Optimal Dispatch Rule (Line Losses Considered). Operate all generators, not 
at their limits, such as to satisfy 


L,XIC,=A (11.54) 


We deal with the limits just as we did in Section 11.9. 

We next illustrate the use of the optimal dispatch rule with a simple two-bus ex- 
ample in which an explicit expression for P; (Po) is given. We defer the important 
question of how to obtain such an expression for the losses. 


Example 11.11 
Consider a system without generator limits (Figure E11.11). Assume that 
IC, = 0.007P,, + 4.1 dollars/MWh 
IC, = 0.007P,, + 4.1 dollars/MWh 
P, = 0.001( Po - 50} MW 


“4 
Find the optimal generation for each plant and the power loss in the transmission link. 


Poi Poa 


Pp, = 300 MW Pma SOMW Figure £14.11 


Solution We first calculate 


aP, 
Sp = 0.002(Por ~ 50) = 0.002Px - 0:1 
G2 


EEE e a S E | 
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m 


Using (11.52), we find the penalty factors 


1 
11 re 0.002 Poz 


Applying the appropriate optimal dispatch rule, we get two equations: 


Lı = 1.0 L, = 


L Mi 0.007P + 4.1 = 
Pa cl = 


Kin 1 0.0072; + 4.1) = 
ap LI- 0000p,” ci + 41) = 


We next need to pick an initial value of A and solve for Pg, and Poz. For this purpose 
a more convenient form of the equations is 
A- 41 
0.007 
_ ita-41 
© "0.007 + 0.002A 


Starting with A = 5.0, we calculate 
Po, = 128.6 MW Poy = 82.4 MW P, = 1.0 MW 


Since Poy + Poz — P, = 210 MW is less than P) = 350 MW, we need to increase A. 
A = 6 turns out to be too large. After a few iterations we find A = 5.694, which gives 
Poy = 227.72, Poa = 117.65, P, = 4.58, and Po + a P, = 349.9. This last value 
is close enough to Py = 350. 


Po = 


Example 11.12 


Consider the same system as in Example 11.11. Suppose that we wish to supply the 
same load (i.e., Pp = 350 MW) but neglect line losses in carrying out the optimization. 
Find Po), Pez, P,, and the increased cost per hour in delivering the load under the 
nonoptimal condition. 


Solution Since the generator IC curves are identical, if we neglect line losses, we 
should pick Po, = Po. Then Po, + Po, — P, = 2Pa ~ 0.001(Po2 - 50)’ = 350. 
Solving the quadratic, we get two solutions. The physically reasonable value is 
Po, = Po, = 183.97 MW. Then P, = 17.95 MW. Note how much higher the losses 
are compared with Example 11.11. 


To calculate the increased cost, we note that the given IC characteristic implies 
the following fuel-cost curve: 


C(Pgi) = a + 4.1P,; + 0.0035P2, dollars/hr 


The constant term æ is not specified nor is it needed in calculating the increased 
cost. When Po, = Po) = 183.97 MW. 


Cr = C\(Pe1) = Ch Po) = 2a + 1745.47 dollars/br 
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With the optimal dispatch (from Example 11.11), Ps, = 227.71MW and 
Po = 117.65 MW. We get 


Cr = Ci(Po;) + C (Paa) = 2a + 1645.90 dollars/hr 


The increased cost is therefore $99.57/hr. 


Exercise 7, In Example 11.11, aP,/dP,) = 0.002(P,) — 50) can be a positive or 
negative number depending on whether Poz is greater or less than 50 MW. In this case 
the penalty factor L, can be less than or greater than 1.0. Consider the effect on the 
optimal dispatch and decide whether the result seems physically reasonable. Hint: 
Note that Pp, = 50 MW, so Po — 50 represents active power transmitted down 
the line. 


Finally, we consider the physical significance of A in the present case. In the 
lossless case we found that A related increase in cost rate (dollars/hr) to increase in 
power demand (MW). Is this still true with losses? 

Suppose that for a given set of P%;, we find the optimal set of P}; and the cor- 
responding Ct. Now increase the total load incrementally from P% 
Pp = P% + APp; it does not matter how the increment of increased demand is a 
tributed. We wish to find the new cost C;. Using a two-term Taylor series as in 
(11.43), we get the same result: 


m dC(Pa) 4 
AC, = 2a i, = AP, (11.55) 


The increments in generator powers must satisfy a power balance equation, 
X APG - AP, = AP» (11.56) 
i=l 


Now we also have, for the new line losses, using a two-tegm Taylor series, 


P, = P (Ph, + AP, Pos + AP;3, were , Pha + Pon) 


m aP, (PS) (11.57) 
= po + y 
Pi m OPG; Ao 
Then 
m 9P, (P? 
AP, = aPx(Po) APs; (11.58) 
E OF; 


Using (11.58) in (11.56), we get 


AP + S-t 


Eo an = AP, (11.59) 
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We note that the quantities in brackets are the reciprocals of the penalty fac- 
tors L, Using also the definition L, = 1, we may replace (11.59) by 


Ş L AP; = AP, (11.60) 
i=] 


Since we have been assuming optimal dispatch, L; X IC;=A,i=1,2,... mM. 
Then from (11.55) and (11.60), we find 


AC; = AS) LP! APG, = AAP, (11.61) 
i=l 
The end result is exactly the same as in (11.45). Just as previously, if some genera- 


tors are at their limits, we exclude them and sum only over the generators associ- 
ated with the common value A. 


41.11 CALCULATION OF PENALTY FACTORS 


In Example 11.11 we were given an explicit expression for P, in terms of Po, from 
which L, could be found. Suppose that the expression is not given. How can we 
find the penalty factors? We turn next to this question. 

We will need to consider the transmission network in more detail. For this pur- 
pose it is convenient to g0 back to the per unit system. We can rewrite (11.33) using 
Poi = Poipu, X SY with S? in MW. 


C; = a; + BSH Poipu + yd SH) PP Gis dollars/hr (11.62) 
We can replace (11.38) by 
dC, 
IC = = B+ 2SP)Poip, — dollars/MWh (11.63) 
Gi 


Thus, the onvesion to the p.u. ee is very simple. In (11.63) instead of y; we 
have y,S#; in (11.62) we have B; S# instead of £; and y; (S#?) instead of y, We end 
up with the same expressions but with different numerical values for the constants. 
For the rest of the chapter except in specific instances that will be identified, we will 
be using the per unit system and it is usually unambiguous and simpler to drop the p.u. 
notation. Also, it is to be noted that, in a sense, the units do the talking: in dealing with 
a practical system, if we indicate Po; = 1, it is almost a certainty that it is 1 p.u. 

We return now to the problem of calculating penalty factors and consider an ex- 
ample that suggests how they may be found in general. 


Example 11.13 


Consider a system similar to the one in Example 11.11, but without an explicit formu- 


la for P, in terms of Pg, (Figure E11.13). Assume that the generator ICs are the same 
as in Example 11.11. Assume that 53? = 100 MW. Then, using (11.63), 
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ee 
IC, =41+07Peip,  dollars/MWh (11.64) 


IC) = 41 + 0.7Poipy,  dollars/MWh (11.65) 


To check, note that if P, = 100 MW, then Pz; pu = 1 and IC, = 4.8 dollars/MWh, 
just as in the previous formula, In (11.64) and (11.65) the per unit notation was retained 
but in the rest of the example we will simplify and drop the p.u. subscript. 


Po Pea 
V, =1/8) = 1/0 V, = 1/8) 
Pi Py 
Pp = Poy 


Z, = 0,02 + /0.08 p.u, Figure £11.13 


Next we calculate y; = zj' = 2.94 — j11.76. From this the admittance pa- 


rameters are seen to be 
Gu = Gy = 2.94 Gy = Gy = -2.94 
By = By = -11.76 By = By = 11.76 
From (10.30) we get 
Pay — Pp, = P, = 2.94(1 — cos 8:2) + 11.76 sin 0y (11.66) 
Poy = P, = 2.94(1 — cos 1) — 11.76 sin 8,5 (11.67) 
By the law of conservation of power, we then get 
P, = P, + P, = 5.88(1 ~ cos 6,,) (11.68) 


Note that this very simple expression for power loss is explicit in terms of 6). Note that 
Po, is also an explicit function of 0,2. This suggests using ô, as an intermediary to 
avoid the problem of the nonexplicit dependence of P, on Poz, Following this lead we 
get, by the chain rule of differentiation, ¥ 

dP, dP, dP, 

i gl (11.69) 

dòn dPo dy, 
We remind the reader that consistent with our formulation, P, depends only on Poz; 
Po, specified by the slack variable P,, is not an independent variable. Using (11.68) 


’ 


we get 
dP, : 
Be = 5.88 sin 6,, (11.70) 
Using (11.67) yields 
dřo dP, , 
a T = 2.94 sin 81) — 11.76 cos ôy (11.71) 


e S I _—ZġO 
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Inserting (11.70) and (11.71) in (11.69), we get 
dP, 5.88 sin 61 


dP 2.94 sin 8, — 11.76 cos 8, eid) 
Thus we can calculate the required penalty factor: 
1 11.76 cos 6,2 ~ 2.94 sin ba 1 — 0.25 tan 6, 
21- aP/dPqy 1176056) + 294sin8» 14025 tng, Er) 


Note that L, is an explicit function of 0, even though, through (11.67), it is an implic- 
it function of Pg), We next need to choose Pp, so that we can proceed numerically. 
Suppose that we choose Pp, = 3.0 p.u. (which corresponds to 300 MW). We next wish 
to illustrate the technique of finding the optimal dispatch. 

The basic underlying technique is to pick Poz, and in succession, find bin Poy, Lo, 
and check (11.54). If (11.54) is not satisfied, we pick a better Pg and continue to it- 
erate until convergence is obtained. In fact, it is much simpler to iterate on the choice 
Of 4,2 illustrated as follows. Initial guess: 0,. = —5°. Then we calculate, 


P, = -1.0138=> Po, = 1.9862 from (11.66) 
P, = 1.0361 => Pa = 1.0361 from (11.67) 
IC, = 5.4903 IC, = 4.8253 from (11.64) and (11.65) 
L,=10 L,= 1.0447 from (11.73) 
L,XIC,=5.4903 L; X IC, = 5.0410 


We see that (11.54) is not satisfied and P,, should be increased. If Poy is in- 
creased, IC, and L, will increase while P,, will decrease, causing IC, to drop. A few 
steps of the iteration bring us to the value 9, = —6.325° and 


P, = 12777 = Po, = 1.7223 
Py = 1.3135 > Poy = 1.3135 
IC, = 5.3056 IC, = 5.0194 
L,=10 L = 1.0570 

L, X IC, = 5.3056 -LX IC, = 5.3055 
This satisfies (11.54) close enough and we stop here. Converting to MW values, we get 
Po, = 172.23MW Ph = 131.35 MW 
Py, = 300.00 MW P, = 3.58MW 


Note: Neglecting line losses, we would have picked Pay = Ppp. 


eee 
Exercise 8. From (11.62) we can deduce that C; in Example 11.13 has the form 


C= a; + 410P Ginn, + 35P Zing 
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Thus we can calculate C; to within a constant. Convince yourself that the values of 
Pg, and Pe, corresponding to 6,. = —6.325° are optimal. (Try other values of 949, find 


the corresponding Po, and Poz, and calculate Cp.) 
ee 


The example offers a clue to a general method for finding the penalty factors. 
The clue is to use the system 0,5 as the intermediaries. This is bound to be helpful 
since we can calculate the 4P;,/30, explicitly from the power flow equations. We 
have, first of all, 


i= DAR $ Pai $ Poi (11.46) 
i=] i=1 i=1 
where the P; are the bus powers. Using (11.46), we can calculate (using P, = Eni P) 
aP, aP Pa OP ns aP, 
wet $a te A kE., 74 
00, 00, 00, 00, Gree mA) 


Since 6, = constant (= 0°), we don’t include k = 1, 

Note that we sum contributions from all n buses, not just the m generator buses. 
Since we are including load buses (without voltage support), the load voltage mag- 
hitudes may vary with 0, and strictly speaking, this dependence should be included in 
evaluating the 4P,/a6,. For simplicity, however, we will assume the IVi are constant 
at all buses. The assumption is not an unreasonable approximation. The reader may 
recognize this as an application of the active power model discussed in Section 10.8. 

Now, with any given 0, with components 4), . . . ,6,, we can calculate the 
oP/00, explicitly from the power flow equations (10.30). Taking account of the re- 
lation Po; = P, — Pp;, we note also that with load powers fixed, dP/0, = aP,,/d0, for 
i=1,2,...,m. 

Equation (11.74) gives one expression for aP, /ð0,; we next derive an alterna- 
tive expression using (11.47) that involves quantities we need in calculating the penal- 
ty factors. Thus, using the chain rule differentiation, ‘a 


aP, _ ôP (Po) COTE + OP,(P) oP, 


k=2,3,...,n (1175) 


In (11.75) we made use of the fact that at generator buses dP,;/00, = 0P,/a0,. We also 
used the notation P, (Pc) to emphasize that the partial derivatives were of the func- 
tion P, in (11.47), Since the function P, does not include Po, among its arguments, 
ðP,/3Poı = 0 and is not included in (11.75), 

We can proceed as follows. Subtract (11.75) from (11.74) to get 


ôP, oP, oP 
a gpe yt ef), any a 
06, 06, dP oo 06, 8P om db; 06, 


Sec. 11.11 Calculation of Penalty Factors 425 


In matrix form we can replace (11.76) by 


pe aP, | 
1- — 
aP, aP aB): a 
a0, 86, a6, P, 06, 
i : : |{l-srl=-1 : (11.77) 
' , . OP in 
aP, aP aB) 4 i 
6, 00, dO, 06, 
Lt] 


Since the terms in the matrix in (11.77) relate the bus powers P; to the angles 8;, it is 
not surprising that the matrix is just the transpose of J,, found in Section 10.6. 
Since J;; is used in a similar manner in the iterative solution of power flow equa- 
tions by the Newton-Raphson method, computer programs for the solution of (11.77) 
are readily available. We can then obtain the m — 1 unknown values of 1 ~ aP, /ðPoi. 
An expression for 4P,/d6; on the right side of (11.77) is needed and may easily 
be found from (10.30). It is 


aP, 

PT = IVL IV} [Gy sin (8; - ,) - Bucos (0, -0)]  i=23,...,n (1178) 
We next consider in outline the solution for the optimal dispatch. For simplic- 

ity assume that none of the generators are at their limits (i.e., all the committed gen- 

erators are available for adjustment). Figure 11.21 is a flowchart that describes the 


solution, where 


1. The single lines represent scalars. The double lines represent vectors with 


components over the index set i = 2,3,. . . ,n, except in the case of the vec- 
tors involving the Po; and L;, which have components over the index set i = 2, 
3,...,m. 


2. F generates corrections to Pg; in the event that (11.54) is not satisfied. If 
L; X IC; is too low (high) compared with L; X IC,, the corresponding Po; 
should be raised (lowered).. 

3, The equation numbers in the blocks describe the operation. 


The steps in the solution are the following. 


1, Starting with a set of Pp, i = 1,2, ...,m and an initial set of PO i =2, 
3, . .. „m, we calculate F; = Po; — Pp, i = 2,3, ... ,n,and enter the power 
flow program and compute 9,,i = 2,3, ... „n. Since we are using the active 


power model (all the !V;i assumed known), it is appropriate to use (10.51a), 


2. We can now calculate the slack bus power P, using (10.30) and then 
Pot = P, + Ppr 
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3, Using (11.78), we also calculate oP,/90,, i = 2,3, . . . ,m, and with J,,(6) in 
(11.77) solve for 1 — aP, /ðPop i = 2,3, . . . ,m. Taking reciprocals, we have 
the L,,i=2,3,... ,m. 

4, Since L, = 1, we now have all the L; We also have all the P,;, so we can cal- 
culate the IC;. Multiplying, we get the products L; X IC;. If they are all equal, 
we have the optimal dispatch. If not, we need to change the Poni = 2, 
3, ... ,m,and iterate. Ifa particular product is too low (high) compared with 
L, X IC}, the corresponding Po; should be raised (lowered). 


This outline concludes the various solution steps. Although the outline does not 
constitute an algorithm, it is perhaps easier to follow because it is divorced from de- 
tailed computational considerations. 

It is important to note that in Figure 11.21 the basic input is the set of Pp, i = 1, 
2, . . . „h, While the output is the set of optimal Po, i = 1,2, . .. „m. In practice, 
since the load varies, it is desirable to recalculate the P,;. This is done “online” at 3- 
to 5-minute intervals at least during times of variable load. 

We consider next a very simple example which illustrates the calculation out- 
lined in Figure 11.21. 


Power flow 
program 


Figure 11.24 Solution outline of optimal dispatch. 
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Example 11.14 
Consider the system shown in Figure E11.14. Assume that 
IC,=41+07P,; i=41,2 
211 = 0.0099 + 0.099 
Zig = 0.0198 + j0.198 


For simplicity we have picked values such that z,, = 2z,,. Although the gen- 
erators are identical, line 2 has more resistance than line 1 and we expect more of the 
load will be carried by unit 1. We next find 


yu =e =l- jl 
Yo = wi = 0.5 - 5.0 


and assemble Y,,,, 


Poy = 3.0 


Figure E11.14 


-1- 710 0 0-1 + j10 
Yus = 0 -0.5 — j5.0 ~0.5 + 5.0 
-1+ j10 -05+ j5.0 -15- j15 
From Y,,; we get the values of Yp = G, + j By. From (10.30) we get 
P(0) = 1 — cos 0 + 10sin 6, (11.79) 
P,(8) = 0.5 ~ 0.5 cos 84, + Ssin Oy (11.80) 
PO) = 1.5 — cos 63, + 10 sin 4, — 0.5 cos 43) + 5 sin 43) (11.81) 


We can also find ; 
3 
P, = X, P(8) = 3 ~ 2 cos 8 — cos by (11.82) 
i=l 


and note as a check that with @ = 0, P, = U,as expected. 
To find J,, we take the required partial derivatives P/a0,, i,j = 2,3. 


a 


feta 


AIEN 
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Ph o o, We next need to calculate the 8;; corresponding to a particular Po. For the ini- 
FA = 0.5 sin ĝa + 5 cos by tial choice we pick Po = 1.5. Then P, = 1.5. We now doa simple power flow calcu- 
; lation. From (11.80) we solve (iteratively) for 64 = 17.19°. From (11.81), with 
af = ~05sin 8; -5cos8., i P, = -Po = -3.0, we solve for 6); = —0, = 8.956°. From (11.79) we find 
ôb; f P, = Po, = 1.569. Now we find 
11.83) i 
aP ( | z 
wg, 5—05 sin by ~ 5 cos 8 Ea IC, = 5.198 
l IC, = 5.150 
ðP. 3 . k % 5 
gg, T S ôa + 10 cos A; + 0.5 sin Bs) + 5 cos A) ; Using the angles 6,; = 8.956° and 0,; = 17.19° in (11.85), 
3 
Using (11.78), we calculate L = 1.0309 
aP, : L, is always 1, so 
a (1184) Li X IC, = 5.198 
aP, 
a = ~sin 9,3 — 10 cos 8, L, X IC; = 5.309 
3 j 
i : The second product is too large relative to the first, so we need to decrease Pop. 
In this case (11.77) reduces to the form Pick Po. = 1.4 and repeat the iteration. We find successively 6,3 = 16.028°, 
oP, ôP, i oP, , 913 = 9.513°, Poy = 1.667, IC, = 5.267, IC, = 5.080, and L, = 1.0242. Then 
d Oi ||" daj Ly X IC, = 5.269 
aP, aP, oP, 
0; || | 26, Ly X IC, = 5.203 
and it is easy to solve for 1 — 4P,/aP,, by using Cramer’s rule. We get We need to bring up the second product. In this manner we can continue the iterations 
= J l and soon reach the values Pa, = 1.4365, 8a = 16.451°, O13 = 9.309°, Pe, = 1.6308, 
0 ôP, IC, = 5.2415, IC, = 5.1056, and L, = 1.0266. Then 
06, ' 
ðP, aP, | L, X IC, = 5.2415 
p=- 2 L% 26 | Ly X IC, = 5.2416 
— — This is certainly close enough, so we stop here. In fact, in practice we would have 
d a stopped before this point because the accuracy of the source data and the intended ap- 
ôP, aP, | plication do not warrant the precision in the calculation. As a check of the calculation 
L 98; 36, | we can calculate the variable part of the total cost Cz and verify that the last iteration 
Substituting from (11.83) and (11.84), we get gives the smallest C; among the various trials. 
a 
ee 10 cos 813 + sin 613 10 cos ba — sin 83 ; 
10 cos 643 = sin 613 10 cos by + sin bz , 
Thus 11.12 ECONOMIC ISSUES AND MECHANISMS IN THE NEW 
MARKET ENVIRONMENT 
"s 1- 0.1 tan 813 1+01 tan 83 11.85 
hs 1+ 0.1 tan ð 1- 0.1 tan 0y (11.85) Most modern-day power systems have interconnections with all the neighboring sys- 
which is a very nice closed-form solution in this particular example | | tems. This allows the flexibility for any system to buy or sell interchange power si- 
multaneously with several neighboring systems. The price for the interchange is set 
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taking into account all the other interchanges. For instance, if an electric company 
sells interchange power to two neighbors, and if one sale is made after the other, the 
electric company would in all probability quote a higher price for the second sale, 
since the first sale would have caused the incremental cost to increase. Alternately, 
if the utility selling the power was a member of a power pool, the price would include 
the power and energy pricing portions of the pool agreement, and the seller would 
receive the cost of the generation for the sale together with some fraction of the total 
savings of all the purchasers. In this case, the sale prices would be computed by the 
pool control center and would be different from the prices under multiple inter- 
change contracts. The order in which the interchange transaction agreements are 
made is of importance in costing the interchange when a central pool dispatching 
office does not exist. 

With the advent of competition and open access, an electric supplier not in a 
neighboring system could wheel power across an intermediate system or systems to 
a customer, In this situation, the intermediate system’s transmission system is used 
to transmit power from the supplier to the customer. The AGC in the intermediate 
system will keep net interchange at a specified value. Wheeling would result in trans- 
mission losses in the intermediate system. Hence, wheeling charges will be assessed 
for such an interchange, Engineering constraints and economics would be included 
in determining the wheeling charges. 

There are other types of interchanges that could be set up between utilities. 
These include capacity interchange, diversity interchange, energy banking, and in- 
advertent power exchange. For a discussion of these topics, the reader is referred to 
Wood and Wollenberg. 

Interchange of power between systems can lead to economic benefits. To max- 
imize these benefits, several utilities in the United States have formed power pools 
that incorporate a common dispatch center. This entity administers the power pool 
and sets up the interchange between members, In addition to providing greater 
economies in operation, the pools provide increased reliability by allowing members 
to draw energy during emergencies and cover each others’ reserves during mainte- 
nance or forced outages. Further details of pool operation fre provided in Wood 
and Wollenberg (Chapter 10). 

In the new environment of competition, it is envisioned that operations will 
move from a cost-based market to a price-based market. An auction market mech- 
anism (described in Kumar and Sheblé) is one of the various ways to perform price- 
based operation. In what follows, the operation of the brokerage system is assumed 
to be on an hourly basis. The auction market structure can be thought of as a com- 
puterized market. Each market player has a terminal (PC, workstation, etc.) con- 
nected to an auctioneer (auction mechanism) and a contract evaluator. Players 
generate bids (buy and sell) and submit the quotation to the auctioneer. A bid con- 
sists of a specified amount of electricity at a given price. The auctioneer matches the 
buy and sell bids subject to approval of the contract evaluator. The contract evalu- 
ator verifies that the network can remain in operation with the new bid in place. If 


x Sa 
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the network cannot operate reliably, then the match is denied. The role of the con- 
tract evaluator is played by the independent system operator (ISO). 

The framework for the auction mechanism just described allows for cash (spot 
and forward), futures, and planning markets. In the spot market structure, spot con- 
tracts reflect the current price of the transaction. A seller and a buyer agree (either 
bilaterally or through an exchange) upon a price for a certain number of MWs to be 
delivered sometime in the new future (e.g.,50 MW from 2:00 pM. to 5:00 rM. tomor- 
row). The buyer has need for the electricity, and the seller has electricity to sell, and 
an arrangement is made for the energy to be delivered through the electrical trans- 
mission system. A forward contract is a binding agreement in which the seller agrees 
to deliver an amount of a particular product with a specified quality at a specified time 
to the buyer. The forward contract is further into the future than is the spot market. 
In both the forward and spot contracts, the buyer and seller want to exchange the 
physical commodity (e.g., the energy). A futures contract is primarily a financial in- 
strument that allows traders to lock in a price for a commodity in some future month. 
This helps the traders to manage their risk by limiting potential losses or gains. A fu- 
tures option contract is a form of insurance that gives the option purchaser the right, 
but not the obligation, to buy (sell) futures contract at a given price. For each options 
contract, in return for a premium, there is an obligation to sell (buy) at the strike 
price. Both the options and futures contracts are financial instruments designed to 
minimize risk. Although provisions for delivery exist, they are not convenient. The 
trader ultimately cancels his or her position in the futures market with either a prof- 
it or a loss. The physical commodity is then purchased on the spot market to meet 
demand, with the profit or loss having been locked in via the futures contract. The 
growth of the transmission grid requires transmission companies to make contracts 
based on the expected usage to finance projects. The planning market would un- 
derwrite the usage of equipment subject to long-term commitments to which distri- 
butions and generation companies are bound by the rules of network expansion to 
maintain a fair market price. 

An auction is a method of matching buyer(s) and seller(s) through bids and of- 
fers. A double auction has both seller(s) and buyer(s) submitting bids and offers, 
while in a single-sided auction only one of these is allowed to submit prices. The 
electric system in the United Kingdom uses single-sided auctions in which the elec- 
tricity generators submit generator unit commitment schedules with their offer. The 
buyers do not submit any bids. The sellers are in competition with each other. In ad- 
dition to double- and single-sided auction methods, two companies could also contract 
with each other bilaterally outside of an organized exchange. Bilateral agreements 
could be considered to be special cases of double auctions in which there is only one 
buyer and one seller. 

The auction is the pricing mechanism for the markets described previously. In 
each of the markets, bids and offers are sorted into descending and ascending order 
respectively, similar to the Florida Coordination Group approach described in 
Wood and Wollenberg. The average of the bid and offer price of each pair of valid 
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matches (weighted by the number of megawatts) is used to determine one overall 
equilibrium price. This is similar to the power pool split savings approach used in 
many regions of North America except that each of the valid contracts will have the 
same price. If a sufficient number of valid matches do not occur, then price discov- 
ery has not taken place. The auctioneer then reports that price discovery did not 
occur and will ask for bids and offers again. The buyers and sellers adjust their bids 
and offers and another cycle of the auction is played. The cycle continues until price 
discovery occurs, or until the auctioneer decides to match whatever valid matches 
exist and continue to the next round or hour of bidding. After price discovery, the 
auctioneer asks if another round of bidding is requested. If the market participants 
have more energy to sell or buy, they request another round. Allowing multiple 
rounds of bidding for each time period allows the participants to use the latest pric- 
ing information in forming their present bid. The process is continued until no more 
requests are received or until the auctioneer decides that enough rounds have taken 
place. 

In the competitive environment, when vertically integrated electric companies 
are organizationally separated into independent GENCOs, TRANSCOs, and 
DISTCOs, several new implications will arise with respect to the traditional concepts 
of economic dispatch and load frequency control described earlier in this chapter. 
With the advent of independent generation companies, circumstances could exist 
whereby generation entities would have only one generator, or existing generation 
could be sold (in which case there could be two separate generation companies in an 
area that was previously served by a single vertically integrated electric utility). In 
the first case of a generation company having only one generator, the need to perform 
economic dispatch in a competitive market place does not exist. In the second case, 
with each generation company supplying a certain load pattern, the economic dis- 
patch will have to be reformulated to match the load supplied by each company and 
thus becomes a little more involved. 

In terms of load frequency control, if customers in a different control area con- 
tract a supplier for load following, then several new issues arise. One solution to this 
need is given by performing dynamic scheduling. Difhamic scheduling (NERC 
Interconnected Operations Services Working Group Final Report, March 1997) ser- 
vice provides the metering, telemetering, computer software, hardware, communica- 
tions, engineering, and administration required electronically to move a transmission 
customer’s generation or demand out of the control area to which it is physically con- 
nected and into a different control area.. This would greatly increase the need for 
metering as the number of such customers increases. A brief description of the con- 
cept of dynamic scheduling is provided here. In order to illustrate this idea, we first 
introduce the notion of host and metered control areas. The host control area for a 
load serving entity (LSE) or for a generator is the control area for the transmission 
system to which the LSE’s load or the generator is physically connected. If the trans- 
mission system to which the LSE is connected is physically within several control 


areas, these control areas are the host control areas for portions of that LSE’s load. 


The host control area of LSE never changes so long as the LSE continues to be di- 


i 
f 
$ 
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Dynamic schedule 


New control 


area's AGC 


This control area is the 
LSE's or generator's 
metered or electronic 
control area 


Figure 11.22 Host and 
metered control area concepts 


rectly connected to the control area’s transmission system. Using dynamic schedul- 
ing, an LSE or generator may change its metered control area from its host control 
area to a new control area, as shown in Figure 11.22. The new control area then be- 
comes the LSE’s or generator’s metered control area. To clarify this explanation, 
consider a large steel plant that is connected to the transmission system in control area 
A (new control area). In the new market environment, this steel plant contracts to 
obtain its electricity and load-following capability from an electric utility in control 
area B (host control area). As a result, the utility in control area B has to adjust its 
generation to meet the load demand of the steel plant. If not, the steel plant will 
lean on contro] area A and inadvertently draw power. Dynamic scheduling allows the 
existing schedule of interchange between control area A and control area B to be 
adjusted dynamically by monitoring the steel mill load and adjusting the ACE be- 
tween the two areas, 


11.13 TRANSMISSION ISSUES AND EFFECTS IN THE NEW 


MARKET ENVIRONMENT 


With the advent of the competitive market structure and the flexibility to wheel 
power across the transmission network, several technical issues dealing with the 
network’s capability to transfer power arise. These issues involve the physical ca- 
pacity of the network to handle power flows reliably or securely. The Federal En- 
ergy Regulatory Commission (FERC) issued orders 888 and 889, which specified 
the role of available transmission capability (ATC) in using the transmission sys- 
tem open access for effective competition and established the Open Access Same 
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Time Information System (OASIS). The OASIS started operation on January 3, 
1997, with postings of the required ATC information. FERC’s clear intent is for the 
transmission providers to make available commercially useful and applicable in- 
formation. It is clear from this initiative that the transmission service is the most 
critical element in making competitive markets work. Transmission systems are 
currently being used in a manner for which they were not planned or designed. 
The number of transmission transactions has increased. Transmission constraints 
are being reached with a higher frequency, and there is an increase in the reserva- 
tions made for firm transactions. Following the FERC order, the North American 
Reliability Council (NERC) brought together the industry to establish a frame- 
work for ATC definition and evaluation. NERC formulated key principles of ATC 
evaluation that require compliance by all systems, power pools, subregions, and re- 
gions. These concepts are presented in several NERC reports that are available at 
the following Web site: http://www.nerc.com/. The essential features of these con- 
cepts are discussed next. 

The transfer capability is a network number. It measures the ability of the in- 
terconnected electric systems to move or transfer power reliably from one location 
to another taking into consideration all the transmission lines or paths between the 
two locations under specified conditions. This number is defined for a given send- 
ing area (source) and a given receiving area (sink), for a specific time, and is depen- 
dent on the parameters of the state of the system. In order to calculate ATC, the 
following components need to be defined and evaluated: 


Total transfer capability (TTC) determines the amount of electric power that can 
be transferred over the interconnected transmission network in a reliable man- 
ner based on all of the following conditions: 


1. For the existing or planned system configuration, and with normal (pre- 
contingency) operating procedures in effect, all facility loadings are with- 
in normal ratings and all voltages are within normal limits. 

; ; Jo. $ 
The electric systems are capable of absorbing the dynamic power swings, 
and remain stable, following a disturbance that results in the loss of any 
single electric system element, such as a transmission line, transformer, or 
generating unit. 
After dynamic power swings subside following a disturbance that results 
in the loss of any single electric system element, as described in condition 
2, and after the operation of any automatic operating systems, but before 
any postcontingency operator-initiated system adjustments are imple- 
mented, all transmission facility loadings are within emergency ratings 
and all voltages are within emergency limits. 


r 


we 


4. With reference to condition 1, when precontingency facility loadings reach 
normal thermal ratings at a transfer level below that at which any first 
contingency transfer limits are reached, the transfer capability is defined 
as the transfer level at which such normal ratings are reached. 
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5. In some cases depending on the geographical area, specified multiple con- 
tingencies may be required to determine the transfer capability limits. If 
these limits are more restrictive than the single contingency limits, they 
should be used. 


With this very general definition, we note that the TTC is a function of system 
_ thermal, voltage, and transient stability limits and is given by 


TTC = min{thermal limits, voltage limits, transient stability limits} 


Transmission reliability margin (TRM) is the amount of transfer capability nec- ` 
essary to ensure that the interconnected transmission network is secure under 
a reasonable range of system conditions. This measure reflects the effect of 
various sources of uncertainty in the system and in system operating conditions. 
It also captures the need for operational flexibility in ensuring reliable/secure 
system operations. 

Capacity benefit margin (CBM) is the amount of transfer capability reserved by 
load-serving entities to ensure access to generation from interconnected neigh- 
boring systems to meet generation reliability requirements. 


ATC then is defined to be a measure of the transfer capability remaining in the 
physical transmission network for further commercial activity over and above al- 
ready committed uses. It is given by the relationship 


ATC = TTC - TRM - CBM - existing transmission commitments 


FERC requirements call for the calculation and posting (on the OASIS) of continu- 

ous ATC information for the next hour, month, and for the following 12 months. 
Several regions have already started calculating and posting ATCs. However, 

there are certain inconsistencies in their calculation that need to be addressed: 


1. Use of real-time conditions for ATC calculation. 

2. Use of accurate power flow methods to calculate ATC rather than de power 
flows or linear interpolation techniques. 

3. Power system flows are not independent. 

4, Individual users do not coordinate their transmission system use. 


5. Limiting effects on a transmission system are nonlinear functions of the 
power flow. l 


We will now address some of these issues and provide an illustrative example ob- 
tained from Wollenberg (“Privatization and Energy Management Systems,” Pro- 
ceedings of the Power System Operators Short Course). The ATC measures the 
capability of the transmission system to deliver power from one location to another. 
The flow from the production point to the purchase point uses every available trans- 
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mission path. The flow on each intermediate transmission facility is determined by 
its impedance. As a result, the transmission path cannot be fixed a priori. If any 
path is carrying power beyond thermal, voltage, and transient stability limits, the en- 
tire transaction must be reduced. The total transfer capability of the transmission sys- 
tem is the maximum transfer up to the point where oné transmission line in the system 
reaches a limit and can be reduced by another transaction. 


2070.8 MW 


a ei iti 


REGION A 


pe 
Example 11.15 


In this example we consider a power system consisting of 11 zones and four Tegions. 
The ATC from Zone 1 to Zone 11 is first calculated. This is done by running power 
flows and increasing the power injected at Zone 1 and the power obtained at Zone 11 
until a limit is reached. In this case, the double circuit line from Zone 10 to Zone 11 
Teaches a maximum limit of 500 MW when the power injected at Zone 1 is 2070.8 MW. 
The power flow pattern is shown in Figure E11.15(a). 

From the description just given, we note that the ATC should be calcu- 
lated taking into account the thermal, voltage, and transient stability limits. The 
system considered in this example has a steady-state contingency limitation. This lim- 
itation arises as the result of the outage of any one circuit between Zone 10 
and Zone 11. If any one of the lines between Zone 10 and Zone 11 is lost, the 
flow on the remaining line will be 275 MW. This flow leaves the remaining circuit 
at 10% overload (which is allowable as an emergency rating for a short period of 
time). This postcontingency situation occurs when th!maximum transfer between 
Zone 1 and Zone 11 is 1608.5 MW. The flow patterns with both lines in service and 
the flow from Zone 1 to Zone 11 at 1608.5 MW are shown in Figure E11.15(b). 

The ATC should also take into account other simultaneous transactions. For the 
system being considered, the ATC is calculated between Zone 1 and Zone 11, togeth- 
er with a second transaction of 3000 MW between Zone 4 and Zone 6. In this case the 
limiting contingency is one circuit from Zone 4 to Zone 6. With this simultaneous 
transaction, we note that some of the transmission system capability is used up and 
the ATC from Zone 1 to Zone 11 is reduced to 1020.7 MW. The power flows in the 
system are depicted in Figure E11.15(c). 
a a E a 


REGION C 


REGION D 


Figure E11.15(a) ATC calculation for normal system with Zone 1-Zone 11 
flow at 2070.8 MW. 
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Figure E11.15(b) ATC calculation taki 
Zone 1-Zone 11 flow at 1608.5 MW. 
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REGION D 


ng into account contingencies with 


With loss of one 
circuit of four on 
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REGION D 


Figure E11.15(c) ATC calculation taking into account contingencies and 
additional transaction fram Zone 4 to Zone 6 with Zone 1-Zone 11 flow at 
1020.7 MW. 
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The ATC for all zone-to-zone transactions as seen on the four Regional OASIS 
sites is shown in Table E11.15. 


TABLE E11.15 ATC FOR ALL ZONE-TO-ZONE TRANSACTIONS 


Region A ATC Region B ATC Region C ATC Region D ATC 


From-lo MaxMW From-To MaxMW From-To MaxMW From-To MaxMW 


12 2070.8 45 3408.7 8-9 1467.2 11-6 2230.8 
2-1 2070.8 54 3408.7 9-8 1467.2 11-7 2223.1 
1-3 1761.2 46 3547.5 8-10 1926.7 14-410 660.8 
3-1 1761.2 6-4 3547.5 10-8 1926.7 
2-3 1390.6 47 4830.3 9-10 1147.3 
3-2 1390.6 7-4 4830.3 10-9 1147.3 
24 3259.0 5-7 3332.1 8-3 1402.7 
2-5 2388.1 7-5 3332.1 9-3 974.2 
38 1402.7 6-7 3334.8 10-11 660.8 
39 974.2 14 3334.8 
42 3259.0 
5-2 2388.1 
6-11 2230.8 
7-11 2223.1 


From the results shown in Table E11.15, we would like to depict one important 
aspect of the ATC calculations. Given the results posted on the OASIS for the ATC 
calculations, in order to determine the ATC from Zone 1 to Zone 11, one cannot sim- 
ply connect the dots in the table to obtain the ATC. We note that from Table E11.5 
we have the following information: 


From To Path ATC (from Table E11.15) 


i. 2 2070.8 MW 
2 4 3259.0 MW 
4 6 3547.5 MW 
6 u 2230.8 MW 


Therefore, the ATC from Zone 1 to Zone 11 is the minimum along the Zonal path 
1-2-4-6-11, or ATC from Zone 1 to Zone 11 = 2070.8 MW. However, at the flow 
level of 2070.8 MW, if one circuit from the Zone 10 to Zone 11 interface is lost, the re- 
maining circuit will overload to 141% of the rating of 250 MW, which is unacceptable. 
Asa result, the ATC from Zone 1 to Zone 11 is actually 1608.5 MW without any other 
transaction. If one had simply added up all the flows by connecting the dots, the re- 
sulting operating condition would be insecure. 

The brief description of the ATC calculation provided here shows the important 
role power flow calculation will play in the competitive market environment. The 
concepts presented here also indicate that a greater emphasis on analysis will be need- 
ed to maintain the reliability and security of the system. 
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In this chapter we considered the two components of automatic generation control: 
load frequency control.and economic dispatch. In load frequency control, we consid- 


` ered the modeling of the servo-assisted speed governor and turbine. This led to the 


block diagram shown in Figure 11.4. This may be used to complete the block diagram 
of the single machine-infinite bus system previously described, and is shown in Figure 
11.6. The model now includes both voltage and power control loops. In analyzing the 
power control function, we frequently use the much simpler block diagram in Figure 
11.8, in which the loops associated with the voltage control system are suppressed. 

Similar simplifications are made in dealing with power control in the multima- 
chine case. Figure 11.11 shows the resulting block diagram in the case of generating 
unit 1. The utility of the model is illustrated by its use in calculating frequency changes 
following increases in load as a function of the frequency droop characteristics of the 
individual generating units. 

We may also use the model to describe pool operation in terms of the behavior 
of individual control areas. As an application, in the two-area case it is shown how 
tie-line bias control is successful in meeting the basic objectives of pool operation. 

Economic dispatch deals with the important problem of minimizing fuel costs 
in supplying a given load. This constitutes the second part of AGC. We assume that 
fuel-cost curves are available for all the (committed) generating units. In the classic 
economic dispatch problem, neglecting losses in the transmission links, we find a sim- 
ple optimal dispatch rule: Operate all generators that are not at their limits at equal 
incremental cost A. 

With transmission-line (link) losses considered, the rule is modified as follows: 
Operate all generators that are not at their limits such that for each generator the 
product of penalty factor and incremental cost is A. In calculating the penalty factors 
(and the optimal dispatch), we use iterative techniques as described in Section 11.11. 
The importance of controlling generator output to reduce fuel costs is also discussed. 

We introduce some emerging concepts with regard to economic issues and mech- 
anisms in a competitive electricity market. We present some concepts of pool opera- 
tion and introduce the mechanism of the auction market. The potential effect of these 
changes on economic dispatch and load frequency control are also presented. 

Finally, the impact of the new market environment on the power system network 
related to operations is presented. Concepts dealing with transfer capability are pre- 
sented. The various components inyolved in calculating ATC are described, and the 
role of power flow analysis in meeting NERC requirements in the competitive envi- 
ronment is highlighted. 


Problems 


11.1. A turbine-generator set is operating open loop (i.e. the generator speed w is not fed back 
to the governor). The turbine output is 500 MW at 3600 rpm. System parameters are 
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11.2. 


11.3, 


11.4, 


11.5, 


116 


11.7. 
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R = 0.01 rad/MW-sec, Tg = 0.001 sec, and 7; = 0.1 sec. Suppose now that the output 
increases to 600 MW. Find the new turbine speed. 

For the isolated generating station with local load shown in Figure P11.2, it is observed 
that AP, = 0.1 brings about Aw = —0.2 in the steady state. 

(a) Find 1/R. $ 

(b) Specify AF, to bring Aw back to zero (i.e., back to the frequency w = wy). 


Figure P11.2 


Assume an isolated generating station with a local load and with To = 0, 
Tr=1,Tp= 20, D =107,R=25, AP, = u(t), and AP. = 0. These constants are 
appropriate for calculating Aw in rad/sec. Determine Aw(t). 

Suppose that the generator in Problem 11.3 is connected to a large system through a tie 
line with 7 = 10. Assume that the large system is approximated by an infinite bus. 
Making reasonable approximations, solve for Aw(t) and compare the results with those 
in Problem 11.3. 

Two machines on speed-governor control are interconnected and supplying the same 
load, when the load suddenly increases such that the steady-state frequency deviation 
is 0.015 Hz. If both machines have a droop of 5% (R = 0.05), and machine A is rated 
at 250 MW while machine B is rated at 400 MW, compute the steady-state deviation in 
power for each machine. 


You are given two system areas connected by a tie line with the following characteristics: 


R= 0.01 p.u. 
D = 0.8 pu. 
Base MVA = 500 | Base MVA = 500 


A load change of 100 MW occurs in area 1. Assume both areas were at nominal fre- 
quency (60 Hz) to begin. 

(a) What is the new steady-state frequency in Hz? 

(b) What is the change in tie-line flow in MW? 


The fuel input rate of a gas-fired generating unit is approximated as follows: 


fuel input rate = 175 + 8.7P, + 0.0022P} MBtu/hr 


where Pg is the 36 power output in MW. If the cost of gas is $5 per MBtu, find 
(a) The fuel input rate when the unit is delivering 100 MW 


Chap. 


11.8. 


11.9. 


11.10. 


1.11 


11.12. 


11.13. 


11.14. 


1115. 
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(b) The corresponding fuel cost in dollars/hr 
(c) The incremental cost in dollars/MWh 
(d) The approximate cost in dollars/hr to deliver 101 MW 


Assume that we have the following fuel-cost curves for three generating units: 
Ci( Poi) = 300 + 8.0P,, + 0.0015P2, 
C,( Poy) = 450 + 8.0P 5) + 0.0005P2, 
C3(Pg3) = 700 + 7.5P,; + 0.0010P2, 


Neglecting line losses and generator limits, find the optimal dispatch and the total cost 
in dollars/hr when the total load, Pp, is (a) 500 MW, (b) 1000 MW, and (e) 2000 MW. 


Suppose that instead of operating optimally, the three generators in Problem 11.8 share 
the load equally. Find the additional cost per hour in cases (a), (b), and (c). 


Repeat Problem 11.8, but this time introduce the following generator limits (in MW): 
50 < Py, = 400 
50 < Py = 800 
50 < Poz = 1000 


The three generating units in Problem 11.8 (subject to the generator constraints in 
Problem 11.10) are connected to the same plant bus. Plot the graph of plant incre- 
mental cost versus total load P, when the generators are sharing the load optimally. Plot 
the graph for 150 < P) < 2200. 

For the system in Problem 11.10 suppose that P = 1800 MW and calculate the ap- 
proximate additional cost per hour of supplying one additional megawatt (i.e.,1801 MW). 
Two generating units supply a system. 


G: IC, =0.012P,, + 8.0 dollars/MWh 
Gy IC, = 0.0182 + 7.0 dollars/MWh 


Gi 100 MW <P, < 650MW 
G; S0 MW < Pa < 500 MW 


(a) Find the system A for optimal operation when Ps, + Pg) = Py = 600 MW. Find 
Po; and Pe. 

(b) Suppose that Pp increases by 1 MW (to 601 MW). Find the extra cost in dollars/hr. 

Suppose that there are n generating units on economic dispatch supplying a total load 

Pp. The incremental cost of each generating unit is IC; = 8, + 2y;P,, Neglecting line 

losses and generator limits, show that the relationship between system A and Py is lin- 


ear, in fact, . 
n Bi ) / n 4 
(n S) /3 2 
5 2 Yi 2 2y; 
Hint: Operating on economic dispatch, B; + 2y,P5, = A, fori=1,2,...,n. Solve 
for Pani = 1,2, ... „n and add to get Pp in terms of A and the £; and y; parameters. 


Jack and Jill are dispatchers at the Ideal Power Company, which has lossless lines and 
three generating units. Jack claims that the system is on economic dispatch. In the 
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next few minutes Jill observes the following sets of data representing incremental 
changes in generator MW outputs and total production cost rates:. 


AC; (dollarsfhr) APs, APy, APa 


0 1 1 =2 
30 1 1 1 
-20 -3 1 1 


After the third reading she says, “Jack you're wrong.” How does she know? 

11.16. Consider a short transmission line with (per phase) series impedance z = r + jx. Show 
that if IVi = IV, r Kx, and ® is small (so that 1- cos 0, = 0f2/2, and 
sin 6;) = ;2), then, as an approximation, the line losses vary quadratically with the 
transmitted (active) power. In fact, 


r 


P, =P 
L vP 12 


11.17, Repeat Example 11.11 but assume that IC, = 0.002P,; + 7.0, P, = 0.0008( Pq: — 100), 
Pp, = 300 MW and Pp, = 100 MW. Suppose that Pp increases from 400 MW to 
401 MW. Find the increased cost per hour to supply the additional 1 MW. 

11.18, Suppose that in Problem 11.17 line losses were ignored in calculating the optimal dis- 
patch. In this case we would pick Po, = Poz. With this assignment, calculate P, and the 
increased cost of supplying the total load power Pp = 400 MW. 

11.19. In Example 11.13 suppose that IC; = 7.0 + 0.02P,; Do a few iterations to estimate 
the optimal Por, Poz and the resulting P,. 


D11.1 DESIGN EXERCISE 


In the design problem in Chapter 10, the power flow analysis was conducted on the 
transmission system designed to serve the new steel mill load and to account for the 
normal load growth in the system. For the design completed i in Chapter 10, determine 
the ATC for supplying the steel mill load from the Parrot¥bus 3) generator using the 
guidelines provided in Section 11.13. In determining the ATC, use the transmission 
limitation determined in the contingency analyis performed in Phase II of the design 
in Chapter 10. Voltage stablility limits and transient stability limits need not be in- 
cluded in the calculation of ATC. 
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CHAPTER 12. = 


Unbalanced System 
Operation 


12.0 INTRODUCTION 


Normally, a power system operates under balanced conditions. Efforts are made to 
ensure this desirable state of affairs. Unfortunately, under abnormal (i.e., fault) con- 
ditions, the system may become unbalanced. 

Some typical nonsymmetric transmission-line faults are shown in Figure 12.1. 
We show the faults with zero impedance, but in general, nonzero impedances must 
also be considered. In addition, there are faults on generators and other equipment. 

Line faults are the most common because lines are exposed to the elements. 
Usually, faults are triggered by lightning strokes, which may cause the insulators to 
flash over. Occasionally, high winds topple towers. Wind and ice loading may cause 
insulator strings to fail mechanically. A tree may fall across a line. Fog or salt spray 
on dirty insulators may provide conduction paths associated with insulation failure. 

The most common type of fault by far is the single line-to-ground (SLG) fault, 
followed in frequency of occurrence by line-to-line (LL) faults, doubl e line-to-ground 
(DLG) faults, and balanced three-phase (3¢) faults. 

Much less common are faults on cables, circuit breakers, generators, motors, 
and transformers. A generator, motor, or transformer may fail if thermal ratings 
have been exceeded for long periods of time; the insulation may then have deterio- 
rated sufficiently so that mechanical vibration and expansion and contraction due to 
thermal cycling may bring about a total failure of the insulation at some point. 

It is important to study’ the system under fault conditions, in order to provide 
for system protection. We need to confirm that the ratings of the circuit breakers 
and the settings of relays that trip them are correct. Using the techniques demon- 
strated in this chapter for determining the currents and voltages in different parts of 
the network under faulted conditions, the short-circuit MVA is calculated. These 
techniques are used to select appropriate circuit breaker ratings. In addition, in the 
design phase, the transformer connections and the grounding schemes are specified 
with concern for the same abnormal conditions. 
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i ine-li i Open 
Single line-ground Line-line Double line-ground p 
' SLG (LL) (DLG) conductor 


Figure 12.4 Some nonsymmetric transmission-ine faults. 


Initially, we are going to consider only steady-state behavior. This will help fix 
the fundamental ideas. Later we will modify the analysis to give an estimate of the 
more extreme conditions during the initial few cycles of the transient. 

For the steady-state analysis of unbalanced systems, we are going to use the 
method of symmetrical components due to Fortesque. As will be seen, it not only sim- 
plifies the problem numerically, but, more important, its use definitely improves our 
understanding of system behavior during fault conditions. 

We will next describe symmetrical components and illustrate their use. 


42.1 SYMMETRICAL COMPONENTS 


Suppose that we are given an arbitrary set of three phasors, say 1,, Ip, and Z,. We 
emphasize that the set is perfectly arbitrary. We claim that we can represent J,, lp, 
and J, in terms of nine symmetrical components—I?, 17,17, 15,13 I5, PEI 
—as follows: 

L=BL+} +i; 

L=B+1 +I; 4 (12.1) 

20) Pied 
where 1°, 19, I? are a zero-sequence set, 17, If, 17 are a positive-sequence set, and 
I3, 1, , I; are a negative-sequence set. 

By now we are familiar with (balanced) positive (abc)-sequence and (bal- 
anced) negative (ach)-sequence sets. A zero-sequence set 14, 1 ? and 7? has the fol- 
lowing property: 

fah=1 


Thus, like positive- and negative-sequence sets, all the magnitudes are the same. But 
here the phases of the a, b, and c components are also identical. Although I rI, 
and 7° are not a balanced set, the set has a useful symmetry. 

We can rewrite (12.1) as a matrix equation: 
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L) TE) TĘGI IR 
Ri=| i) + ib) +] ts | (12.2) 
El eee? E 


defining I as the (current) vector with components J, Z, and J,,and I°,1*, and I” as 
the zero-, positive-, and negative-sequence (current) vectors whose components are, 
respectively, the zero-sequence set, the positive-sequence set, and the negative- 
sequence set. We can write (12.2) using vector notation: 


T=P+04r (12.3) 


We now will show how to find the nine symmetrical components. As a nota- 

tional convenience we first introduce the complex number a = e”*° = 1/120°. Just 
as in the case of the complex number j = e7”, it is helpful to think of a as an oper- 
ator. Multiplication of a complex number I by a leaves the magnitude unchanged and 
increases the angle by 120° (ie., it rotates 7 by a positive angle of 120°). 
l It is clear that only three of the nine symmetrical components may be chosen 
independently. The common convention is that 77 , Z7, and Z? are chosen as the in- 
dependent (lead) variables and the remainder are then expressed in terms of the lead 
variables. Applied to (12.2), we get 


L, 1 1 
|= El.) tli) |+| a (12.4) 
I, 1 a a 
which is equivalent to 
L 1 1 tte 
hi=|1 æ alli (12.5) 
I, 1 a ejl 


Define the symmetrical components (current) vector I, with components /°, Z4 , and 
I; . Also define 


1 1 1 
A=|1 œ a (12.6) 
1a d 


A is called the symmetrical components transformation matrix. Now we can use ma- 
trix notation in (12.5). . 


I= Al, (12.7) 


where I is the phase (current) vector and I, is the symmetrical components (cur- 
rent) vector. 

The reader can confirm that det A = 3(a — a”). Since det A # 0, the inverse 
exists. In fact, 


ee ae eee eae 
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At=sli a œ (12.8) 
3 2 
1 o@& ga 


Thus we have a formula for calculating I, from I: 


L=A`I (129) 


or more explicitly, in terms of components, 


A 
i; *3 i a œ 1, 
I 1 é afl, 


Once we know I, (which gives us the leading symmetrical components I CE a ) we 
can calculate the remaining six components by using the properties of the positive-, 
negative-, and zero-sequence sets which they represent. 

Note the following points. 


1, Usually, we leave out the subscript a when writing the components of L. The 
subscript a is understood, just as in per phase analysis, where we write, say, V, 
and V;, reserving the subscript to designate bus number for example. 

2, In all the algebra that we need to do, we use the identities o° = a*, 
&=1,1+a + a = 0, where a* = e77} is the complex conjugate of a. 

3, In many texts the notation 0, 1,2 is used instead of 0,+,-. 

4, Any set of three phasors (not just I, I, J.) can be represented by symmetrical 
components and we will take (12.1) to (12.9) to apply in general. 

5, In (7.16), together with i, and i, we defined the zero-sequence variable ip. In 
the examples the zero-sequence variables always turned out to be Zero because 
we assumed balanced conditions. Under unbalancedgonditions ig is not neces- 
sarily zero. l 


We next consider an example. 


Example 12.1, Finding Symmetrical Components 
Given J, = 1/0°, J, = 1/-90° and J, = 2/135°, find 12,1}, and Jz. 


Solution Using (12.9), we have 


ro 1 1 1 1/0° 
Ii |==|1 a a? || 1/-90° 
G 1 @ a| 2/85 


t 
| 
l 
, 
i 
f 
i 
| 
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Carrying out the complex arithmetic, we get 


l 
K = 3 (120° + 1/-90° + 2/135°) = 0.195 /135° 


1 
Iè = 3 (120° + 1/30" + 2/375") = 1311/19 


1 
l = zi + 1/150° + 2/255°) = 0.494 /-105° 


As a check we can use the calculated values and find that J, = [2+ I} +17 =1 Æ. 


Exercise 1. Using the results of Example 12.1, sketch in the complex plane and 
label the three symmetrical components that make up I°. Repeat for I" and T~. Using 
all nine symmetrical components, as in (12.1), show graphically that the (appropriate) 
symmetrical components add up to give J,,/,,and L. 


Exercise 2. Suppose that we have a set of unbalanced line-line voltages, V, Vye, 
and V,,. Show that the corresponding zero-sequence voltage is always zero. 


The results of the next example will be used in explaining how symmetrical 
components are used in fault analysis. 


Example 12.2. Finding Symmetrical Components of Single Line-to-Ground (SLG) 
Fault Currents 


Suppose that we are given an SLG fault current J/ on phase a. By that we mean the 
phase a fault current Z, = I’ and the phase b and phase c fault currents, [and Ip, re- 
spectively, are zero. The situation is shown in Figure E12.2(a). Even though the cur- 
rents Jp = Zy = 0, itis useful to define a hypothetical three-phase “stub” with currents 
Lp Tey, and Lp. We then define a vector fault current 


Figure E12,2(a} 
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any 

` e . f 
With this general introduction we next wish to find the symmetrical components of F, 
and interpret the result. 


Solution From (12.9), 


f 
Iy 1 1 1 1jjZ i 1 
ly a5 1 a jlo ay 1 
ly 1 a@ a] {0 1 


Thus 74 = Iz = Iy = 1//3. With these three leading symmetrical components we 


can easily find the remaining six. nar 
By way of interpretation we can consider (12.4) as it applies in this example. We get 


I 1 1 i 1 If 1 
Ol=—l/1l\+~|e¢]+7Z] @ 

3 3 3], 
0 1 a a 


Thus the (actual) fault current vector I! may be seen to be the sum of a zero- 
sequence fault vector I}, a positive-sequence fault vector Iż and a negative-sequence 


fault vector I; . ar PR i 
We can check the result graphically. For simplicity we pick J’ real and show a 


nine symmetrical components [Fig. E12.2(b)]. We note that 
hyp = t Igt Rye 
Igy = Thy + Tay + Thy = 9 
Ip = 1h + 1g + Ty = 0 


which checks. 


ly ly 


Ty, Iy 


Figure E12.2(b) 
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Exercise 3. Convince yourself by doing the algebra that if {J,, /,,1.} is a positive- 
sequence set, then I} = 1, I7 = [2 = 0. Consider what happens for negative- 


sequence and zero-sequence sets. 
a ee 
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42.2 USE OF SYMMETRICAL COMPONENTS FOR FAULT 


ANALYSIS 


To introduce the method of symmetrical components for finding voltages and 
currents in faulted systems, consider the circuit in Figure 12.2, consisting of impedances 
and ideal voltage sources. For numerical simplicity we will assume the “bridging” 
impedances that connect the voltage sources to the “load” impedances have the same 
numerical value Z. The use of such a simple circuit is only to introduce the method. 
Later, we will introduce a realistic power system model. 

In Figure 12.2 suppose we wish to find the fault current /’. It is clear that we 
cannot solve the problem by per phase analysis because the faulted network does 
not have the required three-phase symmetry. We could solve the network by gener- 
al circuit analysis techniques, but this approach is too complicated and provides lit- 
tle in the way of physical insights. 

We now make an important observation. Except for the fault, the network is 
symmetrical. This suggests the following approach. Suppose we remove the net- 
work branch in which the fault current 7/ flows and replace it by a source current of 
the same value. In this way the network symmetry is restored! 

It would seem that we have only exchanged one difficulty (unsymmetrical net- 
work) for another (unbalanced source). However, by using the symmetrical com- 
ponents introduced in Section 12.1, we can replace the unbalanced (three-phase) 
fault current by the sum of a (three-phase) zero-sequence source, a (three-phase) 
positive-sequence source, and a (three-phase) negative-sequence source. Using the 
principle of superposition, the problem becomes quite amenable to solution, as we 
will soon show. , 

Before proceeding however, let us try to justify the substitution of source (of cur- 
rent I/) for the impedance element Z’ (carrying the current 7^). 

For the rest of the network it does not matter how J’ is generated. All the net- 
work “knows” is that a current J’ is being extracted from the node labeled a’. Thus 


Figure 12.2 System with single line-ground fault. 
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if we replace the branch in which the current Z f flows, by a current source of value I, 
nothing will change in the solution of the rest of the network. In circuit theory text- 
books, a more general version is offered under the title of the substitution theorem. 
Note that the replacement of 7f at this stage is at the conceptual level; we do not yet 
know its numerical value. Note also that the process works in reverse; we can re- 
place a current source by a branch, provided that the branch impedance is chosen so 
that the current does not change. 

Following the plan discussed earlier, let us replace the SLG fault current on 
phase a by symmetrical components. Repeating the result in Example 12.2., we have 


log = Up + Igt Iy 
Ty = 15 + Ty + Ty = 0 


The preceding components are specified in Figure E12.2(b). In particular, note that 
Ii = Ig = Dy = 3. 

We are thus led to the situation in Figure 12.3. 

Although Figure 12.3 looks more complicated than Figure 12.2, we have in fact 
made the problem more tractable. We now use superposition. We first find the re- 
sponses due to the positive-sequence sources (setting all other sources equal to zero). 
Then we find the responses for the negative-sequence sources and, finally, for the 
zero-sequence sources. 

Consider the network with only positive-sequence sources. (In Figure 12.3 
cover up all sources not positive sequence.) We note that the voltage sources are 
positive sequence. The network is symmetrical and we can use per phase analysis to 
find the phase a variables. We note that under balanced conditions the current in Z, 
is zero and hence n, n', and g are all at the same potential. The resulting per phase 
circuit called, in this context, a positive-sequence network, is shown on the left in 
Figure 12.5. l 

Consider next the network in Figure 12.3 with only the negative-sequence 
sources. Once again the network is balanced and the phase variables may be found 
by using per phase analysis. The resulting per phase network is called a negative- 
sequence network and is shown in the middle of Figure 12.5. 

Finally, we consider the zero-sequence set of sources acting alone. It is easy to 
prove and intuitively clear that zero-sequence sources applied to a symmetric net- 
work must produce only zero-sequence responses. In particular, in the network in 
Figure 12.4, /2=J}=J°. On the other hand, applying KCL at node n, 
I +1$+ I= 0. Thus J? = I? = I? = 0 (ie, looking from the fault to the left, we 
see an open circuit). (In fact, whenever we look into an ungrounded wye connection 
or a delta connection, we see an open circuit since there is no path to ground for the 
zero-sequence currents.) 

Looking from the fault to the right, and noting that 7% = I}. = 1%, we get 


Vig = ZI} + 32,10 (12.10) 


a nineteen memati mnten meet 
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Figure 12.3 Replacement of fault current by symmetrical components. 


with Vig = Vg = V}. Equation (12.10) implies that we can calculate V°., from the 
single-phase zero-sequence network shown at the bottom in Figure 12.4. ‘Since the 
current from n’ to g is 7} instead of 3/°., it is necessary to substitute 3Z, for Z, in order 
to preserve the equivalence. Note that n, n’, and g in Figure 12.4 and in the Zero- 
sequence network in Figure 12.5 are not necessarily at the same potential. 

l It is easy to solve for J/ using the sequence networks in Figure 12.5. In outline, 
we find V,, = Vi, + Vig t Vi in terms of J/, This gives us one relation between 
V,, and I. Another, from Figure 12.2, is V,, = Z! If. With these two equations we 
can solve for J/, We will not carry out this calculation in detail, since there is a bet- 
ter way to do it, This better way will be introduced in the next section. 

From this example we can see an advantage of the symmetrical components 
method. We replace the given faulted (nonsymmetrical) network with three sym- 
metrical three-phase networks, each of which may be analyzed by eE e a 


454 


Unbalanced System Operation , Chap. 12 


+_F 
MOLS 


+ 
uC ) 


Positive-sequence network. Negative-sequence network. 


0 
a Z g I a’ 
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Figure 12.5 Sequence networks (with current sources attached). 
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single-phase circuit called a sequence network. The simplifications of per phase analy- 
sis for balanced three-phase circuits are preserved. In this connection we point out 
that once we are convinced that the method of analysis is legitimate, we can skip the 
preliminary stages and go directly to the sequence networks (ie., skip Figure 12.3 
and go directly to Figure 12.5), 

There is an additional reason for our interest in the symmetrical components 
method. Our circuits example can be solved by traditional methods of circuit analy- 
sis, but as will be seen in later sections, many of the impedances that arise in model- 
ing elements of power systems are sequence dependent. For example, the Thévenin 
equivalent generator impedances in the positive-, negative-, and zero-sequence net- 
works are all different. Thus, the traditional methods of circuit analysis are not even 
available as options. 


We next consider a development that makes the use of the sequence networks 
even more attractive, 


12.3 SEQUENCE NETWORK CONNECTIONS FOR DIFFERENT 


TYPES OF FAULTS 


A. Sequence Network for Single Line-to-Ground Fault. If in the case of the 
SLG fault considered in Section 12.2, we consider the consequences of the relations 


Vag = Vig + Vag + V9, (12.11) 
and 


het =p,-8 (12.12) 
af af af 3 $ 


It is clear that V,, is the voltage across the series connection of the positive-, nega- 
tive-, and zero-sequence networks when J! /3 flows in the series connection. In ad- 


dition, the terminal constraint 


Uf 
Vss =Z = 3zi (12.13) 


can be introduced by placing an impedance 3Z’ across the series connection. Thus 
we are led to Figure 12.6. 

We now can easily solve for the fault current 7^. The easiest way is to replace 
the positive-sequence network in Figure 12.6 with a Thévenin equivalent circuit. We 


get an open-circuit voltage of 1/2 in series with Z/2. Thus we get a voltage of 1/2 in 
series with Z/2 + Z/2 + Z + 3Z, + 3Z/. Thus 


nope 


I= 


jZ+Z +Z 
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Figure 12.6 Sequence-network connection for line-ground fault. 


Note: The development that began with the problem posed in Figure 12.2 
ends here. We hope the reader has gained some understanding of the method’s basic 
rationale. In the future given a SLG fault from a’ to g, we can simply use the se- 
quence networks and connect them as shown in Figure 1%. 


eC NT 
Exercise 4, Suppose that in Figure 12.2 the SLG fault of impedance Zf occurs 
between points a and g (rather than a’ and g). Show how Figure 12.6 must be mod- 
ified in this case, and that J/ is given by 
1 
I f = ee 
5Z + Z, +Z 
fe a a 
Exercise 5. Suppose that in Figure 12.2, (a) the load is not grounded, or (b) the 


source is grounded. How would this affect Figure 12.6 and the magnitude of the fault 
current I’, Does it make sense physically? 
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Let us now consider other types of faults. To illustrate this development we 
might as well continue to use the circuit in Figure 12.2 but with a different type of fault 
at location a’, b’,c’. 

We are led to consider the very same sequence networks in Figure 12.5, but dif- 
ferently connected. 


B. Sequence Network Connections for Double Line-Ground Fault. Con- 
sider the case of a double line-ground (DLG) fault shown in Figure 12.7. 

We need to look at the constraints on V?}., Vig, V% and on 7 ar Lar Lay imposed 
by the DLG fault shown in Figure 12.7. We note that Vy; = Vy = 0 and Iy = 0. 
From (12.9), as applied to the fault voltages, we get 


0 
Vig i 1 1 Vre 
Vig = 5 1 a a || 0 
Vig 1 æ ajl 0 
and therefore 
y? =y} 


o= Vi =V (12.14) 


We also have, from (12.1) and Figure 12.7, 


yp = 1 + Lie + 1p = 0 (12.15) 


Figure 12.8 Connection of sequence networks for double tine- 
ground fault. 


Equations (12.14) and (12.15) imply that the positive-, negative-, and zero- 
sequence networks should be put in parallel. Thus we get Figure 12.8. 
With the network in Figure 12.8 we can calculate any desired current or volt- 
age in Figure 12.7. Suppose we want to calculate Vip, Jap, and Lp 
Since 
Veg = Vig t Vagt Vi, = Vig 
Že Vžgis easily found by combining impedances and using the voltage 


we first find V g- 


divider law. 
To calculate I, and Zp, we first calculate J A I ah 


quence currents sum to Zero, calculating any two determi 
the a, b, and c currents by use of (12.5). 


and J;;. Since the three se- 
nes the third. Then we find 


Ke 


Exercise 6. 1n Figure 12.8 consider the modification of the fault as shown in Fig- 
ure Ex6(a). Show that Figure 12.8 changes to Figure Ex6(b). 


e Figure Ex6(a) 
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Figure Ex6(b) 


C. Sequence Network Connecti ine-Li 
tions for Line-Line Fault. Suppose that i 
ee i the DLG fault we have the line-line (LL) fault shown in Figure 129. an 
ea 2 : te me as in eas 12.8. Itis clear that we will get the same poe 
ound in Figure 12.5. The remaining question is how to “h 
We look for relations between the se a ae 
quence fault voltages and currents that will gi 
the clue. Thus from the fact that Vy, = V, and using (12.9), we get ene 


Vh 1 1 ily 
rilati a elle 
és | 3 Loa a || Vy, 
Vie 1¢ a Vie 
which implies that 
Vig = Vig (12.16) 
Also, again using (12.9), 
I, i PPro 0 
+ x 
a |= 3 1 a ell F 
- 2 
L 1 æ alL-i 
which implies that 
M20 I=- 
af af af (12.17) 


with 1} = a - a)! = jI! /V3. This implies that 
Saal (12.18) 
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Figure 42.9 Line-line fault. 


Equations (12.16) and (12.17) imply that the positive- and negative-sequence 
networks are in parallel. Equation (12.21) also tells us that 7% = 0. In that case 
Vie = 0. Thus, the zero-sequence network is “dead” and has no influence on any of 
the fault variables. Since there is no ground connection at the fault, it is clear phys- 
ically why 7% = 0. 

Thus, we are led to consider the circuit in Figure 12.10. We solve the circuit for 
any of the variables of interest, always taking into account the fact that the zero- 
sequence network is dead. To solve for J/ we can use (12.18). 


Figure 12.10 Connection of sequence networks for line-line fault. 


Sec. 12.4 More General Fault Circuit Analysis 461 


a aS ee 
Exercise 7. Suppose that instead of a solid connection there is an impedance Z/ 
between b’ and c’ in Figure 12.9. Show that Figure 12.10 will then have an imped- 
ance Z/ in the branch connecting the positive- and negative-sequence networks (a’ 
toa’), 

a 


42.4 MORE GENERAL FAULT CIRCUIT ANALYSIS 


In the examples considered so far, the single phase-to-ground fault occurred on phase 
a, and the line-line faults occurred between phases b and c. These choices were not 
arbitrary; it is simpler to deal with these “canonical” cases. Suppose then that we 
have a phase-to-ground fault on, say, phase b. The easiest way to handle this varia- 
tion is to relabel the phases so that phase b is now labeled a, phase c is now labeled 
b, and phase a is now labeled c. A similar relabeling holds for the other possible faults 
to reduce them to the canonical cases. Of course, care is required so that (original- 
ly) positive-sequence sources remain positive-sequence after telabeling: this is en- 
sured if the wires labeled abc end up being labeled either bca or cab (ie,, in the same 
cyclic order). With this change we can reduce to the canonical cases, and henceforth 
we will assume that this has been done. 

Suppose now that we are given a network more general than the one we have 
been using as a running example. The network in general will include multiple 
(positive-sequence) three-phase sources. Relying on basic principles, we can justify 
the following procedure. 


General procedure 


p= 


. Find the positive-, negative-, and zero-sequence networks. 


w 


. Attach terminal pairs at g and the point of fault. 

. Connect the networks in accordance with the type of fault (consult Figures 12.6, 
12.8, Ex 6(b), and 12.10 for the most important cases. 

» Using circuit analysis, find the required a phase symmetrical components; using 
(12.5), we find the corresponding triples of phase a, b, c variables. 


wo 


> 


A few comments on the general procedure follow. 


> 


. Regarding item 1, we still need to introduce realistic models for generators, 

transformer, and transmission lines. This will be done starting in Section 12.7. 
b. Regarding item 3, our catalog of faults covers the most important cases but is 
not extensive. More complete listings, including the case of open conductors, 
may be found in standard references. 
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ingi j ircuit analysis will involve the 
c. Regarding item 4, for all but the simplest cases, circuit analys 
shee ie sequence network Z matrices. The technique will be discussed in 
Section 12.12. of 
d. In practice, certain simplifying assumptions are usually made. These will be 
discussed in Section 12.11. 


42.5 POWER FROM SEQUENCE VARIABLES 


Consider the complex power delivered to the network shown in Figure 12.11. We are 
not restricted to balanced conditions. By the method discussed in Chapter 2, ae 
ularly Example 2.4, we can pick any node as a datum node; it is convenient to pick g 
as the datum node. Then, following Example 2.4, 


Ssg = Vogl z + Val 3 + Vogl x (12.19) 
In the balanced case with Vay = Vin, We get 
Sag = 3Vanl s (12.20) 


In the unbalanced case (12.19) may be used, or its replacement in terms of sequence 
variables. In considering the transformation it is convenient to use matrix nota- 


tion. Thus let 


L Vag 
I=| 1, V= | Va 
L Veg 
Then we may replace (12.19) by 
S34 = ry (12.21) 


& 


Figure 12.11 Four-wire net- 
work, 
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We are using I* to denote the complex-conjugate transpose of I. Using (12.7) to ex- 
press I and V in terms of symmetrical components, 


Sx, = (AL)*AY, 


SLAA (12.22) 
= 3IV, 
Wilt + Vali + VGT 


In going from the first to the second line we have used the fact that (AB)* = B*A*. 
The third line follows from the second because A*A = 31, where 1 is the identity 
matrix. Equation (12.22) shows that if we have been working with the sequence vari- 
ables or networks we can calculate $}, without converting back to phase variables. 
We conclude this section by noting that the impedance network in Figure 12.11 
can be replaced by a more general power network, including sinusoidal sources. 
Equation (12.22) holds for the more general case. s 


12.6 SEQUENCE REPRESENTATION OF Y-CONNECTED 


AND A-CONNECTED CIRCUITS 


Consider the symmetric A- and Y-connected circuits shown in Figure 12.12. In this 

figure the circuit elements are equal impedances, but the relationships that will be de- 

rived between the symmetrical component variables of the Y and A voltages and cur- 

rents can be applied to any other type of circuit component. We will choose the 

quantities associated with the branch a-b as the reference for the A circuit variables. 

This choice of reference is arbitrary and does not effect the results that are derived. 
The line currents in terms of the A-circuit currents are given by 


ie = Ly a Leg 
ls = Ihe ~ la (12.23) 
L = La y Iy 


Adding the three equations, and using the definition of the zero sequence component 
from (12.9), we have I° = \(I, + I, + I,) = 0. This implies that the line currents into 


Figure 12.12 Three-phase sym- 
metrical circuits: (a) A-connected, 
{b) Y-connected. 
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a symmetrical A-connected circuit do not contain any zero-sequence currents. In 
fact, the result extends to any A-connected circuit. Using (12.5) and substituting the 
sequence components of the currents in the equation for J, gives 


=+ += 1t+ y= (4+ 1+ le) - (19414 ta 
=(19-1)+ 0-1) +p- 2 
0 


This shows that the line currents alone cannot be used to determine a zero-sequence 
current 7?, that circulates in the A circuit. Since the sequence components consti- 
tute a set of balanced phasors, we have Iz, = al, and I, = a7, Asa result, we 
rewrite (12.24) as 


L+ =(1- i+- ea (12.25) 
In a similar fashion we can also obtain 
I; +I, =(1- olh t+ - eV; (12.26) 


Noting that [7 = œI}, I; = az, Ij, = dTi and Ij, = al, we can solve for the 
following relationship using (12.25) and (12.26): 
I} = (1 - all}, = V3/-30 x Iù 
alle : (12.27) 
I; = (1 - oz, = V3 230° X I 


Similarly, for a Y-connected system, the line-to-line voltages can be expressed in terms 
of the line-to-neutral voltages. Following steps similar to that described previously, 
we can show that 


Và = (1 - Va, = V3/30°V in 


(12.28) 
Vig = (1 - a)V3, = V3/-30V,, Y 


Exercise 8. Derive the relationship given in (12.28) by expressing the line-to-line 
voltages in terms of the line-to-neutral voltages and invoking the expression for the 
zero-sequence component of the line-to-line voltage V,, for a Y-connected system. 
Also, show that the line-to-line voltages in a Y-connected system have no zero- 
sequence components. 


Consider the Y-connected circuit shown in Figure 12.12(b). An impedance Z, 
is now connected between the neutral of the Y-connected circuit and the ground as 
shown in Figure 12.13. In this case, the line currents sum up to the current J, in the 
return path through the neutral. The line currents can be expressed in terms of the 
symmetrical components to obtain 
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Figure 12.13 Y-connected 
circuit with neutral grounded. 


=+, +l =(P) + (R+) + (P+ +B 


= (194 94 1) 4 (ee 4 (b+ 40 
(DBL) DD ay agy 
0 0 


=3]° 


This analysis shows that the current in the connection between neutral and ground 
only contains zero-sequence currents irrespective of the value of the impedance Z,. 
In addition, the zero-sequence currents that add up together at n result in a voltage 
drop of 3/2Z,, between the neutral point n and the ground. We can now express the 
voltage of phase a with respect to ground as V, = Vp + Vig» Where Vp = 31 A 
From Figure 12.13 we can apply Kirchoff’s voltage law and determine the voltage to 
ground for each phase a, b, and c as 


V, Van Vaig Zyl, 32a | TL {i 
V, | = | Von | +} Vag |=} Zyb | +) 302, | = Zyl i | +302Z,| 1] (1230) 
V, Von Vig Zyl, 310Z, I, 1 


The phase voltage and currents in the preceding equation can be expressed in terms 
of the symmetrical components using (12.5): 


y? 1° 1 
Al Vi | = ZyAl I} | + 319Z,| 1 (12.31) 
V; G 1 


Premultiplying both sides of the above equation by A~! yields 
y? Zy! 3z, 
Viļ|=| Z} |+| 0 (12.32) 
Vil LZ 0 
Expanding the preceding matrix equation, we get 
VE = (Zy + 3Z,)I! = Z"? 
Vi = Zyl =Z} (12.33) 
V: = Zyl, =Z 1; 
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Zero-sequence circuit Positive-sequence circuit Negative-sequence circuit 


Figure 12.14 Sequence circuits for neutral grounded Y- 
connected circuit. 


Observe that these equations are decoupled. The voltage drop in each sequence 
component is caused by a current of the same sequence component. This allows us 
to develop three single-phase sequence circuits as shown in Figure 12.14. Note that 
when an impedance is connected between the neutral and ground, the zero-sequence 
circuit has to be appropriately configured to include the impedance 32, to account 
for the voltage drop in the return path. This has to be done for all circuits connect- 
ed in Y with the neutral ground through an impedance. 

In Figure 12.2 we also considered a set of Y-connected impedances (to the right 
of the points a’, b’,c’) and found the same sequence network representations as in 
Figure 12.14. 


12.7 GENERATOR MODELS FOR SEQUENCE NETWORKS 


For simplicity in explaining the method of symmetrical components we have used 
ideal voltage sources in our examples. We wish now to consider the modeling of syn- 
chronous machines (motors and generators) for use in the sequence networks; for 
simplicity we will refer to these as generators. We assume that the angular velocity 
of the generator rotor is a constant. Then the electrical equations (7.45) to (7.47) 
are linear and we can use superposition. Thus, the method of symrfttrical compo- 
nents based on the principle of superposition will work! 


Positive-‘Sequence Generator Model. In accordance with the basic symmetri- 
cal components procedure, as discussed in Section 12.2, we set all negative- and zero- 
sequence sources to zero. We then have a model with only positive-sequence sources. 
We have already considered this case in Chapter 7. The steady-state model is de- 
scribed by (7.67). If the machine is round rotor, X, = Xz, and we get the circuit 
model in Figure 12.15. Usually, as an approximation, we neglect r. The model in 
Figure 12.15 is also used (as an approximation), even in the case X, # X,. The jus- 
tification is based on the following grounds. We are usually interested in the voltages 
and currents at or near the fault. These depend strongly on the generators nearest the 
fault. It turns out that for a generator near the fault, Z} , the positive-sequence cur- 
rent component lags E£, by approximately 90° (i.e., [7 ~ 13, and we can ignore the 


Ad 
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Figure 12.15 Positive- 
sequence circuit model (steady 
state). 


quadrature component jX,J;,); this leads to the model in Figure 12.15 as a good ap- 
proximation. On the other hand, if a generator is far from the fault, it need not be 
modeled accurately because its contribution to the fault currents and voltages is small. 

The model in Figure 12.15 is appropriate for calculating steady-state behavior. 
We are even more interested, however, in calculating the short-circuit currents and/or 
voltages at the very beginning of the fault period. In Example 7.4 (Application 2) we 
calculated the currents for a symmetric short circuit; they were much greater than 
the steady-state values (in the order of 10 times greater), We would like a positive- 
sequence generator mode] that at least approximates that kind of behavior. 

A model that is frequently used for this purpose is suggested by the simplified 
dynamic model in Section 7.11. Suppose that we calculate E’, prior to the fault. The 
differential equation (7.75) implies that £, cannot change instantaneously upon ap- 
plication of the fault. Then initially as an approximation we can treat £’, as a constant 
in (7.73). In this case we obtain the circuit model shown in Figure 12.16 (using the 
justification for neglecting the quadrature component previously discussed). This 
model, sometimes called the E}, X; model, is used to predict the initial transient ac 
fault currents and voltages. Similarly, we can use a so-called E}, X! model to find the 
subtransient ac currents and voltages. 


Negative-Sequence Generator Model. In this case we set all zero-sequence 
and positive-sequence sources to zero. Since the generator field voltage vp is asso- 
ciated with the positive-sequence variables, it is set equal to zero. To find the rela- 
tionship between negative-sequence terminal voltages and currents, we can conduct 
an experiment or test in which we apply negative-sequence currents to the genera- 
tor terminals and measure the resulting voltages. As an alternative we can calculate 
the anticipated results by using the Park equations. The interested reader is referred 
to Appendix 5 for the calculation of the steady-state relations. Physically, the 
negative-sequence stator currents set up a flux in the air gap whose rotation is opposite 


XG 


Figure 12.16 Positive- 
sequence circuit model 
(transient), 
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to that of the rotor. In this case the damper circuits, or circuits that model the solid- 
iron rotor, are the dominant elements and their inclusion in the calculations leads to 
the result that the generator impedance jX = jX}. 


Zero-Sequence Generator Model. Using the same approach as before, we con- 
duct a test or a calculation using the Park equations. The calculation is given in 
Appendix 5. If we consider the physical test with (identical) zero-sequence currents 
applied to the generator terminals, then the air-gap flux would be zero if the 
spatial mmf distribution for each phase were exactly sinusoidal. In this case the 
generator impedance would be jX? = jX,, with X, the leakage reactance; this 
result is approximately true in practice and explains the very small values of X°. 
We note, finally, that if the generator neutral is grounded through an impedance Z,, 
then in the zero-sequence network we have an impedance 3Z, just as described ear- 
lier for loads. 

We conclude this discussion with some average numerical values (in per unit) 
shown in Table 12.1. X* may be taken as X,, X4, or X4, depending on the interval 
of interest following the imposition of the fault. 


TABLE 12.1 TYPICAL SYNCHRONOUS 
MACHINE REACTANCES 


Turbine-generators (two-pole) 
= __ Salient-pole 


Conventionally Conductor generators 


cooled* cooled with dampers 
Xa 1.20 1.80 1.25 
X, 1.16 1.75 0.70 
d 0.15 0.30 0.30 
Xi 0.09 0.22 0.20 
X- 0.09 0.22 0.269 
x? 0.03 0.12 0.18 


*Reactances are representative of smaller air-cooled and 
hydrogen-cooled machines. 


Exercise 9, Suppose that there is an SLG fault close to the generator. Suppose 
that the generator neutral is solidly grounded (Z, = 0) and the fault is also a solid 
ground. Can you justify the approximation discussed earlier—that the positive- 
sequence component of generator current, 17, lags E, by approximately 90°? Hint: 
Take a simple case, something similar to Figure 12.2 (with the ideal voltage sources 


replaced by a realistic generator model), Assume that IZI is large compared with the 
generator sequence reactances, 
aaaea 
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42.8 TRANSFORMER MODELS FOR SEQUENCE NETWORKS 


In Chapter 5 we discussed the per phase equivalent circuit for a three-phase trans- 
former bank operating under balanced positive- or negative-sequence conditions. 
Neglecting magnetizing inductances, we get the per phase per unit circuit model 
shown in Figure 12.17 for A-A and Y-Y connections. In the case of the A-Y or Y-A 
connections, it was shown that the simplified circuit in Figure 12.17 may also be used 
if the system is normal. 


à ix; a’ 
I 0 
+ + 
r, A Figure 12.17 Positive- or 


negative-sequence simplified 
-Circuit of three-phase trans- 
Omamassa PrE bank. 


In short-circuit studies more complete models showing connection-induced 
phase shifts may also be required, and these are shown in Figure 12.18. 

Here we show the standard phase shift with the positive-sequence voltage on 
the high-voltage side advanced 30° from the voltage on the low-voltage side. Corre- 
spondingly, the negative-sequence voltage on the high-voltage side is retarded by 30°, 


h h h 


iX, IX h r 


Figure 12.18 More complete circuit models. 


For all but the simplest systems the representation shown in Figure 12.18 is too 
cumbersome, and as an alternative we propose the simpler representation shown in 
Figure 12.19. The symbol © represents a phase increase in voltage and current in 
going from left to right or decrease in going from right to left. The slant of the line 
defines whether there is an increase or decrease in a natural way. Thus, with the sym- 
bol © there is a decrease in phase when going from left to right. While the magni- 
tude of the phase shift is not explicitly shown, as it is in Figure 12.18, we will assume 
that it is the standard 30°. 

We next turn to the zero-sequence equivalent circuits for different transformer 
connections. Here the situation is more variable, with very notable differences for var- 
ious connections. On the assumption that magnetizing reactances can be neglected 
(i.e. replaced by open circuits), we get the most common transformer connections as 
tabulated in Figure 12.20 on page 472. 
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Positive-sequence circuit of 
A-Y or Y-A connection 


Negative-sequence circuit of 
A-Y or Y-A connection 


Figure 12.19 More complete circuit models. 


It is easy to check the entries in the table. Apply a set of zero-sequence currents 
to the primary (or secondary) and calculate the resulting secondary (or primary) cur- 
rents and the primary and secondary voltages. We recall that a set of zero-sequence 
currents are all identical sinusoids. It is helpful in understanding the circuits to notice 
that we get an open circuit on the primary (secondary) side if there is no ground re- 
turn for primary (secondary) currents or if there is no path for the secondary (prima- 
ry) zero-sequence currents. Thus in the top circuit there is a ground return for the 
primary zero-sequence currents, but this is not enough because there is no path for the 
resulting secondary currents. In the third circuit the primary currents can flow because 
there is a ground return and paths for the resulting secondary circuits. On the other 
hand, looking into the secondary circuit we see an open circuit (no ground return). 

We can verify these intuitive results by calculation. For example, we consider 
the third circuit in more detail in the following. 


Example 12.3 Zero-Sequence Equivalent Circuit 


Using the single-phase transformer model in Figure 5.4, verify the third entry in 
Figure 12.20 on page 472. 


Solution Using Figure 5.4 (and leaving in the magnetizing inductances), we get Fig- 
ure E12.3 for the grounded wye-delta connection. First we might note that by sym- 
metry the secondary voltages are all identical and to satisfy KVL they must in fact be 
zero. Thus we also get zero volts (a short circuit) on the primary sides of the ideal 
transformers. From this it follows that V, = jX,/°. Alternatively, we can proceed 
more cautiously as follows. From the figure 


-n 
V, = {X10 + Vy, 
ny 


n 

V, = jX} += Vy 
Ny 
i 0 ny 

V, = jX + — Vye 
Ny 


VŠI +V +Y) = jX 
EET R a EE 
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p ix, N Ny 
° » 


Figure E12.3 


We have used the facts /7 = 1} = 7?, and Va + Vy + Vo, = 0. Thus “looking in” from 
the left, the zero-sequence impedance is Z’ = jX,. On the other hand, “looking in” 
from the right, we see an open circuit because there is no return path for the zero- 
sequence currents. This verifies the third entry in Figure 12.20. 


— 


a a a 
Exercise 10 In Example 12.3, in modeling the single-phase transformers, X,, was 
left in; it did not matter because X,, was, effectively, shorted out. Using the more 
complete single-phase model (with X, left in), derive the first zero-sequence circuit 
and compare with the result in the table. 


12.9 SEQUENCE REPRESENTATION OF TRANSMISSION 


LINES 


In Section 3.6 we developed expressions for the series impedance of a three-phase 
transmission line including the effect of ground return. We will now develop the se- 


Zero-sequence circuit 


Connection diagram Zy = 2; 


Symbols 


a a 
. Zo 
— 
4 E- P 
AA i : 
c e 


Figure 12.20 Zero-sequence equivalent circuits. (Adapted from W. D. 
Stevenson, Jr., Elements of Power Systems Analysis, 4th ed., McGraw-Hill 
Book Company, New York, 1982.) 
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quence component representation. From (3.40) repeated here _ 


V, Lin ab Za l 


Vo i5] Zia Zø Zalh (3.40) 
V, Za Zo Zelll 
Vibe = LateLase 
Transforming the phase variables into symmetrical components using (12.7), we have 
AV, = Z,,,Al, (12.34) 


Premultiplying both sides by A~!, we have 
V, = A'Z,,-Al, (12.35) 
The preceding equation can be written in the form 
V, = Z,1, (12.36) 
where we define 
Z, = A'Z aA (12.37) 


The new matrix can be found directly by performing the matrix multiplication shown 
in (12.37). It has the form given by 


(Z$+2Zy) (Z-Z). (Zi - Zi) 
s=| (Z3- Zi) (Z$-Zy) (25 + 2Zy) (12.38) 
(Z; - Zu) (Z$+2Z%) (Z3- Zt) 


N 


where we define 


Z$ = Zu + Zip + Zi) 
Z$ = (Zua + aZ + Z) (12.39) 
Z; =; 


(Zia + Zip + aZ) 
and . 


Z? = 


M (Zi. ia Zea + Za) 
Zir = {Zh + aZ, + Zh) (12.40) 
Zu = (Zie + Ziq + OZ) 
In these definitions we have assumed that the mutual impedances of passive net- 
works are reciprocal (i.e., Za, = Zoa Zae = Zun Zio = cbs 

The preceding expressions represent the most general case. A special case is 


one in which the self- or mutual impedances are symmetric with respect to phase a. 
In this case we have 
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adie (12.41) 
ab = Zoa 


The self- and mutual impedances for the sequence components are then given by 
0 — la 27! 
ZS = (Zig + 2Zip) (12.42) 
Z5 = Z5 = (Zia — Zin) 
0 la 0 
Zu = (Zic + 2Za) (12.43) 
Zi = Zin = {Zi — Za) 


a a  ———— 


Example 12.4. For the transmission line given in Example 3.6, calculate the sequence 
components of the impedance, 


Solution From the solution to Example 3.6 we have 


(17.304 + j83.562) (5.717 + j37.81) (5.717 + 32.76) 
Za =| (5717+ 73781) (17.304 + 83.562) (5.717 + 737.81) |Q 
(5.717 + j32.76) (5.717 + 737.81) (17.304 + 83.562) 


From (12.37) we have Z, = AZA: 


(28.74 + j155.82) (1.46 - j0.84)  (-1.46 - 0.84) 
Z,=| (146 - j0.84) (11.59 + j47.44) (2.92 + j1.68) |Q 
(1.46 — j0.84) (2.92 + j1.68) (11.59 + 747.44) 


Example 12.4 illustrates the following: 
4 

1, While Zas is always symmetric, Z, need not be! 

2. There is coupling between the sequence voltages and the currents of other se- 
quences. Thus V°, V*, and V~ each depend on J 07+ and I”. 

3. In the example, if we look at Z,, we see that the terms on the diagonal are much 
larger than the off-diagonal terms. This means that the coupling between se- 
quence variables is relatively small, and it might be reasonable to neglect the off- 
diagonal terms. If we do this, then, as an approximation, the different sets of 
sequence variables will be decoupled (ie, V= Z1, V* = ZT 
V- = ZTT. This is a very nice result since it allows us to continue using sim- 
ple sequence networks. 

4, In the example, we note that Z’ is approximately three times Z* = Z7. This ratio 
is a generally accepted estimate and has been validated by field measurements. 
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Line 2 


à 


i 


Figure 12.21 System one-line diagram. 


12.10 ASSEMBLY OF SEQUENCE NETWORKS 


With the generator, transformer, and transmission-line models proposed in Sections 
12.7 to 12.9, we are now in a position to consider more realistic sequence networks 
than in the introductory examples in Sections 12.2 and 12.3. 

As an example, let us consider the one-line system diagram shown in Figure 
12.21. There are two synchronous machines, two lines, and four transformers. The 
transformer and synchronous machine connections and grounding are shown. The 
points LMNOPQRSTU are identified. 

We show the positive-sequence network in Figure 12.22. We will always as- 
sume that the sources are balanced and positive-sequence; hence they are included in 
this network. In the absence of contrary information we will also assume all the A-Y 
transformer banks are connected so that the (connection-induced) positive-sequence 
voltage on the high-voltage side is advanced by 30° with respect to the low-voltage side. 


Figure 12.22 Positive-sequence network. 
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Figure 12.23 Negative-sequence network. 


This is implied by the phase shifters shown in Figure 12.22, We show the generator 
reactances in general terms. For steady-state calculations X, would be used. To get 
results for the first few cycles, X‘, or X4 would be used. The unlabeled four reac- 
tances are the transformer leakage reactances of the four transformer banks. p 

In accordance with the discussion following Example 12.4, we have simplified 
the modeling of the transmission lines so that we get decoupling between the variables 
of different sequence. The poses re negative reactances are X; and Xz. The 

-sequence reactances are Xz; and X75. l 

“ We next consider the negative-sequence network shown in Figure 12.23. This 
network differs in three ways from the positive-sequence network. There are no 
voltage sources; the generator reactances have negative-sequence values; the (con- 
nection-induced) phase shift from the low- to the high-voltage side of each trans- 
former is the negative of the phase shift for the positive-sequence case. 

Finally, we find the zero-sequence network by using Fig. 12.20 to look up the two 
kinds of transformer connections. ae? 

We can check the validity of the network shown in Figure 12.24 by “looking 
left and right” from the labeled points in Figures 12.21 ang 12.24, For example, 


L n Dy 0 


Figure 12.24 Zero-sequence network. 
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referring to Figure 12.21, looking to the left at point P, we have a neutral grounded 
through Z,; in this case we have the zero-sequence impedance of the generator, jX}, 
in series with 3Z, ; this checks with Figure 12.24, Looking from P to the right, we see 
open circuits in Figure 12.21 for the zero-sequence currents; these open circuits are 
also shown in Figure 12.24. Looking to the left from point M in Figure 12.21, we see 
the third transformer connection in Figure 12.20, and this is shown to the left of point 
M in Figure 12.24. Similarly, we can check all the connections in Figure 12.24. 


42.11 FAULT ANALYSIS FOR REALISTIC POWER 
SYSTEM MODEL 


We are now in a position to reexamine the use of symmetrical components for a re- 
alistic power system problem. At the same time we will introduce some simplifying 
assumptions. 

As discussed in Chapter 10, a power system under normal (prefault) operating 
conditions is specified by complex load power at the P, Q buses, voltage at the slack 
bus, and active power injections and voltage magnitudes at the remaining generator 
buses. All the unknown (complex) bus voltages may then be found by a power flow 
study, and from these as many line, load, and generator currents as desired may be cal- 
culated. In principle we can also calculate the required internal (complex) genera- 
tor voltages E,, En or E; behind the appropriate generator impedances. For the 
given and calculated Vs we can also calculate “equivalent” impedance loads to replace 
the specified Sp;; this can be done by using Zp; = Vip; = VEV/V¥ Ip; = V/S% 
Thus we get one kind of model for the loads. By this means, in principle, we can ob- 
tain two things: (1) a circuit model with voltage sources, and (2) a specification of the 
prefault voltages and currents, Thus we are in a position to use the General proce- 
dure outlined in Section 12.4. 

In practice this is not done; certain simplifications are made that significantly re- 
duce the computational effort without seriously degrading accuracy. 


1. The prefault voltage at the fault point is usually close to its nominal value (Le, 
it can be taken to be 1/0°). - l 

2. Load impedances show up as “shunt” elements in the sequence networks. Gen- 
erators also show up as shunt elements and usually have much lower imped- 
ances. Itis also true that the load impedances are (usually) mostly resistive, 
whereas the generator impedances are almost purely reactive. In calculating the 
fault currents 7f and I3, Izp, and 79, we need the equivalent (parallel) imped- 
ance of each sequence network and, for the two reasons mentioned previous- 
ly, we find that the loads do not appreciably affect the result. Thus, at least for 
calculating these fault currents, we leave them out (i.e., remove the loads). 

3. In solving for the other currents in the faulted system it is found that the pre- 
fault currents are much smaller than the currents of interest under faulted con- 
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dition; they are also largely out of phase. Thus it is not a bad assumption to ne- ampie 108 Fanti Calica 
glect the prefault currents (i.e. assume that they are zero). We have been dis- eae ier 
cussing currents; an analogous situation holds for voltages. Consistent with the Svine diagram is given in Figure E12.5(a) with a single line-to-ground (SLG) 


fault shown at the point a’ at the left end of the transmission line. Assume that the pre- 
fault voltage Von = 1 /0°. Calculate Ff, L, 1, Les ly, Iy, Te, Vives and Ve, usin a 
ator transient reactances. This information is useful in designing a protective a in 

scheme to protect the equipment in the event of an SLG fault at poi = 


neglect of prefault currents, we can neglect all prefault series voltage drops (due 
to the line currents) and set all prefault voltage magnitudes to 1.0. This is com- 


monly called a flat profile. Note: the connection-induced phase shift cannot be 
left out. 


nt a’, 


This discussion motivates the adoption of the simplifying assumptions 1 and 4 | 
below. The two additional assumptions are offered in the same spirit; they simplify 
the calculation without degrading the accuracy. 


Assumption 1: Load impedances can be ignored. 
Assumption 2: All other shunt elements in line and transformer models can 


be ignored. l 
ee Figure E12.5(a 

Assumption 3: All series resistances in lines, transformers, and generators can g (a) 

be ignored. ; Solution We follow the general procedure described in Section 12,4, the models de- 

Assumption 4: The prefault system is unloaded, with zero currents, with a phase aka in Sections 12.7 to 12.9, and the simplifying assumptions just described. The 

a voltage at the fault point equal to 1 /0°, and with a flat voltage profile. individual sequence networks are assembled as described in Section 12.10. In fact, 


the one-line diagram in Figure E12.5(a) is the s 

inec ; ame as the lower part of the one-line 
diagram in Figure 12.21, Because this is an SLG fault, we connect the sequence net- 
works in series. This is shown in Figure E12.5(b) together with the assumed values of 
the reactances. In the figure we also show the generator voltages found by “working 


A few additional comments follow. 


1. In defining the prefault flat voltage profile, we do take into account the back” from the given prefault voltage V, = V = 1 /0°, 
connection-induced phase shifts in A-Y transformer banks. We next find 1//3 by replacing the positive sequence network with a Thévenin 


equivalent. V% = V% = 1 Z0°. The Thévenin equivalent impedance is found by set- 


ting the voltage sources equal to zero and measuring the driving-point impedance at 
the terminals a'g. In this connection, as shown in Section 5.4, the connection-induced 
transformer phase shifts can be ignored. Thus, for the calculation of impedances, we 


2. We recall that in modeling the transformers the shunt magnetizing reactances 
were neglected. In modeling the transmission lines the shunt capacitances were 
neglected. Since these are relatively high shunt impedances, their neglect is 


certainly justifiable in light of the preceding discussion. a can ignore the phase shifter symbols © or © in Figure E12.5(b). 
3. It is very nice that assumptions 1 and 4 are physically reasofMable. It not only l Using the rule for combining parallel impedances, we find the following driving- 
simplifies each calculation but greatly reduces the number of cases to be point impedances: 
considered. We do not have to calculate for a variety of load conditions. It Zt =Z = 10 ae 
variety 5 $e = Zi, = j01714  Z, = 70.0800 
suffices to calculate for a variety of system configurations and fault locations a 
and types. F 
4. In accordance with the discussion following Example 12.4, we have simplified | E 1 zen 
the modeling of the transmission line. 3 jO.1714 + j0.1714 + j0.0800 l 
5, We have ended up with a circuit model consisting only of sources, phase Thus 7 = — j7.095. Next we can calculate V,, V3,, and Vi 
i i ; i ircuit is called a re- 
shifters, and pure reactances (inductances); sometimes the circui V2, = j2.365 + j0.0800 = -0.1892 
actance diagram. 


Vig = 2365+ j0.1714 = -0.4054 
Vig = 1+ j2.365> j0.1714 = 0.5946 


We continue with an example using these simplifications and the models of 
power system elements discussed in Sections 12.7 to 12.9. 


kesisi memoni eine he 


ki 
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ao ee eT 
In calculating V;, we have added the contributions of the voltage sources and the 


known current 13, = 1/3. 


Positive- 
sequence 
network 


Negative- 
sequence 
network 


Zero- 
sequence 
network 


Figure E12.5(b) 


Now we can calculate Vy and Vy using (12.5). 


Veg] [1 1 1ļ[v}] [1 1 1 4} -0.1892 0 
Vygl=[1 œ a V |=|1 aœ a || 0.5946 | = | 0.9113 /-108.1° 
Vee} Ll a efl Vz] Li a a }| 0.4054 0.9113 /108.1° 


As a check we note the physically obvious fact that V,. = 0. 
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Next we find /,, J, and I», First we calculate 
ve 
ag z 


I= Ti 1.892 /-90° 


pacii 1.351 /-90° 
e a 


- To calculate 74, use the positive-sequence network: 


1 /-30? = V$, /-30° 
[i= 13 2 = 1,351 /-120° 


Then 


Ii = 1.351 /-90° 


and 


ti ir 4.595 /-90° 
1 œ af] Ij | =} 0.542 /-90° 
l a wii; 0.542 /-90° 
We note that J, + Iy + Ie = 31% = 5.679 /—90° is the current in the grounded 


neutral of transformer T}. (Certainly, this is an indicator of a fault condition and could 
be used as a signal to initiate protective action.) 


We next consider the calculation of I,,/,, and J,. We will need to consider the 
connection-induced phase shifts. It is important to note that the phase shifts are dif- 
ferent for the positive- and negative-sequence components. Thus, referring to the ap- 
propriate sequence networks, 

Ip = Igei = 1351 /-120° 
Ty = Ize = 1.351 /-60° 
P =0 


aN a 
HW 


Thus 

I, = 1p + Ij +I; = 2.340 /-90° 

I, = I) + æI} + al, = 2.340 /90° 

L= +a} + ol; =0 
These are very different from the currents Zy, Iy, and 7y on the secondary side of the 
transformer bank! In particular, it should be noted that the corresponding currents 
are not related by a simple phase shift as in the balanced case; the magnitudes are also 
very different. 

As a check we note that /, + J, + 1, = 0. This is consistent with the lack of a 
return path for the primary currents into the transformer bank. The reader may wish 
to check further the consistency of the results regarding primary and secondary cur- 
rents by considering the currents in the actual A-Y transformer connection in more de- 


tail; the connection is shown in Figure 5.10. 
A | 
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We conclude this section with a few additional observations and comments. 


1. The important case of a symmetrical three-phase faults can be analyzed by per 
phase methods as discussed in Chapters 2 and 5. Alternatively, we can use the 
positive-sequence network introduced in this chapter. To illustrate, suppose that 
in Example 12.5 the fault in Figure E12.5(a) is a (solid) symmetric three-phase 
fault. Then, using the positive-sequence network in Figure Ei2.5(b), we get 


po 
j0.1714 


= — j5.834 


nr 


We have ignored the unidirectional component of generator current; this com- 
ponent was discussed in Example 7.4 (application 2) on generator short circuits. 
The effect of this component is to increase the maximum instantaneous current 
seen by bus structures, circuit breakers, and other equipment immediately fol- 
lowing a short circuit. In designing circuit breakers to withstand the associated 
large mechanical forces, it is considered adequate to multiply the calculated sub- 
transient current by a certain factor. These unidirectional components decay 
very rapidly but may still be present in high-speed circuit breakers at the time 
the breaker contacts open. Similarly, design factors may be used when specify- 
ing the interrupting capacity of circuit breakers. 

Another factor that tends to increase the initial short-circuit current is the pres- 
ence of synchronous and induction motors. Due to inertia these machines con- 
tinue to turn, and, under short-circuit conditions, can act as generators, at least 
momentarily. It is conventional to model the larger of these machines in short- 
circuit studies. 


w 


12.12 MATRIX METHODS 


As noted in Section 12.4, for all but the simplest networks, computer sOfftions are nec- 
essary in solving for currents and voltages of the faulted network. In this case we use 
matrix methods. The principles are based on the techniques developed in Chapter 9. 

Central to the method is the calculation of the appropriate terms of the bus im- 
pedance matrix corresponding to the three sequence networks. In this connection, 
the technique to obtain the appropriate columns of the bus impedance matrix from 
the admittance matrix is the technique of choice in most modern fault analysis pack- 
ages. The admittance matrix for each sequence network is generated knowing the in- 
terconnection structure of the network elements. This is commonly specified in terms 
of the node numbers or names between which specific branches are connected. The 
branches here refer to network elements like transmission lines, transformers, gen- 
erators, etc. The primitive impedances of the components are also specified. For 
constructing the admittance matrix of the zero-sequence network, the connections of 
A-Y three-phase transformers and those of generator neutrals are also specified. The 
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vo 


Positive sequence Negative sequence Zero sequence 


Figure 12.25 Sequence network representation for fault analysis. 


fault location is usually a user-specified option. This information is used to obtain the 
columns of the impedance matrix at the faulted bus for each sequence network. It 
is important to note that the admittance matrices are usually generated without tak- 
ing into account the phase shift in the A-Y transformers. The phase shifts are intro- 
duced when the currents in various branches of the sequence component networks 
are calculated. 

To find the sequence currents that flow into the fault we need the (matrix) 
Thévenin equivalent sequence impedances looking into the system at the fault loca- 
tion. As we have shown in Chapter 9, this is given by the diagonal entry corresponding 
to the faulted node of each sequence network. The power system is then represent- 
ed by its sequence networks at the fault location, as shown in Figure 12.25, The 
Z*, Z~, and Z? components shown in the figure are the diagonal entries of the ap- 
propriate impedance matrices corresponding to the faulted bus. 

Given the type of the fault (single line-to-ground, line-to-line, or double line-to- 
ground), the three equivalent sequence representations obtained in Figure 12.25 are 
then connected in the same manner as those shown in Section 12.3, For example, in 
the case of a single line-to-ground fault, the three networks are connected in series 
as shown in Figure 12.26. 


Figure 12.26 Sequence net- 
work connection diagram for sin- 
gle line-ground fault. 


we 


i 
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The basic equation describing the relationships between the voltage and the 
currents in Figure 12.25 is given by the following matrix equation: 


y? 0 z? r 

bs = yf - Z+ y i; (12.44) 
V; 0 ZJG 

V, =V - Z], 


Equation (12.44) is used to calculate the sequence components of the voltages at the 
fault location knowing the sequence components of the fault current. The sequence 
components of the fault currents are obtained using the appropriate connection of the 
sequence component networks. For example, in the case of the single line-ground 
fault at node k, the sequence components of the fault current are given by 


yf 
Zi + Zig + Zl + 3Z/ 
The voltages at all the other nodes i are computed knowing the components of the 
fault current and the appropriate elements of the impedance matrix for the sequence 
networks. The other elements of the column of the impedance matrix evaluated at the 


faulted bus are used for this purpose. For the negative- and zero-sequence compo- 
nents, we may write 


a oy 2 Ty = (12.45) 


P= —Zidae Vi = -Zala (12.46) 
In the positive-sequence network the voltage V/ must be added as follows: 
Vi=vl- Zi (12.47) 


Knowing the voltages at all the other nodes, the sequence components of the branch 
currents between any pair of nodes i and j are computed knowing the primitive im- 
pedance z; of the branch between nodes i and j as 

Vs- V, 
= i K (12.48) 


ijs 
Zijs 


where s denotes the appropriate sequence. The needed phase shifts are then ac- 
counted for before calculating the phase components of the currents and voltages. 

The aforementioned procedure described will now be demonstrated on the sys- 
tem and fault condition considered in Example 12.5. 


Example 12.6 Fault Calculation Using Matrix Methods 
For the system considered in Example 12.5, and the same fault, calculate 7⁄ Z, I, J., 
Ir, ly, Ie, Vyg, and Vo, using the matrix method just presented. 


Solution We first generate the appropriate terms of the bus impedance matrices for 
each sequence component network shown in Figure E12.5(b). Note that the phase 


ve 
i 
| 
| 
| 
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shifts are not included in generating the impedance matrix terms. For the sake of com- 
pleteness, we provide the entire bus impedance matrix rather than the needed ele- 
ments. The bus impedance matrices for the component networks with a,a', and a” as 
the three nodes are given by 


j0:1429 j0.1143 j0.0571 j0.06 
Z* =Z" =| j0.1143 0.1714 j0.0857] = j0.08 
j0.0571 0.0857 0.1429 j0.60 


The single line-ground fault is applied at node a’. As a result the Thévenin 
equivalent impedances for the sequence component networks looking into the system 
at node a’ are given by Z3, = Z7, = j0.1714 and Z 34 = j0.08. Note that these are 
identical to the equivalent impedances calculated in Example 12.5. These impedances 
are also the impedances to be used in the component networks shown in Figure 12.25, 


We proceed to calculate the sequence component currents for the single line-ground 
fault as before: 


i 1 /0° 
y= s - 57365 
3 01714 + jOl714 + 70.08 
Thus 7 = ~ j7.095. Next we calculate: Vig Vrg and V$, using (12.44); 
Vig 0 j0.08 = j2.365 —0.1892 
vie f=l1]- j0.1714 - j2365 | =| 0.5946 
vz. Lo joan || -j2365| | -0.4054 


We again note that these are identical to the values calculated in Example 12.5. We 
can now transform the sequence components into phase components using (12.5): 


Vag 1 11 | -0.1892 0 


1 
We |=|1 a? «|| 05946 | =| 0.9113 /-108.1° 
Vers} [1 œ of} {0.4054} | 0.9113 /108.1° 


These values again agree with those in Example 12.5 

The voltages at node a are calculated next using (12.46) and (12.47), Itis im- 
portant to note that these calculations are made without accounting for the phase shifts 
in the A-Y transformers. Hence the voltages calculated do not account for the phase 
shift due to the transformers. As a result, the currents calculated from these voltages 
also do not account for the phase shifts. The phase shifts are introduced after the cur- 
rents are calculated. f 


Vig = -Z418 = -(0) X - j2365 = 0 


Vi = Vf- ZŁ} =10- J0.1143 X - j2.365 = 0.7297 


Vig = ~Zarle = — j0.1143 X — j2365 = -0.2702 
r a en ee 
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Using these voltages, we can now calculate the currents 7%, Jj, and J; from (12.48): 


_Vig— Veg 0 - (0.1892) 


0, = - j1.892 
E jr! 
Vie Vig 0.7297 -0.5946 ` 
n ag dg U . i 
pei a TT Sh 
I Zz jol J 
A E . 
jpe Vu Virs 02702 + 04054 _ “41351 
aa! jol 


Note that these are again identical to those evaluated in Example 12.5. We now evalu- 
ate the currents J; and J; by applying phase shifts to 1; and J; , respectively, as follows: 


Iz = [je i" = 1351 /-120° 
I; = Ize% = 1.351 /-60° 
L =0 


Transforming these into phase variables, we obtain the identical values of currents J,, 
I,, and J, on the A side of the transformer as those obtained in Example 12.5. 

We can also obtain the actual voltages at node a, by applying the same phase 
shifts to the voltages calculated previously. We then obtain 


Vig = 0.729777 = 0.7297 /-30° 
Vig = —0.2702e = 0.2702 /-150° 
Vig = 0 


We now calculate the voltages at node a from Example 12.5 to demonstrate that we 
get the same values. 


Vis = 12-30" - 0.2 x I} = 1 /-30° - j0.2 x 1.351 /-120° = 0.7297 /-30° 
Vig= 0- j0.2X IZ =0- j0.2 x 1351 /-60° = 0.2702 /-150° 


In Example 12.6 matrix methods were used to solve a very snfll system. The 
intent was to display the various steps and show the potential of the technique for ar- 
bitrarily large systems. 


12.13 SUMMARY 


Faults are responsible for unbalanced conditions in power systems. Normal power 
flow may be interrupted, and possible destructive currents may flow. To design and 
monitor a system protection scheme, it is necessary to analyze a power system oper- 
ating under unbalanced conditions. . 

The method of symmetrical components provides such a method. Every vec- 
tor of phase voltages V,, V,, and V., or line currents L, 1,, or I,, is resolved into the 


Chap. 12 = Problems 487 


sum of three vectors: a zero-sequence vector, a positive-sequence vector, and a 
negative-sequence vector, Only at the fault point is there coupling between the three 
sequence systems, and this fact may be exploited to simplify the analysis problem. 
We are led to consider a single-phase version of the three-phase problem with three 
different sequence networks connected in various ways depending on the type of 
fault. This generalizes the use of the per phase analysis of balanced three phase. 

In fact, one of the networks, the positive-sequence network, is the same as used 
previously in per phase analysis. The negative-sequence network has the same topol- 
ogy but differs as follows. The positive-sequence voltage sources that model the gen- 
erator internal voltages are absent, the generator reactances are negative sequence, 
and the transformer phase shifts are different. However, the zero-sequence network 
looks very different because of the variety of transformer connections. 

The sequence networks help in understanding how the currents and voltages in 
the faulted network depend on the system parameters, the location of the fault, the 
type of fault, the type of grounding, and the type of transformer connection. This 
understanding is more important in design than the purely computational aspects. 
For computations in systems of realistic size, computer methods are essential. These 
are again based on the method of symmetrical components. 


Problems 


12.1. (a) Find the (leading) symmetrical components /°, 7, and 17 for f, = 1,1, = 10, and 
I, = -10. 
(b) Check by sketching /,, 7,, and Z, as the sum of appropriate symmetrical components. 
12.2, Find the symmetrical components of E, = 1 L0°, E, = 1 /-90°,and E, = 2 /135°. 
12.3. Refer to Figure P12.3 and assume that 


E,=1 
E, = -1 
E. = jl 


Figure P12.3 
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(a) Describe how you would use the method of symmetrical components to find [,, 1p, 
I, and Vig. 
(b) Carry out the procedure. 
12.4, In Figure P12.4, the source voltages are positive-sequence sets and all imped- 
ances = Z. Using an appropriate interconnection of sequence networks, find 7 (in 
terms of Z) and Vyg. 


Figure P12.4 


i 12.5. In Figure P12.5, the source voltages are in positive-sequence sets. All impedances are 
i Z = jO1, Find 4 I, and Zy. 


Figure P12.5 


12.6. Suppose that the fault is as shown in Figure P12.6(a). Show that the proper connection - 


of sequence networks is as shown in Figure P12.6(b). Hint: Start by calculating V$, ~ Vie 
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1 


_ 
x 
F 
zí 
E Positive- Negative- Zero- 
sequence sequence sequence 
> network network network 
(a) (b) 
Figure P12.6 


12.7. In Figure P12.7, voltages are positive sequence, all Z are equal, and Z^ = 0. Of the fol- 
lowing, which fault current magnitude is biggest? 
(a) a’ to ground 
(b) b' toc’ 
(c) b' toc’ to ground (Find J,,.) 
(d) 3¢ ground 


Figure P12.7 
12.8. Refer to Figure P12.8 and assume that 


Z= jll load impedances 


Z+ = j10 

Z= jo. generator 
impedances 

Z? = j0.005 
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The generator neutral is not grounded. Before the fault occurs, the generator is sup- 
plying positive-sequence voltages and currents. Vy; = 1/0°. Find the fault current J’. 


Figure P12.8 


12.9, In Figure P12.9, a solid phase a-to-ground fault occurs at bus 1 (i.e., the switch closes 
on phase a), 
(a) Show the complete sequence network connection for this fault. Neglect all resis- 
tances but show (and label) all the impedances. 
(b) Assume that Z* = j1.0, Z7 = j0.1, and Z) = 0.005 for the generators and that 
all the remaining impedances have the (same) value j0.1. Assume that the pre- 
fault voltage V,,, = Vig = 1 /0°at bus 1. Find F. 


Short 
transmission 


Figure P12.9 
¥ 
12.10, Draw the zero-sequence network for the one-line diagram shown in Figure P12.10. Ne- 
glect transmission-line reactances, but show transformer leakage reactances and gen- 
erator sequence impedances. Identify the points P, Q, and R on your diagram. 


Tt Php? 


pe 


Figure P12.10 
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12.11. Repeat Problem 12.10 using Figure P12.11. Show points P Q, R, S, T, U, V, and W on 
your diagram. 


Figure P12.11 


12.12. A line-line fault occurs at the point shown in Figure P12.12. Find the steady-state fault 


current [/, Z = j0.05 for all impedances, and all sources are positive sequence. Note; 
The fault occurs between phases a and b. 


Figure P12.12 


12.13. Refer to Figure P12.13(a) and assume that. 


Z* = j10 
Z = j05 
. Z = j01 
Z= j10 
Z= j01 


The generator neutral is not grounded. Before the fault V: = Va = 1 /0°. 
(a) Calculate // with the breaker open. 


(b) Calculate 7/ with the breaker closed, 
Use Figure P12.13(b) to model each phase of the transformer. 


cee! 
w 
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Circuit 
breaker 


: Transformer (b) 


i (a) 

| Figure P12.13 

i 12.14. Refer to Figure P12.14 and assume the following: 

w Generators: X* = X7 = 0.2, X? = 0.05 
Transformers: X, = 0.05 


: Lines: X* = X~ = 04, X’ = 03 


Prefault (line-neutral) voltage V2 = vor = 1 /0°at bus 3. Fé#a phase a-to-ground 
fault at bus 3, find J, sloj Lap V, 


ag? 


V,,,and Vy (all at bus 3). 


y 


í po 
i L 


Figure P12.14 
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12.15. Refer to Figure P12.15 and assume the following: 
Generator: X* = X~ = 0.2, X? = 0,05 
Transformer: X, = 0,05 
Lines: X* = X“ = 0.2, X? =3X* = 06 


At point a at the near end of the (radial) transmission line, we measure the impedance 


of each phase of the line (Le, Z, = Vial ta Zp = Vos/ Tp, Ze = Val). Plot Zl, !Z,!, IZ] 
versus A for 


(a) 3¢ fault 

(b) Single line-to-ground fault 

(c) Line-to-line fault 

(d) Double line-to-ground fault 
Note: If |Z = oo, simply note the fact. 


12.16. Repeat Example 12.5 if there is an SLG (phase a) fault in the middle of the transmis- 
sion line. Assume that the prefault (phase a) voltage at the fault point is 1 /0°. 
12.17, Repeat Example 12.5 if there is a DLG fault (between phases b and c) at the terminals 


of Gi. Assume that the prefault (phase a) voltage at the fault point is 1 /0°. Find the 
fault currents Jy and Lp. i 


Figure P12.15 


D12.1 DESIGN EXERCISE: FAULT ANALYSIS 


The activity in this phase will be to determine the fault currents at each bus in the sys- 
tem that you have designed and tested in Chapter 10. The instructor may opt to 
choose any available short-circuit analysis software to perform the study. However, 
it is suggested that the student use the procedure developed in Chapter 9 to create 
the Y,,, for each sequence network, and appropriately obtain only the desired col- 
umn of the Z,,,, matrix. This can be used to write a very simple fault calculation pro- 
gram using MATLAB. In the study the following simplifications should be made: 


1. Loads: Loads are not considered in the fault study. 


2. Transformers: For Purposes of this study, assume the transformers are 161 kV 
delta, 69 kV wye grounded. The zero-sequence impedance is assumed to be 
the same as the positive-sequence impedance, 

3. Lines: The series R + jX in per unit are used. Capacitance is not considered, 


You will need to calculate the ZeTO-sequence impedance in per unit for your 
lines as described in the Section 12.9. 
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4. Generation: Neglect resistance. Assume that the subtransient reactance of each 
generator is 0.02664 p.u., and the zero sequence reactance is 0.01025 p.u. on a 
100-MVA base. The generators are connected wye grounded. 


5, Your program should calculate the following quantities: 


a. Report the magnitude of the phase a current for a three-phase fault and for 
a single line-to-ground fault at each bus (in per unit). 


b. Select two buses, one with the three-phase fault current larger than the SLG 
fault, and one with the SLG fault current larger. For each bus 
{ ihe bee ©, 
(1) Compare current magnitudes in the faulted phases for three-phase, 


LL, DLG, and SLG faults. Rank the fault types from highest to low- 
est fault current. 

(2) For the SLG fault, find the sequence voltages at the fault bus (polar 
form) in per unit. 

(3) Find the Thévenin equivalent positive and zero sequence impedances 
(rectangular form) in per unit. 


(4) For the SLG fault, find the phase g line current in each line connected 
to the faulted bus (polar form). Do they sum to the total fault current? 


(5) For the three-phase fault, find the effect on the fault current of line out- 
ages of lines connected to the fault bus. (Outage one line at a time.) 


c. Select a rural 161-kV line. 


(1) For a fault at one end of the line, find the apparent impedance seen by 
a relay at the other end of the line looking toward the fault. Do this for 
phase a, with three-phase and SLG faults, and for phases b and c with 
LL and DLG faults. , 
ej 
Report The report should include the following: 


a. The map and one-line diagram of your system. 

b. The table of positive-sequence impedances of your lines from Chapter 10. 
c. A new table of zero-sequence line impedances. 

d. A listing of transformer and generator impedances on the system base. 

e. The printer output files listing of bus data. 

f. The printer output file listings of line data. 


g Tables showing the required fault currents and impedances. 
h. List of the bus with the highest and the bus with the lowest fault current magnitude. 


rarena neunana memnon e. 
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System Protection 


43.0 INTRODUCTION 


In this chapter we consider the problem of power system protection. Good design, 
maintenance, and proper operating procedures can reduce the probability of occur- 
rence of faults, but cannot eliminate them. Given that faults will inevitably occur, the 
objective of protective system design is to minimize their impact. 

Faults may have very serious consequences. At the fault point itself, there may 
be arcing, accompanied by high temperatures and, possibly, fire and explosion. There 
may be destructive mechanical forces due to very high currents. Overvoltages may 
stress insulation beyond the breakdown value. Even in the case of less severe faults, 
high currents in the faulted system may overheat equipment; sustained overheating 
may reduce the useful life of the equipment. Clearly, faults must be removed from 
the system as rapidly as possible. In carrying out this objective an important, but sec- 
ondary, objective is to remove no more of the system than absolutely necessary, in 
order to continue to supply as much of the load as possible. In this connection, we 
note that temporary loss of lighting or water pumping or air-conditioning load is not 
usually serious, but loss of service to some industrial loads can have serious conse- 
quences. Consider, for example, the problem of repair of an electric arc furnace in 
which the molten iron has solidified because of loss of power. 

Faults are removed from a system by opening or “tripping” circuit breakers. 
These are the same circuit breakers used in normal system operation for connecting 
or disconnecting generators, lines, and loads. For emergency operation the breakers 
are tripped automatically when a fault condition is detected. Ideally, the operation 
is highly selective; only those breakers closest to the fault operate to remove or “clear” 
the fault. The rest of the system remains intact. 

Fault conditions are detected by monitoring voltages and currents at various 
critical points in the system. Abnormal values individually or in combination cause 
relays to operate, energizing tripping circuits in the circuit breakers. A simple ex- 
ample is shown in Figure 13.1. 

A description of the operation is as follows. The primary current in the current 
transformer is the line current 7,. The secondary current 7; is passed through the 
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496 | terparts. We will also assume, except where noted, that the measurement point for 
io ae | Voltage or current is at the circuit-breaker location, This being the case, we will fre- 

transformer 


quently describe relay action in breaker terms. 

We note that it is not practical to use potential transformers at the very high line 
voltages frequently encountered. Instead, a portion of the line voltage is used, derived 
from a voltage-divider circuit composed of series capacitors. The output is then fed 
through a series inductance to a potential transformer, where the voltage is reduced 
further. The series inductance can be picked so that, together with the leakage in- 
ductance of the potential transformer, the capacitance is “tuned” out and the Thévenin 
equivalent impedance of the overall capacitor-coupled voltage transformer (CCVT) 
is practically zero in the sinusoidal steady state. For simplicity we will not distinguish 
between the low-voltage PT (or VT) measuring device and this high-voltage realiza- 
tion since we assume ideal operation for both. 


| 
| 
| 
| 
| 
| 
| 
Circuit | 
| 
| 
| Before continuing, choose the better relay scheme. 
Trip coil 


breaker 
Overcurrent 
relay 


Battery = 


Exercise 1, We are given the two alternative arrangements of circuit breakers 
shown in Figure Ex 1. Which breaker scheme is preferable from the point of view of 


minimizing the loss of load in the event of faults on buses and/or lines? Note: Three 
breakers are employed in either case. 


Figure 13,4 Schematic of 
overcurrent protection. 


Manual 
trip 


ting coil of an overcurrent relay, When |74| exceeds a specified oe e K 
a relay contacts close. If the relay is of the plunger type, like = 
iene Tei 2, the contacts close instantaneously. Other types of relays a : 
aes i a adjustable time delay. When the relay contacts close, the trip a 
p ee ized and the circuit breaker trips open. We can think of the trip a 
me i oid he movable core releases a latch, permitting the stored aa 
ETE ressed air tank to mechanically force open the movable T : 
pra ae We note in passing that the arc that forms between the circuit- = d 
mei a they open is extinguished by blowing away the ionized medium be- 
er contacts w! tacts using a blast of air or a transverse magnetic field; since the ; r | 
as a twice each cycle, the arc goes out once the sida ii of the 
pa een cases than the one we have been describing, So ar 
transformers (PTs or VTs) as well as current transformers ieee a 
tively these transformers are known as instrument transformers. ee 
transformers are used for measurements (instrumentation) as pi ins ae 
schemes. In either application the instrument transformers yet ae 
line voltages and currents (in the kilovolt and kiloampere a SE AE 
circuits. A very wide range of rated primary voltages an he Sy ne 
ly available. The secondary voltages are typically standardize 


Spy Spy , 5; 


o Figure Ex 4 
Sr et 


13.1 PROTECTION OF RADIAL SYSTEMS 


ssa aa maiinam ona 


; E We start by considering the simplest case, that of protecting a radial system, as shown 

he case of line-line voltages and to 115/ V3V or 120/ V3 V in the case of lin i in Figure 13.2, The protection scheme specified should satisfy some general criteria 
T a a voltages; the standard secondary current rating is 5 A. l E assuring selectivity and redundancy. More specifically in this particular case, we wish 
i We will be assuming that the instrument transformers are ideal so that the sec- i to satisfy the following criteria: 


: ir pri coun- 
ondary voltages and currents are simply scaled-down versions of their primary 
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Spi Sp Sp; Figure 13.2 Radial system. 


1. Under normal load conditions the circuit breakers By, B1, and B, do not operate. 

2. Under fault conditions only the closest breaker to the left of the fault should op- 
erate; this protects the system by clearing (and deenergizing) the fault while 
maintaining service to as much of the system as possible. 

3. In the event that the closestbreaker fails to operate, the next breaker closer to 
the power source should operate. This provision is called backup protection. 


Suppose that there is a 3¢ fault to the right of B}. The current J), at B}, will in- 
crease from its prefault value to a, presumably, much larger fault value. The presence 
of this large current can be detected by an overcurrent relay at the breaker location 
and used to initiate the triggering of B,. Stated more simply and directly in breaker 
terms, we can trip B, when its fault current magnitude exceeds a specified preset 
pickup value of current. If we set the pickup value of current low enough to trip B, 
for a fault at bus 3, then B, will certainly trip for the larger current accompanying a 
“closer in” fault anywhere on the transmission line to the right of B}. Thus B, pro- 
tects the line and bus to its right, or stated differently, the transmission line and bus 
are in the protection zone of B,. 

What if B, fails to operate for a fault in its protection zone? We note that the 
fault current at B; is essentially the same as the fault current at B, since the load 
current (supplying Sp) is small compared with the fault current. We could there- 
fore set B, for the same pickup current value as B, but introduce a time delay so that 
B, would normally operate first; this deliberately introduced time delay is called a co- 
ordination time delay, Would this method of setting the pickup curgént value of B, 
interfere with its primary function in protecting against faults in its protection zone 

(line and bus between B, and B,)? Fortunately not, since faults within its protec- 
tion zone are closer to the source and produce larger fault currents. If B; is set to trip 
for remote faults (in the protection zone of B,), it certainly can be expected to trip 
for faults within its own protection zone. The preceding discussion for the two break- 
ers B, and B, extends pairwise to any number of breakers in a radial system. A dif- 
ficulty in extending the number of breakers, however, is the possibly excessive trip 
time for the breakers nearest the source because of the summation of coordination 
time delays. Later, we will introduce a relaying method without this disadvantage. 
While for simplicity we have been discussing a symmetric 3¢ fault, we certain- 
ly will want to protect our system against the more common general faults. The ex- 
tension is simple enough. For example, for B,, the pickup current for each phase 
should be low enough that tripping occurs for any type fault of interest in its zone of 


n 


Sec. 13.1 Protection of Radial Systems 499 
protection. The implementation will require three ove i i 
tacts in parallel in the trip circuit of the M circuit tee ieee a a 
oe the breaker. This practice of tripping all three phases is common in the United 
? i : In some other countries single-pole switching may be used for some types of 
In implementing the protection scheme described in connection with F: 
13.2, we need overcurrent relays with adjustable current pickup ane ca shia 
time delays. Historically this has been accomplished using erone an i 
relays. Since the early 1990s, however, these relays are rapidly being re tell by 
microprocessor-based relays, particularly in the case of new installations. W i 
return to this development in Section 13.10. aie 
We believe that electromechanical relays may still be used to advantage ini 
troducing the principles of system protection. For the most part, the Bienes a 
even modes of relay behavior remain unchanged; rather it is the physical imple : 
tations that are so different. In that case, we will take advantage of the sim ie aaa 
more physically intuitive) descriptions of electromechanical devices, ak 
Returning to the problem of protecting a radial system, we note that the plunger- 
type relay described in Appendix 2 can be used as an overcurrent rela with ad 
justable pickup current. It can also be fitted with an oil dash pot or air belast i 
provide an adjustable time delay. In practice, however, the time-delay adjustment s 
not accurate enough. To obtain a more accurate time delay, a relay of the dició 
disk type is usually used. The basic torque generating principle is that of the A 
mon household watthour meter. In a watthour meter the angular velocity of the 
rotating disk is proportional to the average power supplied; in this way b ae : 
the number of revolutions we measure the energy (i.e., the integral of ae The 
desired characteristic is achieved by designing the watthour meter so that the te i 
that drives the disk is proportional to the average power supplied: á 


T = kIVIIZ cos ġ (13.1) 


where œ is the phase angle between V and J. There are also damping or braki 
A Ea the disk that cause an opposing torque proportional to the aan 
De z ets seal we get the desired proportionality between angular velocity and 
Although the actual construction of an induction-disk relay differs in detail 

can think of using a modified watthour meter element with the voltage and ies l 
coils connected externally to give a torque proportional to |7? alone. If the disk is th : 
restrained by a spiral spring, it will not turn until the current exceeds a certain pi a 
up value, Beyond that value the higher the current magnitude, the faster th ak 
Totates and the less time it takes to rotate through a given angle. By havin Pa 
ing contact that rotates with the disk “makeup” with a stationary SRE : 4 a 
verse” time-current characteristic may be obtained. By adjusting the position of > 


stationary contact, the time delay may be varied i i 
PAER a and a family o : 
acteristics is obtained. y of time-current char- 
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Typical time curves 
type CO-7 
overcurrent relay 
50-60 cycles 
| 
Current de settings: 
4,5, 6, 7, 8, 10, 12 
amperes 


11-Time dial setting 


Operating time (sec) 


1 2 3 4 5 6 7 8910 12 1416 18.20 
Current as a multiple of tap setting 


Figure 13.3 CO-7 time-delay overcurrent relay characteristics, 
(Courtesy of Westinghouse Electric Corporation.) 


F 

To obtain an adjustable pickup current value, one might mike the spiral spring 
tension adjustable, In fact, the adjustment is obtained by varying the number of turns 
in the current coil of the relay by means of “taps.” N 

A typical set of overcurrent relay characteristics is shown in Figure Ba: The 
two adjustable settings are labeled “current tap setting” and “time dial setting. The 
current tap setting designates the relay pickup current. For example, with a tap set- 
ting of 7, the relay will pick up when the current is 7A. a uh 

Note that for a given time dial setting, the relay operating time varies inverse- 
ly with relay current, The curves are asymptotic to the vertical axis; thus when the 
relay current equals the pickup current, it takes an indefinitely long time for actual 
pickup. In the example to follow we will show how to compensate for this peculiar 
feature when choosing the value of pickup current. 
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Example 13.1 


Consider the radial system shown in Figure E13.1(a), which represents a portion of a 


larger system. Bulk power is fed from a substation represented by the source on the 
left. We make the following assumptions: 


Figure E13.1{a) 


1. The source is an infinite bus; the voltage on the low (right) side of the trans- 
former is 34.5 kV (line-line) 


2. Prefault currents are negligible compared with fault currents. The prefault 
voltage profile is flat. 


3. The model shows actual impedances in ohms; positive-, negative-, and zero- 
Sequence impedances are assumed equal. Resistances are neglected, 

4. The transformer impedance is j5 referred to the 34.5-kV side, 

5. Faults may occur anywhere to the right of B,. Faults may.be 34, SLG, LL, and 
DLG. We assume a solid fault (i.e, Z/ = 0). 

6. For each breaker there are three overcurrent relays (one for each phase), 
We wish to trip the (3¢) breaker if a fault condition is detected on any phase, 
A schematic of the setup is shown in Figure E13.1(b). Note that the break- 
er trip circuit is activated if any overcurrent relay operates. 


The objective is to pick CTs and Telay settings to protect the lines and buses 2,3,4,5. 


We also want B, to back up B, and B, to back up B}. Suppose that the coordination 
time delay is specified to be 0.3 sec, 


Solution With a flat prefault voltage profile the prefault Thévenin equivalent 
voltage at any fault point can be taken to be 34.5/ V3kV. Consider first setting 
Ry, the relay that trips B,. i 


Setting of R;. We want the relay to operate for any type (solid) fault to the right of 
B;, We therefore need to know the smallest line current at location B; under any 
fault condition. Using the Sequence networks and considering all the alternatives, it 
becomes apparent that a line-line fault at bus 4 (the electrically most remote location) 


gives the smallest currents. If the fault is between phases b and c, we get, by a very 
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Breaker 


Relay 
contacts 


Breaker 


Battery = trip coil 


Manual 
trip 


Figure E13.1(b) 


simple calculation, using (12.18) and the appropriate connection of networks shown in 
Figure 12.10, 


4 = 0 
34,500/V3 
= -i315 = -i V3 = =-49286 
B= -j V3} = -iV os b 
Sy = 492.86 A 


Thus with a fault between any two phases, two of the line currents will have magnitude 
492.86, and we would like to trip reliably for those currents. In fact, we would like to 
initiate tripping action at a much lower value of current. In this way we have a safe- 
ty factor with respect to reasonable modeling errors and also compensate for the pe- 
culiarity of the CO-7 characteristic mentioned earlier (i.e., wherein it would take an 
indefinitely long time to trip if we picked 492.86 as the tripping current). 

Taking a safety factor of 3, we therefore wish to initiate tripping when 


492.86 
Mt = 165A ~—— 


Of course, in practice we should check that the expected normal line currents are sig- 
nificantly less than this value; we assume this to be the case. Picking a CT ratio of 


aiina : ` 
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150:5* we get the corresponding desired relay pickup value of 5.5A. Looking at the 
CO-7 characteristic, we cannot choose 5.5; we can choose a tap setting of 5.0 A, which 
will improve the safety margin; 5.0 A corresponds to a line current of 150 A. It Te- 
mains to choose the time dial setting. For fastest action pick the value +. When 
II, = 492.86A, the relay current is 492.86 X 5/150 = 16.43, which is 3.29 times the 
tap setting. For the characteristic curves we trip in approximately 0.2 sec. Note that 
the safety factor of 3 has biased us nicely into the central region of the characteristic, 
We next consider the setting of R}. 


Setting of Ry. Since R, must provide backup protection for R}, pickup is required 
under the same current conditions as for R;. It is convenient therefore to pick the 
same CT ratio and tap setting. The time dial setting must provide for a 0.3-sec time 
delay for coordination with R4; we do not want the R, contacts to close until B, has 
had a chance to trip into the open position. Since with a current of 492.86 A, R, 
Picks up in 0.2 sec, we wish R, to pick up in 0.2 + 0.3 = 0.5 sec. The characteristic 
curves show that a time dial setting of approximately 1 would suffice, However, 
looking at the curves we see that for higher currents the time delay would be too 
short and the coordination time delay would be less than 0.3 sec. Because the curves 
are closer together at the right, it is clear that to maintain the coordination time 
delay the time dial setting will need to be determined by considering the largest cur- 
rent value. 

In the backup mode the largest current occurs for a 3¢ fault just to the right of 
B, and has the value 


34,500/ V3 


[=s 
23 34 j25 


= ~ j796.74 


Thus in R, and R, we get relay currents of 796.74 X 5/150 = 26.56, which are 5.31 
times the tap settings. From the curves, R, operates in 0.15 sec and we thus want R, 
to operate in 0.15 + 0.3 = 0.45 sec. Interpolating the curves, we get a time dial setting 
of approximately 1.5, which is realizable since the settings are continuously adjustable, 

In this manner, from considerations of backup protection, we have specified R,, 
but it will certainly also pick up for all faults within its primary zone of protection. 


The smallest current will be for a line-line fault at bus 3 and that current will have 
magnitude 492.86 X 35/25 = 690 A. This is 4.6 times the pickup value and R, will 
trip in about 0.5 sec. 


Setting of R;. Again, we pick the settings of R, based on the requirement of backup 
for R,. In this mode, the smallest current that R, will see, together with R,, is 690 A. 
Again, introducing the safety factor of 3, we wish to initiate tripping for breaker cur- 
rents greater than 690/3 = 230 A. Picking at CT ratio of 200:5, for example, we get 
a corresponding relay pickup value of 5.75 A. Looking at the CO-7 characteristic, we 
can pick a tap setting of 5.0 A or 6.0 A. Suppose that we pick 6.0 A. This corresponds 
to a line current of 6.0 X 200/5 = 240 A, which is close enough to 230 A. To find the 


*Standard primary ratings are 50, 100, 150,200, 250, 300, 400, 450, 500, 600, 800, 900, 1000, and 1200A. 


Secondary ratings are always 5A. 
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time dial setting, consider the largest short-circuit current seen by R, and R, (in its 
backup mode). This is a 3¢ short just to the right of B}. The current is 
Ene j1327.91 
“pm oe 
Thus in R; we get a relay current of 1327.91 X 5/200 = 33.20, which is 33.20/6 = 
5.53 times the tap setting for R,. For R, we get a relay current of 1327.91 X 
5/150 = 44.2, which is 44.2/5 = 8.847 times the tap setting for R}. Relay R, oper- 
ates in 0.45 sec for the time dial setting of 1.5, which we have already picked. 

Considering the coordination time delay, we wish R, to operate in 0.45 + 0.3 = 
0.75 sec. From the curves we find that for a current 5.53 times the tap setting, the time 
dial setting is approximately 2.2 sec. 

This completes the selection of CT ratios and relay settings of R,, Rz, and R; 
associated with breakers B,, B,, and B;, respectively. 


13.2 SYSTEM WITH TWO SOURCES 


Let us consider what happens if we modify the system in Figure 13.2 by adding a 
source to bus 3. The advantage of the modified system compared with a radial sys- 
tem is improved continuity of service because the power can be supplied from either 
end. Additional circuit breakers are needed as shown in Figure 13.4. 

Note that a fault on bus 1, or the line between bus 1 and bus 2, need no longer 
interrupt service to buses 2 and 3. This, of course, presumes correct operation by the 
breakers. 

Correct operation cannot be accomplished by the method discussed in the pre- 
ceding section. To see this, suppose that there is a solid 3¢ fault at point (x) in Fig- 
ure 13.4. We want B»; and Bx to open to clear the fault. We do not want B}, and/or 
B,, to operate and interrupt service to bus 2. Suppose that we attempt to use the 
method of the preceding section. We would set B} to trip faster than By, (and By, 
to trip faster than B,,), which would imply correct action for a fault at point (x). But 
suppose that the fault were at point (y) instead. With relays $ as described previ- 
ously, B}, would trip before B}, which would isolate bus 2 unnecessarily. When the 
fault may be fed from either left or right, there is no way to coordinate the relay time 
delays properly. 


Figure 13.4 System with two sources. 
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l To remove faulted lines correctly, we require relays to respond only to faults oc- 
curring on their forward or line sides. The relays must therefore be directional. In 
this case B, would not operate for a fault at location (x); By; and B,, could be coor- 
dinated so that B,, would operate first. On the other hand, with a fault at location 
(y), Bos would not operate and B, and By could be coordinated so that B would 
Operate first. In fact, with this directional feature, and for a system like that in Fig- 
ure 13.4 (i.e., with a String of lines and buses fed from both ends), the coordination 
may be successfully accomplished just as in the case of a radial system, and the two 
breakers closest to the fault would be expected to operate first. Note that these two 
sina a not generally operate simultaneously since the short-circuit currents 
and coordination time delays would be different for the breakers t 
E E a ers to the left and the 

a s ae: that with directional relays the buses themselves are still protect- 
ed. ault at bus 2, for example, is on the line sides of B and B» and 
“seen” by these breakers. : ae 
We next consider how this directional feature may be obtained. It is easiest to 
explain the basic idea by considering only solid 3¢ faults, Suppose that in Figure 13.4 
at By, using Instrument transformers, we can measure the following phase a 
oto V, the phase-neutral voltage, and Z, the line current flowing from bus 2 
o bus 3. 
Suppose that there is a symmetric 3¢ fault on the line to the right of B» [i.e.,in 
the forward direction at some point such as (x)]. Then J), will be in the form 


v 
Bsz | (13.2) 


where Z is the total series impedance of the line between buses 2 and 3 and A is the 
fraction of the total line between the breaker and the fault (i.e.,a number between 0 
and 1). Z = (Z| /Z is mostly reactive with LZ = 67 in the range 80 to 88°. Thus in 
practice, J lags V, by a large angle of almost 50°, 

On the other hand, suppose that there is a solid 3¢ fault in the line to the left 
of Bos [i.e., in the reverse direction, say at point (y)]. In this case, neglecting the rel- 
atively small load current supplying Spy, we find that 


Z -h 

Iy = -L = Bv (13.3) 
where Z’ is the total series impedance of the line between buses 1 and 2, and A has 
the same meaning as before. /Z' will be in the same range as /Z (ie. in the range 
80 to 88°); thus from (13.3) we see that in this case Iz leads V, by an angle between 
92 and 100°. Thus the phase of Z; relative to that of V; is a distinctive feature that 
can be used to determine the fault direction. 
E The physical implementation uses an induction disk element. While differ- 
ing in construction detail, we can understand the basic idea if we think of an 
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implementation using a watthour meter element. Without loss of generality, suppose 
that V; is real (ie. V = IVI) and Iņ = [sle’**, where œ, = /hs. Suppose that we 
pass V, through a phase-shifting network that retards the phase of V, by z = /Z. In 
this way we obtain IVjle~". If Z; and the phase-shifted version of V, are applied to 
a watthour meter element, then, from (13.1), we get 


T = kWglllqg| cos (y + 82) (13.4) 


We get positive torque if -7/2 < $y + 8z < 1/2, zero torque if b>, + 62 = + 7/2, 
and negative torque if 7/2 < $n + 0z < 37/2. Ith; is the short-circuit current for 
a fault in the forward direction, then from (13.2), we find that $» = —8z. Then, from 
(13.4), we get the maximum possible positive torque. This result, of course, is inten- 
tional. Using the phase-shifting network, we “tune” the relay for maximum positive 
torque. On the other hand, if Z, corresponds to a fault in the reverse direction, we get 
a strong negative torque. These results can be presented graphically as shown in Fig- 
ure 13.5. 

The zero-torque line divides the complex plane into two parts. In the lower 
half-plane we get positive torque; the disk will rotate so as to close contacts consis- 
tent with tripping the associated circuit breaker. In the upper half-plane we get neg- 
ative torque (the watthour meter would try to turn backward); the contacts remain 
open, consistent with blocking the tripping of the circuit breaker. 

Also shown in Figure 13.5 are the phasors V, and I3, corresponding to short cir- 
cuits in the forward and reverse directions. The discrimination between these two ex- 
treme cases is excellent. It is also necessary to consider cases when the fault 
impedance is not zero, or when the bus load currents are not completely negligible, 
or when the fault occurs in a more remote section of line (not the one adjacent to the 
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Figure 13.5 Operating characteristic of directional relay. 
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Figure 13.6 Directional relay application. 


observation point). More general nonsymmetric faults also need to be considered 
The result of such a study is that in general, directional relays tend to operate for 
faults in their forward direction and block for faults in their reverse direction. 

In this way at each breaker we can discriminate on the basis of the direction of 
the fault and trip the breaker if we get the conjunction of (1) the fault is in the for- 
ward (line) direction and (2) the fault current is greater than the pickup value 

A simplified schematic version of a physical implementation is shown in Figure 
13.6. Only phase a is shown in detail; the phase b and phase c relay contacts are also 
shown to indicate the breaker tripping logic. 

l It should be noted that there are a number of variations and useful refinements 
in the practical realizations, which have not been discussed. For more information 
a i A i matters, mi reader is referred to the book by Blackburn and the 


CAE EAE ENA r E 
Exercise 2. l Redraw the loop system shown in Figure Ex 2 in the configuration of 
Figure 13.4 (with the ideal source at both ends). Then, in the light of the previous dis- 


cussion, show that the loop system can be protected by directional and time-delay 
overcurrent relays. 


ibis eR ENA NBA te 
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Ideal 1 
source 


Figure Ex 2 


13.3 IMPEDANCE (DISTANCE) RELAYS 


There are some problems with coordinating time-delay overcurrent relays even in 
the case of radial systems. If the string of lines and buses is too long, the time for op- 
eration of breakers close to the source becomes too large. To overcome this problem 
a different principle can be employed. Itis true that overcurrent is a characteristic fea- 
ture indicating a fault condition. An even more distinctive feature, however, is the ratio 
of voltage to current magnitudes. When there is a symmetric 3¢ fault, the voltage 
drops and the current rises. Suppose that the voltage drops to 50% of its normal 
value while the current increases to 200% of its normal value. Then there is a 4:1 
change in the voltage-to-current ratio compared with only a 2:1 change in the current. 

A relay that operates on the basis of a voltage-to-current ratio is naturally called 
a ratio or impedance relay. Itis also called a distance relay; the reason will be seen 
when we describe its operation. ri : 

Consider Figure 13.4 again and suppose that there is a solid 3¢ fault at point (x). 
Assume again that at B,, we measure the phase-neutral voltage V, and the current Iy. 
In this case the ratio V/Z; is the driving-point impedance of the portion of the line 
between B» and the fault point (x): 


Ty (13.5) 


where Z is the total line impedance and A is the fraction of the line between B,, and 
the fault. In general, V/Z, is not a driving-point impedance and it is probably less 
confusing to consider it simply as a measured quantity at the observation point. 
The relay is designed to operate if [Vj/J,.| is small enough. Suppose that we 
wish 80% of the line to be in the zone of protection; then the relay would be de- 
signed to operate if V_/Il = R, = 0.8IZI. The relay would then operate for any 
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1 Typicat line 
He— impedance 


Figure 13.7 Zone of operation 
of impedance relay, 


(solid 3¢) fault located within the nearest 80% of the line (Le., within the distance 
80% of the length of the line). This explains the designation “distance” relay. We 
also speak of the reach of the relay; in this case the reach of the relay is 80% of the 
length of the line. 

The region of operation of the relay is seen to be any complex value of V3/ In, 
that lies within a radius R, of the origin of the complex plane, In Figure 13.7 we show 
several possible outcomes (i.e., values of V;/,; under different conditions); the con- 


ditions refer to the fault points labeled in Figure 13.8. These points may be described 
as follows: 


(a) Fault on line at 60% point (trip) 

(b) Fault on line at 80% point (marginal trip) 

(c) Fault on line at 100% point (block) 

(d) Fault on system just beyond protected line (block) 


Figure 13.8 Fault points and protected zones. 
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(e) Fault on system much beyond protected line (block) 
(f) Typical normal operating condition (block) 

(g) Fault on line to the left of protected line (trip) 

(h) More distant fault in same line as (g) (block) 


To avoid an undesired trip under condition (g) we can include a directional 
relay, just as we did previously in the case of overcurrent relays. Also, as with the over- 
current relays, we can provide backup protection. Consider a section of the trans- 
mission system as shown in Figure 13.8. We are considering only the relaying at the 
By; location for the purpose of tripping B». We note that the other breakers (for 
example, B,,) are similarly equipped. 

Assuming the use of directional relays, we need only consider the system to the 
right of B33. At By we install three impedance relays. The first, already described, 
has a reach out to, say, 80% of the line and is set to trip instantaneously if |V;/Z,3| = R4. 
This protected region is designated zone 1; it is also described as the primary, or in- 
stantaneous trip, zone. The second impedance relay has a longer reach; it includes all 
of zone 2 (which contains zone 1). If there is a fault at point (d), for example, then 
after a time delay T, the breaker By will open. Presumably, point (d) is in the pri- 
mary protection zone of breaker B,, and therefore B4, should open instantaneously 
before Ba; has opened. However, in the event B, does not open, B,, will provide 
backup protection. Similarly, there is the action of the third impedance relay. After 
an even longer time delay T;, B}; provides backup protection for a zone 3 fault [for 
example, at point (e) just beyond the next set of downstream breakers]. 

We have been discussing only the backup protection afforded by By. There is, 
of course, the backup protection by other breakers afforded to B}. We note that 
directional-impedance relaying has the flexibility to protect effectively general trans- 
mission systems, not just radial ones. Although the overall transmission system may 
be very complex, including many loops, the impedance relaying principle allows us 
to limit our attention to a much smaller domain. The system, locally, may be as sim- 
ple as the one shown in Figure 13.8. 

The reader may wonder why zone 1 in Figure 13.8 was not specified to include 
the entire transmission line (i.e., 100% of the line). The reason may be explained as 
follows. The impedance seen by the impedance relay for a fault at a point (c) just to 
the left of bus 3 and at a point (d) just to the right of the bus is essentially the same; 
the impedance of the closed breakers and the bus structure is negligible. Thus if 
point (c) were included in zone 1 (instantaneous trip), a fault at point (d) would also 
cause the instantaneous trip of B3. This would be an undesirable trip since Bs, should 
be allowed to clear the fault. The advantage of not tripping B» when the fault is at 
(d) more than compensates for the disadvantage of not tripping instantaneously when 
the fault is at (c). Note that a fault at (c) still causes (delayed) tripping of B». 


A ee 
Exercise 3 Justify the use of directional-impedance relaying in the case shown in 


Figure Ex 3. Is the line between buses 1 and 6 in the forward direction of the direc- 
tional relay at B,.? 
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Figure Ex 3 


We consider next a possible physical implementation of an impedance relay 
with instantaneous trip. The working principle is suggested schematically in Fig- 
ure 13.9. The relay is of a type called a balanced-beam movement. In the absence of 
voltage and currents inputs, the beam is balanced. The voltage applied to the sole- 
noid on the left causes a proportional current to flow and exerts a downward pull on 
the left side of the beam. The current applied to the right side solenoid exerts a 
downward pull on the right side. If the voltage pull is greater than the current pull, 
the relay contacts are open. If the reverse is true, the relay contacts close. The so- 
lenoid action is described in Appendix 2, where it is seen that the average forces ex- 


erted are proportional to the squares of the phasor current magnitudes. Thus the 
relay tripping condition is 


kIVP < kl? (13.6) 
where k; and k, depend on the design parameters discussed in Appendix 2, and in 


addition k, depends on the impedance of the voltage solenoid. As indicated in 


(13.6), it is convenient to assume that the relay trips when the current and voltage 
pulls are equal. 


Equivalent to (13.6), the relay trips if 
y ky 1/2 n 
(p) Sp (137) 


T 
By adjustment of the number of turns (by taps) and the air gap (core screw), the crit- 
ical value R, may easily be changed. 

Finally, we remind the reader that, for simplicity, we have been considering only 
the case of symmetric 3¢ faults. When we consider the variety of nonsymmetric 


Z Contacts 


Figure 13.9 Balanced-beam 
movement. 
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faults there are additional complications. Even for a single zone application we note 
that we need three (1) impedance relays for each circuit breaker, one per phase. 
Breaker trip should occur for impedance below critical on any phase. Then we ob- 
serve that the reach of each relay depends on the type of fault. For example, if we 
set the relays for a reach of 80% of the length of line for a symmetric 3¢ fault, they 
may only protect, say, 50% of the line for an SLG fault or 10% of the line for an LL 
fault. On the other hand, if, for example, we set the reach for correct action for an 
LL fault, the relays may overreach for other types of faults. 

The impedance relays we have been considering are called ground relays and 
work with phase-neutral voltages and line currents. They are very effective in re- 
sponding to 36, SLG, and DLG faults. The relative insensitivity of ground relays in 
responding to LL faults has led to a modification called phase relays, where the same 
impedance relays are used, but their voltage inputs are line-line voltages (V,, instead 
of V,,,, for example) and the line current differences J, — 1, J, — L, and I, — L. 
With these voltages and current the impedance relays are quite sensitive for LL faults 
but relatively insensitive for SLG faults. In general, therefore, both ground and phase 
impedance relays need to be used. We note that the use of phase relays to supple- 
ment ground relays applies to other types of relays as well. 


13.4 MODIFIED IMPEDANCE RELAYS 


In the preceding section we considered the use of impedance relays in conjunc- 
tion with directional relays. We turn next to a simple modification of the basic 
impedance relay design that gives them a directional characteristic and permits stand- 
alone operation. 

The balanced-beam movement of Figure 13.9 may be modified by coupling the 
voltage and current circuits as in Figure 13.10. For simplicity we will neglect the 
(small) current in the (high-impedance) voltage solenoid in calculating the voltage 
across Z4. In this case the voltage across Z, is V, = Z I and at the voltage coil 
we have 4 


V =V -Z (13.8) 


Figure 13.10 Modified 
impedance relay schematic. 
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Block 


Circle of 


Complex 


Re 
Figure 13.11 Operating zone 
of modified relay, 
Using (13.7), the relay will trip if 
T z| 7 |- K-z, SR, (13.9) 


The region of operation is easy to show in the complex plane. In Figure 13.11 we show 
Zs, V/L and their difference. 

The condition (13.9) is satisfied, and the relay will trip, if V/Z is inside the cir- 
cle with center Z, and radius R,. Compared with the operating zone of the imped- 
ance relay (see Figure 13.7), we have the flexibility of shifting the center. We can 
pick Z, and R, to make the center of the circle fall on the line impedance locus, and 
the circle go through the origin. The resulting modified operating characteristic, also 
known as an offset mho characteristic, is highly directional. Just as in the case of 
impedance relays, we can provide three-zone protection by introducing three differ- 
ent reaches and appropriate operating delays. In Figure 13.12 we compare the 
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Figure 13.12 Comparison of operating zones. 
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operating zones for a three-zone impedance relay scheme operating in conjunction 
with a directional relay and the three-zone modified impedance relay scheme we 


have just described. The three zones have been drawn so that the corresponding 


reaches are the same. The difference, then, is in the “skirts,” and here the modified 
impedance relay offers advantages. Loads in general have higher power factors than 
faults. Note then, in Figure 13.12, the much improved selectivity of the modified im- 
pedance relay with respect to high power factor loads. In particular, compare their 
behavior with respect to the load impedance (f) in Figure 13.12. 


13.5 DIFFERENTIAL PROTECTION OF GENERATORS 


We consider next a very reliable method of protecting generators, transformer banks, 
buses, and transmission lines from internal faults. The basic idea as applied to gen- 
erator protection may be seen in Figure 13.13. Only the protection of phase a is 
shown. The scheme is repeated for the other phases. Using the dot convention, the 
reader may check that the reference directions for primary and secondary current in 
the CTs is consistent. 

If there is no internal fault, J, = I,, and with identical current transformers, 
I, = I. Since the CTs are connected in series, the current flows from one secondary 
to the other, and there is no current in the operating winding of the relay. Now sup- 
pose that there is a ground in the winding, or a phase-phase short. Then J, + J, and 
thus I, # I; and a differential current J; — I; flows in the operating winding. It is 
natural to call such a relay a differential relay. 

It would seem reasonable to detect the differential current with an overcurrent 
relay, but in practice this is not done. The reason is the difficulty in matching the 
current transformer characteristics; they obviously cannot be identical. Even very 
small mismatches in, say, the turns ratio might cause significant differential current 
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Figure 13.13 Generator pro- 
tection by differential relaying. 
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under full-load conditions or in the case of high currents due to fault conditions else- 
where. On the other hand, raising the pickup value for the overcurrent relay to pre- 
vent improper operation at high generator currents would degrade the protection of 
the generator under light-load conditions. 

A solution to the problem is achieved by using a proportional or percentage 
type of differential relay, where the differential current required for tripping is pro- 
portional to the generator current. A balanced-beam movement with a center-tapped 
restraining winding can be used to obtain this behavior. The general idea is shown 
in Figure 13.14, 

As in previous cases, the relay closes if the downward pull on the right side ex- 
ceeds the downward pull on the left. The average downward pull on the right is pro- 
portional to the square of the differential current (i.e., to IJ; - I3). The 
average downward pull on the left (the restraining force) is proportional to II, + 1 
this result is shown in Appendix 2. Thus the condition for operation can be stated as 


I+ 1 
2 


and has the desired proportional property. k is a constant that is adjustable by tap 
and air-gap (core screw) adjustments. Notice that as k is increased the relay becomes 
less sensitive. 

Assuming that /; and J; are in phase, it is easy to find the region of operation 
given by (13.10). This is shown in Figure 13.15 for a value of k = 0.1. We note that 
the characteristic can be easily modified to give an unambiguous block zone in the 
neighborhood of the origin. We also note that as an alternative to the balanced-beam 
relay we have been describing, there are induction-type relays that also operate on 
differential currents and have restraining windings. They have similar characteristics 
to Figure 13.15. 

We have been considering the differential protection of phase a of the generator 
winding; phases b and c are similarly protected. When any one of the three relays op- 
erates, the 3¢ line (main) circuit breaker and the neutral breaker open, isolating the gen- 
erator from the rest of the system. The breakers, but not the tripping circuits, are shown 
in Figure 13.13. In addition, the generator field breaker (not shown) would be tripped 
to deenergize the stator windings. This protects the generator in the event of (inter- 
nal) phase-phase shorts, which would not be isolated with the opening of the main and 
neutral breakers. Since we need to open three different circuit breakers (main, neu- 
tral, and field), three sets of contacts must be available on each differential relay. 


I - Bek 


= KIL average! (13.10) 
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lil 


Figure 13.15 Operating region 
W1 of differential relay. 


For additional information on the differential protection of generator stator 
windings as well as different methods of stator protection, the reader is referred to 
the IEEE Tutorial on the Protection of Synchronous Generators. 


13.6 DIFFERENTIAL PROTECTION OF TRANSFORMERS 


To protect a 3¢ transformer bank is somewhat more complicated because we must 
take into account the change in current magnitude and phase in going from the low- 
voltage to the high-voltage side. The differences must be canceled out before being 
applied to a differential relay. Consider first the case of Y-Y or A-A connections. In 
this case, for practical purposes, the primary and secondary currents are in phase in 
the steady state (exactly so if the magnetizing inductances are infinite) and only the 
current ratio changes need to be canceled out. A possible realization for a Y-Y con- 
nection is shown in Figure 13.16. Only one phase of the 3¢ relay protection is shown; 
the protection for phases b and c would be the same. 

Also shown in the figure are the phase a transformer bank currents J, and J, 
which are related by the current gain a = 1/n, where n is the voltage gain. If, under 
normal, nontrip conditions we want the CT secondary currents to be equal (i.e., 
I, = I) while the primary CT currents are related by J, = agg, we need to satisfy 
the following condition: 


ees 
L al 


Since a, £ I Jhanda, 4 1 / 1, are the current gains of CT2 and CT1, respectively, 
we get the following simple relation between current gains: 


(13.11) 


=— 12 

a 7 (13.12) 

From (13.12) the desired CT ratings may be selected. For example, suppose 
that the voltage gain or step up ration = 10. Then a = a/a, = 0.1. We might pick 
the primary rating of CT1 to be 500; thus a, = 5/500 = 0.01. Picking the primary 
rating of CTZ to be 50, we get a, = 5/50 = 0.1. Thus a;/a, = 0.1, as required. The 
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Figure 13.16 Differential protection of Y-Y transformer bank. 


selection of CT ratings is natural; we need a higher rating (10 times higher) in the 
high-current side of the 3 transformer bank than in the low-current side. 

In other cases there may be difficulty in finding standard CTs with the neces- 
sary ratios, Other methods for accomplishing the same purpose include the use of 
autotransformers connected to the CTs with multiple taps that provide additional 
flexibility. Taps may also be provided in the differential relay itself. 

There is an interpretation of the condition (13.12) implying zero differential 
current, which will be helpful in considering the next case: the differential protection 
of A-Y transformer banks. Consider the current gain in going from point (x) to point 
(y) in Figure 13.16. There are two possible paths. If we go through the 3¢ trans- 
former bank, the gain is )/I =a. If we go through the CTs, the gain is 
(11/1/13) = a/a. Thus to get zero differential current, (13.12) says that the cur- 
rent gain must be the same for the two parallel paths. It is easy to show this condi- 
tion must be true even if the current gains are complex numbers. The reader may note 
the connection with “normal” systems. Equation (13.12) says that the CT ratios and 
phase shifts should be in accordance with that of a normal system. 

In Figure 13.17 we show the differential protection of a A-Y transformer bank. 
The basic idea can best be understood from a one-line diagram. 

The point to note is that the secondaries of CT2 are connected in A. Thus when 
we consider the phase a (per phase) current gain œ, we get a phase shift just as we do 
in the case of the A-Y power transformer bank; (13.12) requires that the phase shifts 
be the same from the A to the Y sides. By wiring the sets of A-Y transformers identi- 
cally, we get the same (connection-induced) phase shifts in going from the A to the Y 
sides. Of course, the current-gain magnitudes must also be equal, as required by (13.12). 

The differential protection of transformers is beset by two problems we will 
touch upon briefly. The first is the problem of transformer “in-rush” current. This 
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Figure 13.17 Differential pro- 
tection of A-Y transformer bank. 


is a transient phenomenon in which the transformer magnetizing current may reach 
values several times full-load current when a transformer is first energized. Since, as 
shown in Chapter 5, the magnetizing current flows in a shunt path, it looks exactly like 
a ground fault to the differential relay. 

To prevent improper operation during normal switching transients, a number 
of methods may be used. These include desensitizing the relay [increasing the con- 
stant k in (13.11)], and using relays in which the unidirection component and the 
strong harmonic content of the in-rush current inhibit tripping. - 

The second problem concerns regulating transformers used to control complex 
power flows by varying voltage ratios and phase angles. These were discussed in 
Section 5.9. Clearly, the differential relays must not operate for the entire range of 
voltage ratios and phase angles associated with normal operation. One way this can 
be accomplished is by desensitizing the differential relay. In this way we compro- 
mise between the need to trip the relay when there is an internal fault and the need 
not to trip when there is not a fault. 


13.7 DIFFERENTIAL PROTECTION OF BUSES AND LINES 


z 
ed 

The differential protection of buses may be illustrated by the one-line diagram shown 

in Figure 13.18. Assume that all the current transformers have the same ratio and are 

ideal. The secondaries of CT1 and CT2 are in parallel; hence their currents add as 


och 


Figure 13.18 Differential 
protection of buses. 
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shown in the figure. If there is no bus fault, 7, + I, = Jy, and because all the CTs 
have the same ratio, Z; + 1; = 15, Then the differential relays do not operate. As 
with the previous applications, identical CTs are not required because of the 
restraining windings. The actual implementation would require three differential 
relays, one for each phase. Operation of any of the three relays would activate the 
trip coils of all three CBs, thereby isolating the bus. 

This technique extends naturally to a larger number of lines. Some care is re- 
quiréd in grouping the lines associated with each restraining coil in order not to lose 
the restraining action. In an extreme case the currents, while individually large, might 
sum to zero in each restraining coil. This would be the case if in Figure 13.18, L=0 
(line out of service?). Then the restraining action is lost even though J, and J, may 
individually be large. This problem, and others involving magnetic saturation of CTs, 
has been addressed by some alternative differential relaying schemes. 

As we have seen in the last few sections, the differential relayings of generators, 
transformers, and buses all have their own special features but are fundamentally the 
same. One feature in common is the physical proximity of the current measurement 
points (location of CTs). This physical proximity is lost if one attempts to apply dif- 
ferential relay protection to transmission lines (and underground cables). Differen- 
tial protection of lines has many desirable features. Simultaneous and rapid operation 
of circuit breakers (in approximately one cycle), unconstrained by problems of co- 
ordination with other relays, would be very desirable. 

Differential protection of lines can be provided through the use of auxiliary 
communication channels that link the two ends of each line. These channels can take 
the form of telephone or other wires (pilot wires), microwave links, or a system known 
as power-line cartier. In the latter system the power lines themselves carry the sig- 
nals in the form of modulated carriers in the frequency range 30 to 200 kHz (i.e., ap- 
proximately the radio AM band). Itis to be noted that the communication channels 
are also used for system communication, telemetering, remote control, and relaying 
schemes other than differential protection. 


13.8 OVERLAPPING ZONES OF PROTECTION 


In Section 13.3, in connection with transmission-line protection, we introduced the no- 
tion of the reach of a relay and its primary zone of protection. We also discussed the 
backup protection afforded by a relay to another relay’s primary zone of protection, 
Thus, necessarily, there is overlap between backup protection zones and primary pro- 
tection zones. 

It is also very desirable to have overlaps between the primary zones of pro- 
tection. In this way every point in the system lies within the primary protection zone 
of some relay. We consider next an example of such an arrangement, shown in Fig- 
ure 13.19. 

The protection zones are defined by the locations of the CTs associated with the 
particular protected element. The location of the CTs with respect to the circuit 
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Figure 13.18 Overlapping protection zones. 


breakers is the same as those shown in Figure 13.6 for lines, Figure 13.16 for trans- 
formers, and Figure 13.18 for buses. In these cases the order of arrangement is always 
the same: first the element to be protected, then the circuit breaker, and then the CT. 
Since the circuit breakers link the different elements, this guarantees that the pro- 
tection zones overlap. Note also that each circuit breaker then falls into two zones 
and is efficiently used. Note that a fault at point (x) in Figure 13.19, which lies with- 
in two overlapping zones, trips all the bus and transformer breakers. A fault at point 
(y) trips only the bus breakers. A fault at point (z) trips the bus breakers (one of 
which doubles as a line breaker), and if the line is protected by differential relaying, 
also trips the line breaker at the other end of line 2 (not shown). 


13.9 SEQUENCE FILTERS 


We will conclude our discussion of relay types by considering those that operate on 
the basis of abnormal negative-sequence and/or zero-sequence currents and volt- 
ages. Negative- and zero-sequence quantities individually and combination are a 
strong distinguishing feature, or discriminating feature, associated with a nonsym- 
metric fault. In addition to indicating a (nonsymmetric) fault, it may be important to 
recognize the existence of negative- and zero-sequence currents for their own sakes. 
For example, consider the consequences of negative-sequence generator currents due 
to unbalanced loads or nonsymmetric faults. These negative-sequence currents set 
up a flux that rotates in the air gap at an angular velocity wù (for a two-pole machine) 
and in a direction opposite to that of the rotor rotation. Thus the rotor experiences 
rapid flux variations that cause large currents to flow on the rotor surface. Even rel- 
atively small negative-sequence currents, if allowed to continue, will cause excessive 
heating of the generator rotor. To a lesser extent there is a similar problem with 
zero-sequence stator currents. 

The detection of negative-sequence or zero-sequence currents and voltages is 
done in sequence filters. We will consider two simple examples. A zero-sequence cur- 
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rent filter is easily made using three CTs. Suppose that the primary currents are Iy 
I,,and I.. If we put their secondaries in parallel across a (low) resistance, we geta 
voltage across the resistance proportional to 7° = 3(I, + J, + 1). Note that the fil- 
ter does not respond to positive- and negative-sequence currents, In some cases we 
can also read the neutral current of a grounded generator or Y-connected transformer 
bank that will be proportional to 7°. 

To measure the negative-sequence voltage, the circuit shown in Figure 13.20 
may be used. Assume that the transformers are ideal, with the secondary of the right- 
hand transformer center-tapped. We find that 


Vow 


[=——— 
R+ jX (13.13) 
R 
Si ees 
Vee + oT ix Vow (13.14) 
Using the specification X = V3 R, we get 
V = 3 (Vye + Vege i.) (13.15) 


Now suppose that the line voltages are a negative-sequence set. Then 
Vig = Vice?" and 


from which we find that 


3 
Vi = 4 Viel = = Wi (13.16) 


Thus IV! is proportional to the negative-sequence secondary voltage. To find the 
corresponding primary values, we multiply by the PT ratio, 
If the line voltages are a positive-sequence set, V2, = Vie?" and 


V=4Vi. (1+ e7) =0 (13.17) 


Figure 13.20 Negative- 
sequence voltage filter. 
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The response to zero-sequence line voltages need not be considered, since these volt- 
ages are necessarily zero. We can see this as follows. For zero-sequence voltages 
vo. =V = Ve. Then V9, = V? - V}, =0. Similarly, V% = V}, = 0. Thus the 
filter responds only to negative-sequence voltages, or to the negative-sequence com- 
ponent in the nonsymmetric 3¢ voltage. i 


Exercise 4. Show a circuit using PTs for obtaining a voltage proportional to the 
zero-sequence voltage of a 3¢ line. 


13.10 COMPUTER RELAYING 


The electromechanical relays we have been discussing are rapidly being replaced by 
microprocessor-based relays. This is particularly the case in new installations. For 
the most part the new relays replicate the functions and operating characteristics of 
the old relays. Thus the protection techniques we have discussed involving zones of 
protection, overlapping zones, backup protection and relay (time) coordination, etc., 
carry over unchanged. The physical implementation, however, is very much changed. 

Some of the advantages of microprocessor-based relays include the following: 


e Low cost. 

* Low inventory. A few standard products may be variously and easily configured. 

¢ Low maintenance. 

e Very flexible tripping characteristics that can be changed with software and 
from a remote location. 

e Self-monitoring with the ability to report relay failure automatically. 

* A single relay with a single set of inputs can be programmed to carry out a num- 
ber of functions (e.g., distance protection for multiple zones). Instead of, say, 
three impedance relays, each with a different reach, to cover tree different 
zones, we can combine the three functions into a single unit. 

* Reduced panel space and station power. 

* Additional functions. In addition to their primary function of providing pro- 
tection, microprocessor relay packages can also provide communications and 
recordkeeping. Voltage and current readings and relay and apparatus status 
can be transmitted to system operators, Detailed fault operating records (in- 
cluding oscillographs of fault currents and voltages) can be stored and displayed. 


Line relays can calculate and display fault locations. Line relays can have a 
revenue metering capability. 


For a more detailed account the reader is referred to Phadke and Thorpe and to the 


IEEE Tutorial Course: Advancements in Microprocessor Based Protection and 
Communication. 
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Microprocessors require digital inputs. In our application we start with analog 
voltages and currents (suitably transformed and isolated from the line quantities) 
and convert into digital form by analog to digital (A/D) conversion. There are un- 
avoidable errors in the representation of the analog signal because of the digital (i.e., 
numerical) nature of the A/D output and the fact that the output may only change 
at discrete times, At best the output of the A/D converter is a “staircase” approxi- 
mation of the analog signal, with stairs that are spaced T seconds apart and each with 
a quantized height in the form mA. Here T is the sampling interval (the reciprocal 
of the sampling frequency in samples per second), m is an integer, and A is the quan- 
tization level. 

The quantization level A depends on the number of bits available in the digital 
output of the A/D converter and on the dynamic range of the input analog signal to 
be represented. 

Suppose we have a 12-bit A/D converter (i.e., the output has 12 binary digits) 
to represent a 20V signal. Then there are 2° = 4096 discrete binary levels to repre- 
sent the 20-V analog input. The least significant bit can represent 20/4096 = 4.883 x 
107 volts = 4.883 millivolts. Thus A = 4.883 mV. With a 16-bit A/D converter we 
get four additional bits, and A can be reduced by an additional factor of 24 = 16. 

We now consider how sampling frequency (or rate) affects accuracy. To simplify 
our discussion we neglect any quantization errors. 


Nyquist Sampling Frequency, Given a band-limited signal x(t) [i.e., one whose 
Fourier transform X( jw) is zero for all frequencies w outside of the band + Ons 
then the frequency w, = 2w, (i.¢., twice the highest frequency in the band-limited 
signal) is called the Nyquist sampling frequency. If we sample at a rate equal to or 
above w,, it can be shown that the original analog signal can be reconstructed ex- 
actly from all the samples. In other words, the samples contain all the information 
contained in the original signal. To obtain this result (perfect signal recovery) we re- 
quire the complete sampled-data record (past, present, and future), which precludes 
its use in real-time applications. 

In the practical case, with the spectrum of x(#) not strictly limited to a band 
+ Wm, but still largely confined to such a band, we would pick some multiple of w, as 
the sampling rate. l 

Turning to a new subject, suppose we have a sequence of samples (numbers) 
representing the analog signal over a finite interval. How do we process the numer- 
ical sequence to recover useful information? An important technique is described 
next. Again, for simplicity, we will neglect quantization errors. 


Discrete Fourier Transform. Many relaying techniques rely on measurements 
of sinusoida! steady-state quantities such as voltage and current phasors. We note that 
in some cases we may also need to measure higher harmonics. For example, to re- 
strain a transformer protective relay from improperly tripping during so-called mag- 
netic in-rush, we may use the harmonic content of the in-rush current. The discrete 
Fourier transform provides tools to address these needs. 
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Usually we use phasors to describe the sinusoidal steady state. In protective re- 
laying, however, we are dealing with transients. Furthermore, we must make relay- 
ing decisions in real time based on a relatively narrow observation window. 

Let us start then with the realistic assumption that we have obtained a wave- 
form, x(t), of only limited duration; let us suppose x(‘) is defined only in the interval 
[0, P). We may think of x(t) as equal to zero outside the interval. How then do we 
obtain steady-state quantities? The answer is to consider the periodic extension of 
x(t). By that we mean that we (conceptually) “tack on” time-shifted sections of x(t) 
until we have a periodic waveform x>(t) with the property x(t + nP) = xp(t) for 
any t and integer n. We distinguish between the limited duration x(t) and its period- 
ic extension xp(t). 

Consider next the sampled version of x(t). Suppose in the interval [0, P) we 
have N samples. Then we have x(0), x(T), x(2T), . . . ,x((N — 1)T). We can define 
a type of Fourier transform of this numerical sequence. 


Fourier Transform 


-5 x(nT)e -jwnT 


If we now consider the Fourier transform of the sampled version of xp(t), because 

xp(t) is periodic with period P we get a Fourier transform with a fundamental (radi- 

an) frequency Q = 2m/P = 2n/NT, and harmonics kQ, k = 0,1,2,...,(N - 1). 
It can be shown we can get discrete Fourier transform pairs: 


Discrete Fourier Transform 


N-1 
X(jkOQ) = Y (aTe 9" =k = 0,1,2,...,N-1 


n=0 


ul 


Inverse Discrete Fourier Transform 


F 


m=i DX X(jkO)e™™  n=0,1,2,...,N-1 


Note that there are N samples in each domain. In the time domain the samples 
are spaced at intervals of T seconds. In the frequency domain the samples are spaced 
at intervals Q = 27/P = 27/NT. 

We next consider an example illustrating the use of the transforms. 


Example 13.2 


Suppose we sample one period (or cycle) of the voltage v(t) = V2IVI( cos wt + ¢), 
with N samples per period. In this case P = 2n/w = NT, and Q = 2n/P = w. From 


these N samples (nT), n =0,1,2,... , N — 1, we would like to determine the 
phasor oe v(t). We remind the feat that the phasor representation of v(#) 
is V =1Vle” 


a 
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We have 


v(nT) = V2 IVI cos (wnT + 9) 
= V2 Vicos (2mn/N +o), n=0,1,2,...,N-1 


Substituting in the discrete Fourier transform with k = 1 (to extract the fundamental 
frequency component), we get 
N-1 


= Sone T 


N-I 
= VZIVIÝ, cos (2mn/N + en PN 
n=0 
N-1 
-YZ y S (eP ei + e-PanlNgie\g- jammy 
n=0 
where we have used the exponential form of the cosine function. Carrying out the 
summation, we get Ne’*. This is because the left-hand part of the summation gives 
the constant e? summed N times, while the right-hand part (for N > 2) sums to zero. 
We note that N > 2 is the practical case. The final result is 


N aa aN 
V(jQ) = — Vle” = — V 
(j0) V2 Vi 
where N is the number of samples used in the calculation. Thus we can calculate the 
phasor V from the N samples v(n7),n = 0,1,2, ... ,N - 1. This concludes the 


example. 


es eee 


The example illustrates how to reconstruct the (original) voltage phasor from 
the voltage samples. The same can be done for current phasors. With these phasor 
quantities we can implement the various protection schemes discussed in the previ- 
ous sections. As an additional plus, we can combine a digital signal processing chip 
(DSP) with the logical microprocessor architecture. The DSP excels at fast execution 
of algorithms such as the discrete Fourier transform, among others. Thus we can 
convert sample values to relaying decisions using a single combined package. This 
greatly reduces the cost to the user. 

We mention a few useful modifications of the basic scheme presented. in Ex- 
ample 13.2. By sliding the observation window to the right (as time progresses), we 
can obtain updates of the phasor as time progresses. We can also use recursive meth- 
ods to update the phasor with less work. We can use narrower (or wider) observa- 
tion windows. We can also calculate higher-order harmonics. 

If we reintroduce a consideration of the quantization errors, the sequence of 
samples is not that of a pure sinusoid, but rather that of a pure sinusoid plus noise. 
In this case the phasor we calculate from the samples is an estimate of the “true” 
phasor. We can still use this (noisy) phasor in the protection schemes discussed in ear- 
lier sections. 

There are other methods to estimate phasors as well as methods that do not rely 
on phasor estimates at all. To investigate all these matters further, see Phadke and 
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Thorp or the IEEE Tutorial Course: Advancements in Microprocessor Based Pro- 
tection and Communication. 


13.11 SUMMARY 


The function of power system protection is to detect and remove faults from the 
system as rapidly as possible while minimizing the disruption of service. To further 
this objective the system is designed to incorporate some desirable general features, 
such as zones of protection, overlapping protection zones, backup protection, and 
relay (time) coordination. The relays used to detect faults in their zones of protec- 
tion have traditionally been electromechanical devices of the plunger, induction- 
disk, and balanced-beam types. Using these devices, the following types of functions 
could be obtained: instantaneous overcurrent, time-delay overcurrent, directional 
relaying, impedance, modified impedance, and differential relaying. Important relay 
characteristics are their operating characteristics (trip or block regions) and their 
time delays. 

These electromechanical relays are rapidly being replaced by microprocessor- 
based relays. These may be used to implement the same effective protection strate- 
gies of traditional relaying schemes and/or to provide the same relay functions. 
However, microprocessor-based relays have many advantages over their electro- 
mechanical forbears: They are cheaper, communicate better, may have their relay 
characteristics set by software (and from remote locations), and can perform multi- 
ple functions within a single package. 


Problems 


13.1. In Example 13.1 it is stated that the smallest fault current seen at breaker B, is an LL 
fault at bus 4. Verify the statement by checking the alternatives. 

13.2. Suppose that in Example 13.1, an SLG fault occurs at the midpoint of the line between 
buses 3 and 4. Which breaker should operate, and how long should it take to clear the 
fault? If the breaker does not operate, how long does it take the backup breaker to op- 
erate? 

13.3. In Example 13.1, recalculate the settings of relays R, and R, under the assumption that 
the zero-sequence line impedances are three.times that of the positive (and negative)- 
sequence line impedances. Note: In this case the smallest fault current seen at breaker 
B; may occur for a different type of fault. 

13.4. Repeat Problem 13.3, but assume that the positive (and negative) line impedances are 
j2 ohms (instead of j10 ohms). 

13.5. Suppose that for the system and settings found in Problem 13.4, there is a 3¢ short at 
the midpoint of the line between buses 2 and 3. Find the time it takes to clear the fault. 

13.6. Verify that Figure 13.15 shows the correct tripping and blocking regions [i.e., in accor- 
dance with (13.10)] for k = 0.1. Show the regions for k = 0.2. 
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D13.1 DESIGN EXERCISE 


In D12.1, fault analysis was performed on the Eagle System. This design is now con- 
tinued with the following: Select a rural 161-kV line. 


(1) For a fault at one end of the line, find the apparent impedance seen by a relay 
. at the other end of the line looking toward the fault. Do this for phase a with 

three-phase and SLG faults, and for phases b and c with LL and DLG faults, 

(2) Compare the apparent impedance with the zone 1, zone 2, and zone 3 of an im- 
pedance relay based on positive-sequence line impedances and the method of 
Section 13.3. Also compare to a load impedance corresponding to the rated 
load on the line. 

(3) Draw a figure showing the impedance relay zones and the apparent and load 
impedances from item (2). 


CHAPTER 14 


14.0 INTRODUCTION 


In Chapter 6 we derived simple round-rotor and salient-pole generator models. Al- 
though strictly speaking, these models are limited to (positive-sequence) steady-state 
applications, it turns out they can also be used in cases where the (positive-sequence) 
generator and bus phasor voltages are slowly varying. Provided that the variation in 
amplitude and/or phase is slow enough, we get almost exact results by substituting the 
variable amplitudes and/or phases in the steady-state expressions; this intuitively rea- 
sonable approach is called pseudo-steady-state analysis. As applied to (6.35), for ex- 
ample, we would replace the constants Pg, lE,|, |V;,!, and 5,, by (slowly varying) 
functions of time P(t), 1£,(t)l, !V,(t)l, and 6,,(2). 

We are going to consider the application of pseudo-steady-state analysis to 
problems involving electromechanical transients. Because of the high moments of in- 
ertia of turbine-generator sets, the key requirement of slowly varying phase can be 
justified. The most important problem we will consider is called the problem of tran- 
sient stability. It concerns the maintenance of synchronism between generators fol- 
lowing a severe disturbance. 4 

A typical case is the following. A lightning stroke hits a transmission line, 
“breaking down” the air between a pair of conductors, or from line to ground and cre- 
ating an ionized path. Sixty-Hertz line currents also flow through this ionized path, 
maintaining the ionization even after the lightning stroke energy has been dissipat- 
ed. This constitutes a short circuit or “fault” as real as if the conductors were in phys- 
ical contact. To remove the fault, relays detect the short circuit and cause circuit 
breakers to open at both ends of the line. The line is deenergized and the air deion- 
izes, reestablishing its insulating properties. We say that the fault “clears.” The cir- 
cuit breakers are set to reclose automatically after a preset interval of time, 
reestablishing the original circuit. This sequence of events (called a fault sequence) 
constitutes a shock to the power system and is accompanied by a transient. 

The key question of transient stability is this: After a transient period, will the 
system lock back into a steady-state condition, maintaining synchronism? If it does, 


Sec. 14.1 Models 529 


the system is said to be transient stable, If it does not, it is unstable and the system 
may break up into disconnected subsystems or “islands,” which in turn may experi- 
ence further instability. 

In what has been called the Great Blackout of 1965, improper action of a pro- 
tective relay initiated a sequence of events that caused a cascade of circuit breaker 
openings (or trippings), which broke the interconnected Northeast power system 
into separate parts. Eventually, 30 million people were affected, service was inter- 
rupted for up to 17; hours, and a generator in New York City was severely damaged. 
Most power interruptions are not as severe. Still, there are about 35 such events a 
year, on average, in the United States, which are considered serious interruptions of 
service. We see, then, that the problem of transients and in particular, stability, is an 
important one. 

In general, one must resort to computer simulation to describe these transients 
quantitatively. In this chapter, however, we will consider a simple case for which 
there is an elegant and simple solution. The method of solution is called the equal- 
area method. The insights one gets by using this method extend in a qualitative way 
to more general cases. 


14.1 MODEL 


We consider a system initially operating in a steady-state or equilibrium state desig- 
nated by x°. In this case we assume that 


1, All generators are rotating at synchronous speed corresponding to 60 Hz. 
2, All ac voltages and currents are sinusoids. 

3, All field currents i, are constants. 

4, All loads are constants. 

5. All mechanical power inputs to the generators are constants. 


In particular we note that the system is in the sinusoidal steady state. In the gen- 
eral case we now disturb this equilibrium state by a sudden change in input, or load, 
or structure, or a sequence of such changes, and consider the transient that occurs. 

We will be considering a structural change. In Figure 14.1 we show a single 
generator connected through a single transmission line to a very large system ap- 
proximated by an infinite bus. There are circuit breakers (CBs) at each end of the 
line. The fault location is identified by an X. For our present purposes the details re- 
garding the fault are unimportant. We simply assume that the fault is severe enough 
so that relays (not shown) detect and locate the fault and cause the CBs to open (to 
trip). For simplicity we ignore any transformers or assume that they have been ab- 
sorbed into the generator or line models. 

Consider the following example of a fault sequence, 
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Figure 14.4 Generator connected through transmission line to infinite bus. 
Fault Sequence 


Stage 1: System is in a prefault steady-state condition, or equilibrium state, x°. 
Stage 2: Fault occurs att = 0, followed by instantaneous openings of CBs. 
Fault clears before circuit breakers attempt to reclose. 


Stage 3: Circuit breakers reclose at timet = T and remain closed. Typically, 
T is less than 1 second. 


Question. Does the system return to the equilibrium state x°? 


Definition. System is said to be transient stable (for the givenfault sequence) 
if it returns to the equilibrium state x’, 


Note 1: We will find that there is a Tortica. For T < Trritica system is transient 
stable. For T > Totea it is not. 


Note 2: There are many possible modifications of this basic fault sequence. We 
will consider some simple modifications later in this chapter. 


Before we can proceed, we need to develop suitable system models for the 
three stages of the fault sequence. Note that a steady-state model is appropriate for 
stage 1, but dynamic models are required for stages 2 and 3. 

The dynamic models must describe what is observed in practice—that the tran- 
sients are basically electromechanical in nature, involving what is termed rotor angle 
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swings. The terminology may be explained as follows. In the steady state, as we dis- 
cussed in Chapter 6, the rotor angle 6 increases uniformly with time (i.€.,0 = wot + bo); 
as measured with respect to a synchronous rotating reference frame (at an angle wf), 
the rotor angle @) is a constant. During electromechanical transients the rotor angle 
no longer increases uniformly. We can describe the motion as follows: 


A(t) = Wot + bo + Ab(t) (14.1) 


In this description there is an increment A@() superimposed on the uniform rota- 
tion. As measured from a synchronous rotating reference frame (at an angle ot), the 
rotor angle is ôg + Aé(t), In one mode of behavior A6(t) is observed to oscillate 
around the mean angle 4), and this is described as a rotor angle swing. The reference, 
of course, is to the rotor angle measured with respect to the synchronous rotating 
reference frame. 

The very large moments of inertia of the coupled rotors of turbine-generator 
sets justify the notion that A@(?) is slowly varying [i.e., that Aé(¢) is relatively small at 
least in the interval under consideration]. Then, as an approximation, 


A(t) = wg + AGC) = o (14.2) 


We next consider the internal (open-circuit) generator voltage. In Chapter 6 we 
found the open-circuit voltage associated with uniform rotation. From (6.8) the volt- 
age magnitude is constant (proportional to iz) and the phase angle is 8) — 7/2. We 
will make use of something similar in the present case. 

Assume for now that during electromechanical transients, the field current i pIe- 
mains constant. With ip constant, going back to the fundamental relationship given 
by (6.2), we have the flux linking coil aa’, 


O = Pmax COS 6 (6.2) 
Now if O(t) = wot + 6) + AO(t) and ¢ links all N turns of the phase a winding, then 
daalt) = Nomar COS [wot + Oo + Ad(t)] (14.3) 
Dag 
it) =--—— 
Coa ) dt (1 4. 4) 


= (w + AB\Nomex sin [gt + A) + AO(t)] 


Using the approximation (14.2), we then have the internal (open-circuit) voltage 
ealt) = Enar COS | oot + Oy + Aa(t)-> (14.5) 


where Emax = OoN Omax is the same value as calculated in Chapter 6. Defining 5 as 
the phase angle of the phase a internal voltage, we have from (14.5), 


ô = b + Ae - : (14.6) 
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If A0 = 0, (14.5) reduces to (6.6), ô is a constant. If, on the other hand, A0 
varies, then 6 also varies and at the same rate. Equation (14.6) gives the vital con- 
nection between ô, the (electrical) internal voltage phase angle, and 6) + AQ, the (me- 
chanical) rotor angle (with respect to the synchronous rotating reference frame). 

In our modeling of the configuration shown in Figure 14.1, we will assume a 
lossless generator (r = 0) and a short lossless transmission line (R, = 0), which can 
be absorbed into the generator model as described at the end of Section 6.5. Thus 
the generator has augmented reactances X; = X; + X,,X, = X, + X,, and a ter- 
minal voltage V; to simplify the notation we will assume that /V,, = 0. 

If ô is constant, we can use (6.45) to find the per phase active (average) power 
delivered by the generator. In (6.45) we would replace IV,! by IVl, X, and X, by Xa 
and X,, and 6,, by ô (because /V,, = 0). With these changes we rewrite (6.45) and 
at the same time we indicate the equivalence, for balanced systems, between instan- 
taneous three-phase and per phase active power in the per unit system. The reader 
should check that (2.38), after per unit normalization, does in fact give that result. 
Thus we are led to the following expression for (p.u.) instantaneous generator power 
for the system in Figure 14.1: 


VAIA ae L) 
t) = R8) = sind + | — - — } sin 26 (14.7) 
Palt) = Fe(8) x, 7 LL 

Suppose now that we have a transient where A8(¢) is slowly varying. From (14.6) 
this translates into a slowly varying 6(#). Nevertheless, in accordance with pseudo- 
steady-state analysis, as long as (f) varies slowly, we assume that we may still use 
(14.7). 

To simplify (14.7) somewhat, we note that it is in the form 


Psg(t) = a sin 6(t) + b sin 28(t) (14.8) 


where a and b are constants. We remind the reader that for a round-rotor model, 
X, = X, and therefore b = 0, 

In Chapter 8 we derived a more complete and accurate aggerator model. We 
removed the restriction that the field current ip is constant. Wend up with a more 
accurate expression, in the form (14.8), but with different constants a and b. 

For the rest of this chapter, however, we will continue to use (14.7). Its great 
simplicity, and the value of its qualitative results, justify its use even if there are some 
quantitative errors. 

Equation (14.7) is an electrical equation. We next turn to the mechanical equation, 


14.2 ENERGY BALANCE 


We continue with the modeling of the turbine-generator. Initially, consider the 
turbine-generator as an ideal lossless converter of mechanical to electrical energy. 
In describing the conversion process it is convenient to use actual units. Thus we 
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will not be using the per unit system until further notice. Ni eglecting losses, in the pre- 
fault steady state 


Ply = 3P,(8°) (14.9) 


where Po (8°) is the actual per phase power and Pi, is the mechanical power supplied 
by the turbine. The superscript 0 designates the prefault equilibrium value. P,(8°) 
can be found from (14.7), where we substitute actual values of voltage and reactance. 

During a transient, the shaft of the coupled turbine-generator unit accelerates 
and the kinetic energy stored in the rotating inertia changes, Neglecting all losses and 
noting that p;4(t) = 3P,(8(t)), we have 


Phy = SPA) + Ws (14.10) 
We are assuming that Py remains constant at its prefault value during the very short 
interval under consideration. Note that in (14.10) the power angle ô is a variable 
(i.e, it is no longer fixed at its equilibrium value ôf). 

Next, to improve the realism of the model it is desirable to add a small me- 
chanical power loss term in (14.10). In particular, we include the mechanical friction 
in the bearings. Then, we get 


Phy = SEAB) + [We + Pri (1411) 
Equation (14.11) is an expression of conservation of instantaneous power; the me- 
chanical power developed by the turbine minus the mechanical friction losses, minus the 
three-phase electrical power out, equals the rate of change of (stored) kinetic energy. 
We next consider the term dW,;,eti,/dt in more detail. We would like to express 
it in terms of ô. From basic mechanics 


tz: 
Weinetie S 7” (14.12) 
where 8 is the actual rotor angle and J is the moment of inertia of the coupled tur- 
bine and generator rotors. Thus, using (14.1), (14.2), and (14.6), 


dW cinetc 


ae J66 = JapA8 = Sand (14.13) 


Note that the constant, Jwg, is the (actual) angular momentum of the coupled gener- 
ator and turbine rotors, at synchronous speed. It will be convenient later to nor- 
malize (14.13) with respect to S}, the MVA rating of the generator. In this case 
instead of Jwg we get 


y= = (14.14) 
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where fy = 60 Hz. The normalized kinetic energy in (14.14) has physical signifi- 
cance. Let 


megajoules/MVA (14.15) 


be the per unit inertia constant. The units of H are also seconds. Typically, H ranges 
between 1 and 10 seconds, depending on the size and type of machine. The range of 
values is small considering the enormous variation in J for different machines. 
Consider next the term Priston. Assume linear friction (i.e., friction torque pro- 
portional to angular velocity). Then using (14.1), (14.2), and (14.6), we have 


Piriction = ke? = klo + AGY 
= kob + 2kepAd + k(A8! 
= kw + 2kuyAd 
a kog + 2koð 


In accordance with (14.2) we have neglected (A6)’ compared with 2w A@. We note 
that the constant term kw) is the power lost in friction when the generator shaft is ro- 
tating at synchronous speed. It is convenient in doing the bookkeeping of power bal- 
ance to associate this term with the turbine. Thus if we subtract kw} from P3,, we get 


Po, È Po — kw? (14.17) 
which may be called the turbine power after synchronous speed losses. The term 
kaj is negligible compared with P}, and for our numerical work it will not be neces- 


sary to make a distinction between P?, and P}, in what follows. 


We now return to (14.11) and normalize with respect to the generator rating. 
Using (14.13) to (14.17), we get i 


P, H., 2km,  3P,8 
Py Hy 2ko. | 3E) 


Sh Sf SP 


Concerning (14.18), we observe the following: 


(14.16) 


(14.18) 


& 


1. We have replaced P}, by P%,, 

2. P3/S% = Poipu.) 

3. It is notationally convenient to define M 4 H Irth. 

4. We will define a very small constant D È 2ku»/S¥. 

5. 3Fo(6)/Si? = Polô)/Sg = Po(8)(p.u), 

6. Po(5)(p.u.) is given by (14.7), with voltages and impedances expressed in p.u. 


Finally, we have from (14.18) the following equation involving per unit quantities: 
Mö + Dé + P,(8) = PY, (14.19) 


This is a nonlinear differential equation, called the swing equation because it describes 
swings in the power angle 6 during transients, With this differential equation we can 
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Ph Figure 14.2 Spring-mass 


analog, 


discuss stability in a quantitative way. We note that (14.19) marks our return to the 
per unit system; to simplify the notation, however, we will suppress the p.u. notation. 

First, we note the analogy between (14.19) and a spring-mass system. If we let 
ô be a displacement, P,(5) a nonlinear spring force, and P% an applied force, we get 
the analogy in Figure 14.2. 

The equilibrium position 6° of the mass satisfies P,(5°) = P3. When P} = 0, 
then &° = 0 (i.e., the spring is in its relaxed position). From the mechanical analogy, 
and with small D, we expect lightly damped oscillatory responses when the equilib- 
rium state is disturbed. Because the spring is nonlinear, the response will depend 
critically on the nature of the disturbance. 

We can also review the physical connection between the rotor position and 6, 
which will help us interpret (14.19) more directly, in rotor terms. From (14.6) we see 
that ô = 0) + A6(t) — 1/2, where 8) + A(t) is the rotor angle with respect to the 
synchronous rotating reference frame. To find ô we simply subtract 90° from this 
rotor angle. Thus if we are “riding” the synchronous reference frame we can easily 
observe 6, as a mechanical angle. Alternating, we can try to visualize the behavior 
of 6 from the outside (i.e., from a stationary reference frame). Noting that wt = 0 
(mod 360°) every 1/60 sec, the synchronous reference frame appears stationary if we 
only consider the instants £ = 0, 1/60, 2/60, . . . . Thus ô, at those instants, can 
be measured with respect to a stationary reference frame. The situation is shown in 
Figure 14.3. 


Synchronous reference frame at 


120,24, 2, .., seconds 


Figure 14.3 Strobed rotor po- 
sition in terms of ô. 
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Stage 1 


Figure 14.4 Rotor swing transient. 


We may imagine the rotor to be illuminated by a stroboscope so that we only 
see the rotor at t = 0, 1/60, 2/60, . . . . During stage 1 of the fault sequence 
5 = ð = constant. (Our strobed rotor stands still.) During stage 2 the circuit 
breakers are open, so P; = 0, while Py = P? remains constant. The rotor acceler- 
ates and thus ô increases. Finally, during stage 3, the circuit breakers close and remain 
closed. The graph of 6 during the three stages is shown in Figure 14.4, which shows 
a stable lightly damped oscillation fort = T. 

We note that unstable behavior is also possible. Curve (b) in Figure 14.11 il- 
lustrates that possibility. 


Exercise 1. Consider the mechanical analog in Figure 14.2. What is the physical 
significance of stages 1,2, and 3 in terms of the mechanical model? 


14.3 LINEARIZATION OF SWING EQUATION 


In stage 1, Ply = P,(8°), and the system is in a state of equilibrium with 
== constant (and thus 5 = 0). In stage 2 there is accelerating power that dri- 
ves the state (ô, ô) away from equilibrium. If the departure from the equilibrium 
State is small, we may be able to investigate behavior in stage 3 by the method of lin- 
earization, 

To linearize (14.19), let 8 = 8° +. AS with A6 small, and do the usual two-term 


Taylor series expansion of P,(6°+ Aé). After canceling the constant terms 
P(5°) = PY, we get 


MAS+DAS+T AS =0 (14.20) 


where J £ dP(8°)/d8 is called a synchronizing power coefficient or stiffness coeffi- 
cient. J is the slope of the power output curve at the operating point 6°, Its value can 
be determined by differentiating (14.7). J is seen to be a maximum at no load 
(5° = 0). As the load (and 6°) increase, T decreases monotonically and, for some 
value of 8° less than or equal to 77/2, goes to zero and then negative. 
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The consequences of this with respect to system behavior may be seen by solv- 
ing (14.20) for small arbitrary initial conditions or may be inferred (with less work) 
by finding the roots of the characteristic polynomial corresponding to (14.20). 

The characteristic equation is 


Ms’ + Ds + 5 =0 (14.21) 


with roots (natural frequencies) 


D+ VD" - 4MT 


14. 
7M (14.22) 


$1.2 = 
For normal operating conditions MJ >> D? and we get s,, = a + jo, where 
a < 0 and w ~ (J/M)'”. With D very small we get lightly damped oscillatory be- 
havior with the amplitude of the oscillations in A6, decaying to zero exponentially. 
Thus ô = 5° + Aô returns to ô. However, with a negative J, one of the natural fre- 
quencies is positive and the linear model predicts “runaway” exponentially increas- 
ing behavior for almost all initial conditions. 


Example 14.1 Small Power Angle Oscillations 


In Figure 14.1 assume a round-rotor generator delivering power in the steady state to 
an infinite bus through a transmission line with reactance X, = 0.4. Assume that 
IE, = 1.8, Val = 1.0, H = 5 sec, and X4 = X, = 1.0. There is a small disturbance 
that causes a transient. For example, the breakers open and then quickly close. Ne- 
glect damping and find the frequency of the power angle oscillations for 
P% = 0,05, 0.5, and 1.2. l 


Solution Using (14.7), we can find the steady-state power angle ô. 


_ 18x 1.0 


(8°) = oat 8° = 1.286 sin 5° 


Then we can find the synchronizing power coefficient T: 


aP.(8° 
g = Pde) ) «1.286 cos 6° 
«dé 


Using M 4 H/sfy, the frequency of oscillations is given by 


; gy2 Tr oj 

° “(qi 7 Ga 
The results for the three cases are tabulated in Table E14.1. We note that as Pg in- 
creases, the synchronizing power coefficient drops, and this decreases the oscillatory 
frequency. The result is physically reasonable, as can be checked from the spring- 


mass analogy in Figure 14.2; the “softer” the spring, the lower the oscillatory fre- 
quency we expect. 
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TABLE E14.1 i 
PLS (deg) F w(rad/sec) (Hz) 
0.05 223° 1.285 69% A 
0.5 22.89° 1.184 6.68 1.06 


12 68.96° 0.462 4.17 0.66 


We observe that the oscillations are fairly low in frequency, on the order of 1 Hz. 
Thus we expect AØ = ô to be small compared with wo, as assumed in (14.2). Assume 
that for P% = 0.5 we have an oscillation in Aé of amplitude 0.25 rad (14.32°). Then 
8(t) = 8 + 0.25 sin (5.89 + $), and A6(t) = A(t) = 1.47 cos (5.89 +). Thus 
\A6| < 1.47, which is certainly small compared with w = 377. 


14.4 SOLUTION OF NONLINEAR SWING EQUATION 


We will be concerned mainly with cases in which the departures from the equilibri- 
um state are large. Thus the method of linearization is inapplicable, and we need to 
develop an appropriate method. Of course, numerical integration using digital com- 
puters is always possible, but we seek a simpler, more portable, method that enhances 
understanding. 

We will start by neglecting the very small mechanical damping. Thus for now 
assume that D = 0, Later we will consider its effect qualitatively. Now consider 
the behavior in the three stages of the fault sequence. 


Stage 1. 5=5°,6 =0,P,(8°) = P%,. 


Stage 2. _ With the transmission line open, and with D = 0,444.19) reduces to 


Mi=P) O0st<T (14,23) 
with solution, found directly by integration, 
i P 0, . T hP t 
a(t) = M! + 80) = - H t rad/sec 
(14.24) 


This behavior is observed in Figure 14.4 as a function of t. We will find a state-space 
description in the 5,8 plane more useful. Thus using (14.24), we note that 
Pua M (Py M 


2 
ô- al = E ee Pe ery ys 
E 7 me (14.25) 
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(8(7), 8(7)) =8(7) 


Figure 14.5 Trajectory in 
phase plane (0 < t< T). 


Thus in the state space (or phase plane) we get a parabola in which only the branch 
in the first quadrant applies to our problem and is shown in Figure 14.5. In the fig- 
ure, the arrow shows the direction of the motion along the trajectory in the phase 
plane from the initial state 5° to the state 6; reached after T seconds. We calculate 
ôr using (14.24) and use it as an initial state for stage 3. Note: If we had included D, 
the numerical results would have been indistinguishable from the preceding for typ- 
ical (small) values of T. 


Stage 3. The transmission line is reconnected att = T. From (14.19), with 
D = 0, we get fort = T 


Mö + P(8) = P} (14.26) 


with initial conditions 6(T) = 6; and 8(T) = 8; determined from (14.24). Defining 
P(5) = P,(8) - Ply we get an equivalent, but notationally simpler, version of (14.26): 


Mö + P(6) =0 (14.27) 


We are interested in the properties of the solution of (14.27) relating to transient sta- 
bility. In this connection energy techniques have proved to be useful. Consider the 
spring-mass analog in Figure 14.2 as applied to (14.27). Since we have effectively 
absorbed P9, into the spring force characteristic P(8), we now have an isolated sys- 
tem with a mass and a nonlinear spring and, with D = 0, no friction. In fact, we now 
have a conservative system, and know, from basic mechanics, that the sum of poten- 
tial energy (P.E.) and kinetic energy (K.E.) for such a system is constant. Thus using 
well-known formulas for K.E. and P.E., we have an expression for the total energy of 
the system in terms of the state ô = (6, 8): 


V(8) = IMË + | Plu) du (14.28) 


We note that at equilibrium (i.e., with ô = 6° and 5 = 0), both the kinetic energy and 
the potential energy are zero. We will also use the terminology K.E. and PE. when 
discussing our power system model. Although the terminology is very convenient, 
it can be misleading. Certainly, at equilibrium, with 6 = 0, the K.E. of the actual 
turbine-generator is not zero; it is Jwĝ/2. 
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At the beginning of stage 3,6 = 6; and 6 = 8,. Thus, using (14.28), there is an 
initial total energy V(6;) in the system. Thereafter, the motion of 6 and 6 is con- 
strained by the requirement that the total energy of our conservative system remain 
constant in value. Thus, for t = T, we have 


at) ôr 


P(u) du = }M8 + | P(u)du=V(5;) (14.29) 


eo 


V(8(t)) = Mèlt? + | 


5° 


We will now show how (14.29) provides useful information about the dynamic be- 


“havior of ô and ô. 


The key factor determining behavior is the potential energy curve. We will use 
the notation 


6 
W(6) = | P(u) du (14.30) 
5° 
for the potential energy. The reader should check that with a linear spring force [i.e., 
P(8) = k(8 — 8°)], W(8) = k(5 - 8° /2. Thus we get a quadratic function with a 
minimum (zero) at 5°. With a nonlinear force we get a more interesting potential 
well. In Figure 14.6 we show a representative P(8) at the top of the figure, a corre- 
sponding W(é) below it, and for a given initial condition, a phase plane trajectory at 
the bottom of the figure. By checking the slopes of the W(6) curve against the cor- 
responding values of the P(5) curve, the reader may check that the W(6) curve has 
the right shape. In particular, note that W has a local minimum at 6 = 5°, where 

W(8°) = 0, and has two neighboring local maxima at ô" and 5!. Let 


Wx = min [W(6"), W(8))] (1431) 


In the case shown in Figure 14.6, with P9, > 0, Wray, = W(6"). 

Let us consider now how we can determine the phase plane trajectory from the 
potential energy curve. Given 8°, or equivalently, P?, and P,(6), and the reclosure 
time T, we can calculate 6; = (ôr, 57) using (14.24). We show tig point 6; in Figure 
14.6; it is the initial condition for the stage 3 phase plane trajectory. We also calcu- 
late the initial store of total energy V(6;) using (14.28). This is shown as a horizon- 
tal line above the W(65) curve in Figure 14.6, for the case V(5;) < Wray. Also, since 
we know ô+, we can read off the initial potential energy part of V(6;) directly from 
the W(6) curve; then the initial kinetic energy part is V(8;) — W(6,). These two com- 
ponents are shown in Figure 14.6. 

What happens next? Since ôr is positive, ô must increase. Say that ô increases 
to a value 6’ < Smax. From the W(8) curve we can measure the new K.E. and there- 
fore the new value of 5’, Thus we can find ô as a function of 6 and plot a trajectory. 
Notice what happens when ô reaches Snax At that point the K.E. = 0. This corre- 
sponds tod =0. From the mass-spring analogy we deduce that this corresponds to 
a maximum extension of the spring and a reversal of phase velocity. Thus 5 decreases 
until at 6 = 6” the K.E. is a maximum with å negative. 5 decreases further until it 
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P(8) 


P(5) = Pg (5) - P9, 


max a weô") 5 
W) = | KOLO 
a 


0 


018? Smax 18" 8 — 


Phase plane 


Figure 14.6 Phase plane trajectory from potential energy curve. 


reaches a minimum value 6,,,. 6 then increases until it reaches the value 6,,,,, and the 
process repeats indefinitely with swings between ômin and max 

Note that any value of ô < ômns OF 5 > Snax is clearly impossible since it 
would imply a negative K.E. Thus, we can think of W(6) as a potential barrier. 
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Suppose that we do not neglect friction (i.e., D # 0). In that case it is no longer 
true that V(8(t)) = V(6;). Physically, in terms of the spring-mass analogy, the ener- 
gy must be slowly draining away, being converted into heat. It is simple to confirm 
this mathematically, Using (14.28), consider the time rate of change of V(6). Using 
the chain rule of differentiation, we have 


„V dê aV dê 

adt 3 dt (14.32) 
= M 66 + P(5)5 = [Mö + P(8)]è 
With D = 0, (14.27) confirms that V(8(t)) = 0; thus V(8(t)) must be a constant. But 


when we add the Dé term to the left side of (14.27), we get M + P(6) = ~ Dô. Thus 
(14.32) reduces to 


vlè) 


V(a(t)) = -D < 0 (14.33) 


As long as the mass is moving the energy is being dissipated and V(6(t)) is decreas- 
ing from swing to swing. In Figure 14.6, instead of a constant level V(ôr) we have a 
slowly dropping level, and consequently the swings in ô decrease in amplitude. Thus 
instead of the closed curve in Figure 14.6, we have a trajectory that spirals inward 
toward 5° = (5,, 0). This same conclusion is drawn from the linearization analysis. 
Thus, in the case just described, and including (qualitatively) the effect of damping, 
we conclude that the system is transient stable; we eventually return to the equilib- 
rium point 4°. 

The case just considered corresponds to a particular choice of reclosure time T. 
With longer reclosure times, 8; will be a point farther out on the parabola in Figure 
14.5. This corresponds to a bigger value for V(r). As we consider increasing val- 
ues of V(5;), we come to unstable behavior. 

In Figure 14.7 are shown four reclosure times, Ti, T;,7;,and T,. Using (14.24), 
we calculate the corresponding 57, 87,673, and 64. Using (14.28), we calculate the 
corresponding V,, V,, V; and V,. 

By the same reasoning used in describing Figure 14.5, we gehe trajectories 
shown in the phase plane part of Figure 14.7. Note that T; is the critical reclosure 
time, Trriticals For any T > Torcicat 5(t) is always positive; in fact, the trend is for &(t) 
to increase with ¢ (on the average); S(t) increases monotonically with t. Thus we 
never return to ô? and the system is not transient stable. The phenomenon is called 
pull-out or loss of synchronism. The generator will have to be resynchronized before 
it can deliver power to the system again. For those familiar with the terminology, we 
note that 6° is a stable equilibrium point, while 6” = (6, 0) and 6 = (5',0) are un- 
stable (saddle) points. 

We notice that for our one-machine-infinite bus model the question of stabili- 
ty is settled on the basis of the first swing. In the case we have been considering, if, 
after reaching a maximum value, 6 starts to decrease, stability is assured. It may 
therefore be seen that the effect of including the small damping term Dé is not crit- 
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Figure 14.7 Illustrating instability. 


ical since it has little effect over the short term. Usually, in deciding on stability the 
small mechanical damping term, Dé is neglected. The results then are slightly con- 
servative (i.e., on the safe side). . l 

We note next that the question of stability reduces to the question: Is 
V(57) < Wray? This question can be answered without drawing the trajectories in 
the phase plane. In fact, as we will now show, it is not even necessary to draw the 
graph of W(8). Assume the usual case, with the generator delivering power [that is, 
assume that P3, > 0, in which case War = W(8")]. From (14.28) and the definition 
of Wars V (ôr) < Wax implies that 


Pou du < [Peau (1434) 
8 
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Mè? + | 
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or 


bu 
iM& < | P(5) dë (14.35) 
ôr 


Next we note from (14.25) that 
iMë = PY (êr - 8°) (14.36) 
Substituting (14.36) into (14.35), the condition for stability is 


Pildr - &) < | i P(5) dô (14.37) 
ôr 


Suppose that using (14.24) we calculate 6, = (P},/2M)T? + 6°. Knowing 6;,we can 
check (14.37) by comparing areas as in the construction shown in Figure 14.8. The 
left side of (14.37) is the area A, and the right side is the area A amay. 
Since, as sketched, A, < Aana the system is transient stable in this case. 
Note: It is convenient to call A, the acceleration area because during this stage 
5 > 0. Similarly, we call A jay a deceleration area because here P-(8) > P% implies 
that ô < 0; in terms of the spring-mass analogy the spring re- 
straining force is greater than the applied force P%,. 


The equal-area stability criterion as it applies to this problem can be stated 
as follows. 


Equal-Area Stability Criterion. If A, < Admax, the system is transient stable. 
In words, if the accelerating area is less than the maximum decelerating area, the sys- 
tem is transient stable. 


ji 
An ef PS )dò 


Figure 14.8 Test for stability. 
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Assuming that the equal-area stability criterion is satisfied, our basic construc- 


tion can also be used to give information about 6,4, and Ômin. Thus from Figure 14.6 
we see that 6,,., satisfies 


Saux 


Vr) = Wna) = | P(8) dô (14.38) 


5° 


Repeating the calculations (14.34) to (14.37), we get 
Snax 
Pi 8; ~ 6°) = | P(5) dô (14.39) 
by 


We can draw a figure similar to Figure 14.8 to show satisfaction of the condi- 
tion (14.39). For a given 6; this is shown in Figure 14.9, where the deceleration 
area A, is also defined. Figure 14.9 shows in very graphic terms that 8,,, is the ô 
for which A, = Ay. 

Using Figure 14.9, we can see what happens as the reclosure time T is increased. 
As T increases, so does 6; and A,. For small increases, we can still find an A, to bal- 
ance A, but we finally reach a value of T = Tyrtica where A, is just critically balanced 
by Ag = Agmax and beyond this point we go unstable. 

Now consider the calculation of 5,;,. From Figure 14.6 we see W(8nnin) = 
W (max); hence 


l ” pe) as = | Ba) as (14.40) 


Figure 14.9 Calculation of dna. 
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Figure 14.10 Calculation of min. 


Equivalently, subtracting the left side from the right, 
Snax 
P(8) dê = 0 (14.41) 
Ömin 
Once again we can use a graphical interpretation involving areas (Fire 14.10). 
Once again the accelerating area (in the ~6 direction) and the decelerating 
area are equal. Note: With D = 0, 6 swings between ômin and Sin, forever. With 
D > 0, the swings are attenuated and ô tends to 8°, l 


i N E A 
Exercise 2. Consider the case of P} < 0 (ie., the case of a synchronous motor 
driving a pump or a fan, for example). Sketch figures analogous to Figures 14.6, 14.7, 
14.9, and 14.10. Hint: While the breakers are open, the rotating machines are slow- 


ing down. Thus å; will be negative. 
Se on ee ye 


Example 14.2 


Consider the same generator and line as in Example 14.1. Thus H = 5 sec and 
£,(8) = 1.286 sin ô., Assume that P®, = 0.5, 
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(a) Find the critical clearing time Tyriticat- 
(b) For a clearing time T = 0.97 pitic, find Smar and min: 


Solution (a) With (6°) = 1.286 sin 5° = 0.5, we find that 8° = 22.89° = 0.400 rad. 
We next find the critical clearing angle ôr, corresponding to Tita, such that 
A, = Admaxs 88 Suggested in Figure E14.2. 


D 
= 


f: 
0 5 ôr, n- 59 on 5 


(agg biter Po (5) = 1,286 sin ô 


Pe =0.5 


0.5 8° = 22,89° 


= 0,400 rad 


Figure E14.2 


57, is the largest value 6; for which we can balance the accelerating area A, with 
a deceleration area, This area is Ajma,. The calculation is simplified if we add the 
area A. shown in Figure E14.2 to both sides of the equation. Then carrying out the in- 
dicated operations, we get in succession. 


A, + A, =, A imax + A, 


a 
0.5(7 - 26°) = | (1.286 sin ô) dé 
ôr, 


1.1708 = 1.286(cos ôr, + 0.9211) 
ôre = 90.61° = 1.581 rad 


Note that we do not need to consider the stage 2 dynamics in calculating 67,. Next we 
calculate Tyitica, using (14.24) (Le., stage 2 dynamics). 


x 60 X 0.5 
Br, = 1.581 = arrest + 0.400 (14.24) 


Thus Tries = 0.354 sec. 
(b) With T = 0.97 yyitica = 0.319 sec, we find, using (14.24), 


_ eX 60X05 
? 2305 


Then A, = P% (ôr — 6°) = 0.5(1.357 X 0.400) = 0.478. Thus 


(0.319)? + 0.400 = 1.357 rad = 77.75° 


Bmax 
A, = 0.478 = | (1.286 sin ô — 0.5) dë 
ôr 


= 1.286(cos ôr — COS Smar) ~ 0.Sfðmax — Ôr) 
ee eee a 
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Putting in the value 6; = 77.75° = 1.357 rad, we get 

1.286 COS Snax + O.58qax = 0.4734 
Solving for ômax by iteration, we get ômax = 113.86° = 1.987 rad. To find ômin we use 
(14.41). Then 


Snax 
| (1.286 sin ô — 0.5) dô = 1.286(cOs min — COS Snax) — 0.5(Snax — Smin) = 0 
ò, 


Then we get 
1.286 cos ômin + O58min = 1.286 cos mar + O.58nax = 0.4734 
Noting di, < 5° we solve for 5,j, by iteration. We get 


Snin = —46.74° = -0.816 rad 


It is instructive in the preceding example to plot the swing curves in two different 
cases. This is done in Figure 14.11 assuming D = 0.1M = 0.1H/sfy = 0.00265. We 
consider two values of T:T = 0.97 itic = 0.319 sec and T = 0.356 sec. The smaller 
value is the value used in part (b) and corresponds to stable behavior; the larger 
value, T = 0.356, is slightly larger than T,,i:;-) and corresponds to unstable behavior. 

We comment briefly on a few points. 


1, The curves were obtained by numerical integration of (14.19) using a fourth- 
order Runge-Kutta formula, with a step size h = 0.5 sec. The initial values of 
ôr, Ôr were found from (14.24), 


. The effect of the damping constant D is seen to be small. In curve (a) there is 
a slight decrease in swing amplitude, cycle to cycle. The maximum ô is 1.977 rad 
as compared with 6,,,, = 1.987 rad calculated using equal-area methods, ne- 
glecting D. Similarly, the minimum 6 is found to be —0.777 rad compared with 
8nin = —0.816 rad. Thus the effect of D on the first swing is seen to be relatively 
minor. In the long term, however, the effect is major, causing the oscillation to 
disappear and 6 to return to its equilibrium value. 

. The stage 2 quadratic behavior of 5(2), is also shown in the figure. Att = T, the 

stage 3 curves peel smoothly off from the quadratic. We show the extrapolation 

of the stage 2 quadratic behavior to emphasize the ever-increasing rate of 
buildup of 6; and 6; as T increases. 

It is instructive to compare the curves in Figure 14.11 (time behavior) with the 

curves in Figure 14.7. Thus with T < Trysicai, Ôr and 67 are small enough to give 

an initial total enérgy V, < W,,,, and we get the bounded behavior seen in curve 

(a). With T > Tortica» Ôr and ôr have increased sufficiently to give an initial en- 

ergy typified by V, > Wax and we get the unbounded behavior seen in curve (b). 

Note that in this case Figure 14,7 predicts that, at the beginning, ô will decrease 

from its initial (positive value) but will not decrease to zero. Thereafter, the ten- 

dency is for 6 to rapidly increase. This same behavior is observed in curve (b). 


nN 


Ua 


> 
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4 l l 
| I Curve (a): T =0,319 
I Curve (b): T = 0,356 
j Teitica = 0.354 


5 — Radians 


t — Seconds 


Figure 14.11 


5. Figure 14.7 confirms what Figure 14.11 seems to imply—namely, if on the up- 
swing 6 remains positive, synchronism will be lost, while if after the initial up- 
swing, ô goes at all negative, synchronism will be preserved. Thus, at least for 
the case under consideration, the question of stability is determined on the first 
swing. 


14.5 OTHER APPLICATIONS 


The equal-area construction and stability criterion can be used for other problems. 
In all of these applications we start in an equilibrium state with P,(6°) = P{,. Then 
there is a change to a new PG(6), or a new P'y, which upsets the balance. In deter- 
mining behavior during the initial part of the transient, the spring-mass mechanical 
analogy is very helpful. Thus, for example, if Pj, > Po(8°), the spring-mass analogy 
correctly suggests we get acceleration in the positive direction and ô increases from 
the value 6°. If P7, < P,(5°), we get acceleration in the negative direction and 6 de- 
creases from the value 6°. The ensuing motion is bounded (6,14, Spin can be deter- 
mined) if the accelerating area A, can be balanced by the decelerating area A,. In 
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Figure 14.12 Effect of change 
in Py. 


this case, taking damping into account, the rotor angle swings attenuate and 6 tends 
to a new equilibrium value 6”. On the other hand, if A dmax < A, synchronism is lost. 


Application 1. The system is given in Figure 14.1. No fault occurs. From an ini- 
tial steady-state value with Py = P} we suddenly set Py = P'%). Using the tech- 
niques previously discussed it is easy to show that the construction in Figure 14.12 
specifies 6,1, and Snax. 

With the new Py the equilibrium ô is 6”. The way we get to 5" is as follows. Ini- 
tially, = 8° and P'%, > P,(8°), so there is acceleration in the positive direction. The 
acceleration continues [ P4 > P,(5)] until we pass ô” with positive velocity (we over- 
shoot). Then we decelerate [P,(5) > Pi] until a maximum ô is reached (i.¢., Snax): 
The acceleration and deceleration areas are equal. The swing between ôa, and 
Snin = 8 would continue indefinitely if there were no damping. With damping the 
swings attenuate and 6 tends to the new equilibrium value 6”. 


Exercise 3, Make up an example (i.e., pick values of P%, and P%,) to convince 
yourself, by using the equal-area method, that it is possible to change from P% to P%, 
slowly enough (in small steps) to cause ô’ simply to shift to ô” in a stable way, while 


if the change is made suddenly it causes instability. 
ee E ee a, 


Application 2. Consider the system of Figure 14.1 but with two parallel transmis- 
sion lines. A fault occurs on one of the lines (Figure 14.13). Assume that the fault 
is removed instantaneously by opening the breakers of the faulted line. The fault is 


Fault Figure 14.13 Loss of one line. 
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Po (5) — 2 lines 


Po (5) ~ | line 


Figure 14.14 Swing accompa- 
nying loss of line. 


not transitory and the breakers “lock out” in the open position. We consider P,(8) 
in the two cases, with the two lines in parallel and with only one line present. 
In Figure 14.14 we show the swing accompanying the loss of the line. Synchronism 
is not lost, and with damping taken into account, 6 tends to the new equilibrium 
value ô". 

Suppose now that the faulted line is repaired and we close the breakers to re- 
store the line to service. For purposes of comparison, suppose that Py = P% (ie., 
the same value as before). Figure 14.15 shows the swing accompanying the regain- 
ing of the line. With damping taken into account, 6 eventually settles down to its orig- 
inal value 8°. 


Exercise 4. Provide a sketch, similar to Figure 14.14, illustrating instability on 
loss of a line, although the remaining line is capable of carrying the power P% in the 
steady state. 


Application 3. Consider the system of Figure 14.1 but with two parallel transmission 
lines and assume that a fault occurs but is not cleared instantaneously by the breakers. 

In this case we show three P,(8) curves. In the prefault steady state with two 
lines in parallel, the power angle is 6°. When the fault occurs it is not removed in- 
stantaneously. With the fault in place, P,(8) is given by the lowest of the three curves 
in Figure 14.16. By the time the breakers on the faulted line open, ô has increased 


Pg (8) ~ 2 lines 


Pg (8) ~ 1 line 


Figure 14.15 Swing accompa- 
nying regaining of line. 


Po (5) - 2 lines 


Pg(8) ~ 1 line 
y 


1 good line 


Pg (6) - | faulted line 


Figure 14.46 Upward swing with fault. 
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to the angle 6, and an acceleration area A, has been accumulated. With these break- 
ers open, there is one good line in place, and P,(6) is given by the middle curve. 8 in- 
creases to a value of 6,,., corresponding to A, = A,. Here we are assuming that the 
fault is not cleared and the breakers on the faulted line remain open. To find 6,,,, we 
consider the downward swing just as in the case of Figure 14.10. Taking damping 
into account, § tends toward a new equilibrium value corresponding to operating 
with a single line. 


eee 
Exercise 5. Suppose that on the upward swing the fault is cleared and the break- 
ers reclose with ôr < 8y4,. Then for the remainder of the upward swing we have 


two good lines in place. Redraw Figure 14.16 to show this case. 
So a RE ee ee 


Figure 14.16, as drawn, implies that the presence of a faulted line in parallel 
with a good line reduces the power-transferring capability of the good line. In the next 
example we would like to offer some supporting evidence. 


Example 14.3 


We wish to obtain an expression for Po (5) with a solid (zero impedance) 3¢ fault in 
place, as shown in Figure 14.13. For simplicity assume a round-rotor generator. We 
can replace the one-line diagram by the (per phase) circuit diagram shown in Figure 
E143. In the figure X,, is the total reactance of the faulted line. A is the fraction of 
the line to the left of the fault. If = 0, the fault is at the generator bus. A = 0.5 puts 
the fault in the middle of the line, and so on. Find an expression for P,(6) as a func- 
tion of A. l 


Xa 


Figure E14.3 


Solution It is simplest to replace the network to the right of the “terminals” a-a’ by 
a Thévenin equivalent circuit. Thus we find, by the voltage-divider law and the rule 
for finding parallel impedances, 
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and then | 
EV 
Palè) = + sin 8 = ksi 
(5) X+ Xm, sinô = xsin ô 


where, after substituting for Vrne and Xrnev, we find 


A IANA 

X, + Xu + (XXu/AXn) 
We note that with a fault at the generator bus, A = 0 and x = 0. Thus the generator 
delivers zero power and the runaway acceleration is maximum. In other cases, as the 
fault is shifted to the right, away from the generator, x increases monotonically but 


never gets as big as Eq IVl/( X, + X11), the gain constant defining power flow in the 
case of the single line (faulted line removed). Thus we see the importance of remov- 


ing the faulted line as quickly as possible. 


K 


14.6 EXTENSION TO TWO-MACHINE CASE 


Suppose that we replace the infinite bus in Figure 14.1 by a synchronous motor dri- 
ving a mechanical load. Then we have two synchronous machines, each with its own 
dynamics, coupled to each other electrically by the transmission line. We can easily 


extend the results of the previous analysis to this case. Instead of (14.19) we have the 
pair of equations 


Mið, + Did, + Palè, - ô) = Pin (14.42a) 
Mô, + Dy, + Polê - 5) = Plh (14.42b) 


where ô; and 6, are the phase angles of the internal voltages of the two synchronous 
machines. Assuming a lossless electrical system (i.e., purely reactive line and gener- 
ator internal impedances), we get 


Fox(8, = 8) + Pol, - ô) = 0 4 (14.43) 
by considering conservation of power. In this case, in the prefault steady state, with 
ô, = ôl and 8, = 88, we require, and assume, that 

Phy + Pon = 0 (14.44) 


Physically, we are assuming that the mechanical power demand at the load is matched 


by the mechanical power provided by the turbi bstituti 
in(1442b),Wepet oe meine. Sabsituting (1443) and (14.44) 


Mö, + Dô, - P, clê, ~ &) = -Pin (14.45) 
It is convenient now to assume a condition known as uniform damping, 
D _ D 
M” A (14.46) 
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in which case, for stability evaluation, the two equations (14.42a) and (14.45) may be 
replaced by a single equation in the internodal angle ô = 6, — ô. We simply di- 
vide (14.42) by M, and (14.45) by M, and subtract the latter equation from the for- 
mer. We get 


oe Des ( Tee ) ( 1,1 ) 0 
2t y’. M, M, 1512) M M,) (14.47) 


Equivalently, 
Mob. + Dôn + Polên) = Pon (14.48) 


where My = M,M,/(M, + M,) and Dy È D,M,/(M, + M,). Equation (14.48) in the 
variable ô; has the same form as (14.19) in the variable 8. In fact, if we, in effect, con- 
vert the second synchronous machine into an infinite bus by letting M, tend to infinity, 
then, with ô, = ô? = 0, (14.48) reduces to (14.19). 

We can apply the equal-area criterion to investigate the stability of (14.48), 
under various system perturbations, just as we did previously in Sections (14.4) and 
(14.5). Satisfaction of the stability criterion means that ô, returns to a constant post- 
fault value. Thus synchronism is maintained. It is to be noted that even in cases 
where the postfault ô, returns to its prefault value 8%, in general, 8, and 8, do not re- 
turn to their prefault values 5! and 89. This type of behavior may be more fully un- 
derstood by considering the spring-mass analogy for (14.42a) and(14.42b); the analogy 
in this case has two masses coupled by the spring and no wall. 

Finally, a brief comment on the assumption of uniform damping. Since the 
(first swing) stability does not depend significantly on the very small damping con- 
stants D, and D,,a convenient choice is justified. In fact, in using the equal-area sta- 
bility criterion, we neglect D, and D; entirely. We note that D, = D, = 0 formally 
satisfies the definition of uniform damping. We note also that if stability is preserved, 
the eventual (i.e., steady-state) value of ô, will also be independent of D, and D,, al- 
though this is not the case for 6, and ô, individually. The main reason we include 
damping in our present discussion of stability is to preserve the qualitative feature that 
the oscillations eventually damp out and we return to equilibrium; uniform damping 
is the simplest assumption that preserves that feature. 


Example 14.4 


Consider an example similar to Example 14.2. Suppose that the generator is round 
rotor, with IE! = 1.8, H = 5 sec, and X; = X, = 1.0. The motor is specified by 
IE = 1.215, H = 2 sec, and X, = X, = 1.2. The line reactance is assumed to be 0.4. 
Assume that P3 = 0.5. Find Toiical 


Solution We first find the expression for Pg)(5,.). 


1.8 X 1.215 


Pala = T0419 +04 


sin ô = 1.287 sin ôy 


a Se 


etme ag a 


ica pce 
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In the prefault steady state, with P-,(8?,) = 0.5, we find ôl = 22.87° = 0.339 rad. The 
data were picked so that these numbers are practically the same as in Example 14.2 and, 
therefore, we may use a result of that example: namely, the critical clearing angle is 
90.61° = 1.581 rad. We can next find the dynamic behavior during the open-breaker 


period using (14.24): 
_aX6X05, o 
5,(t) = ee T + 6 
__TxO0x05, y 
êt) = 7x7 t+ & 
Therefore, 


6,,(t) i ô(t) = 6,(t) = 32.9972 + a, 
Putting in the critical clearing angle and the initial angle, we get 
1.581 = 32.9972... + 0.399 


Thus Toritica = 0.189 sec. 

As compared with the result in Example 14.2, where the critical switching time 
was 0.354 sec, we have much less time to reclose the breakers if stability is to be main- 
tained. Physically, considering that the generator is speeding up while the motor is 


slowing down, it is clear why it takes a smaller time to reach the critical clearing angle. 


14.7 MULTIMACHINE APPLICATION 


Among many possible extensions of the previous results to the general m-machine 
case, we consider next one that is quite similar to the two-machine case. Suppose that 
we have a power system with a special structure. The generators may be separated into 
two groups. Within each group the generatots are tied together by a strong network 
of transmission lines. On the other hand, the two groups of géherators are linked to 
each other by a comparatively weak set of tie lines, This situation sometimes occurs 
when two geographically distant metropolitan areas are weakly interconnected. 

The situation described previously is suggested in Figure 14.17, where the two 
groups of generators are shown linked by two tie lines. It will be convenient to de- 
fine the index set J, as the set of indices (subscripts) for all the generators, lines, 
buses, and loads in network A. A similar definition holds for the index set J, relative 
to network B. We also define J; as the set of indices corresponding to tie lines link- 
ing the two networks, 

It is observed that during electromechanical transients the rotor angles in each 
subnetwork tend to “swing together” more or less coherently. This phenomenon 
may be better understood in terms of the spring-mass analogy, extended to m mass- 
es, by imagining strong coupling (stiff springs) within each group of masses and weak 
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Figure 14.17 = mMachine network. 


coupling between the two groups. Another way of stating the observed condition is 
that during transients the voltage angles differences within each network change rel- 
atively little compared with the change in the voltage angles across the tie lines be- 
tween the two networks. 

In describing this condition quantitatively, it will be convenient to define the 
so-called center of angle for each of the two networks. This is defined to be a weight- 
ed sum of angles as follows: 


54 T au 5 Mô; (14.49) 
A iela 
where M, È Lier, M; (i.e., we sum all the M; in network A). Similarly, we define 
5, = Lii (14.50) 
M; iela 


where M, È Zie, M;. In the spring-mass analogy, 5, is the center of mass of the 
masses belonging to network A. 6, is the center of mass for the masses in network B. 

Suppose now that for each of the generators in network A we write the me- 
chanical equation corresponding to (14.19). We get 


M6; + Då, + Po = Ph iela (14.51) 


As discussed in Section 14.6, to simplify the analysis, we can assume uniform damp- 
ing. Then if we sum (14.51) for all the generators in network A, we get, using (14.49), 


Miða + Diba t+ Poi = Si Phi (14.52) 


iela iel 


558 Power System Stability Chap. 14 


where D, = Bie, D, Assuming a lossless transmission network, and using the law 
of conservation of power, we get an expression for Pp, the power transferred from 
network A to network B: 


AB T Y, Poi = 5 Poi (14.53) 
tel, iela 
In words, the excess of generator power over load in the (lossless) network A is the 
power transferred to network B. The power is transferred through the lines joining 
the two networks. Thus 
VAM 
P= > R=), Ea sin 6,; (14.54) 
kelc kelc k 
Here P, is the power from bus į in network A to bus j in network B through line k, 
which connects the two buses. Equation (14.54) is the familiar expression for active 
power transferred down the lossless (short) transmission line with reactance X,. 
It is also convenient to introduce notation for the excess of mechanical power 
over load power for network A. Let 


POS SPY- SP (14.55) 


ie, iela 
Using (14.53) and (14.55) in (14.52), we then get 
Maða + Daa + Pap = P4 (14.56) 


Note that under our assumptions the excess power, P®?,, is a constant just like the me- 
chanical power, P% , (14.19). 

Our objective is to write (14.56) in a form analogous to (14.42a). As the re- 
maining step in this process we need to express P,, in terms of 6, and ôg. Howev- 
er, in (14.54), Papis expressed in terms of the angles 8; — 9; across the lines joining the 
two networks. We next show how this conversion may be obtained, In the process 
we make an approximation consistent with the assumption of coheffacy previously 
described. We start with the identity 


8; — 8; = (8; — 84) + (84 — ôr) — (8; — ôs) (14.57) 


where iel, and jelz. 
Consider (14.57) in the prefault steady state. We get 


af -= 68 = (8 — 6%) + (8% — 83) - (6° ~ 64) (14.58) 


Now think of (14.57) as describing the angles at some time during the transient. If we 
now subtract (14.58) from (14.57), we can relate the changes in these angle differences. 


AG; = A(6, — 84) + Aô4g — A(B; — ôn) (14.59) 


Here A8; = (6 = 6;) ~ (6? ~ 6°), Aday = (34 — 63) — (84 — 83). We note that 
A(6, - ô A) and A(9; ~ òs) are the changes, over time, in the angles within each 
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network. The notion of coherence is that these changes are small compared to the 
changes in the angles between the networks. We therefore neglect these changes as 
compared with Aé,, and from (14.59), we get 


b; = 6, + Ada (14.60) 
We can now use (14.60) in (14.54). At the same time let us introduce the notation 
NALA 
Eg (14.61) 


Per our previous description, |V;| and |V;j are the voltages at the buses termi- 
nating line k. If we now assume that these voltage magnitudes are constant during 
each stage of the fault, the b, are also constant and (14.54) will be in the required 
form to apply the equal-area stability criterion. We note that we may assume changes 
in the |V}, lV;!, and X; as we go from one stage of the fault to another but we assume 
constancy of the b, within each stage. We then get, using (14.60) and (14.61) in (14.54), 


Pag = >, by sin (68, + dys) (14.62) 
kele 
We can further simplify (14.62) by replacing the sum of sinusoids by a single si- 
nusoid. Using complex arithmetic in the usual way, we have 


Pag = X by Im elit Abas) 


kele 


in( J hetere) (14.63) 
kele 
jt gjôðas 


= Imbe 
= b, sin (8 + AS 4) 
where 
bet = X belt (14.64) 
kelc 


That is, b, and 6° are the magnitude and phase of the sum of the complex numbers 
that individually have magnitude b, and phase 0%.. j 
Using (14.63) in (14.56), and defining Ad, = 6, ~ 5°, we get 


M, Ad, + D4,A8, + b, sin (6° + Adgg) = P} (14.65) 


which is analogous to (14.42). Similarly for network B, carrying out the steps that led 
to (14.56), we get 


Mz Adz + DgAdg + Py, = P9 (14.66) 


where Ad, = ôg — ô}. Because the lines are assumed lossless, P,, = - Pag. As- 
suming power balance in the prefault steady state, and with a lossless transmission 
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system and lossless generators, we have P} = ~P%. Thus we may replace 
(14.66) with 


My Ad, + Dg Adz — b, sin (6° + A84) = -P9 (14.67) 


which is analogous to (14.45). Our assumption of uniform damping for all the gen- 
erators implies that D,/M, = Dp/Mg. We get, in a parallel development to the two- 
machine case, 


M, Ady + D,Adgs + 5, sin (6° + A842) = PY (14.68) 


where M, È M aMe/(M; + Mp), and D, 4 DM 'a/(Ma + Mp). Equation (14.68) is 
analogous to (14.48) and may be used similarly in the investigation of stability of two 
coherent groupings of generators. 


Example 14.5 


Consider a case of the type described in Application 2 in Section 14.5. In the prefault 
steady state we have three connecting lines between networks A and B. Assume that 
there is a fault on one line, removed instantaneously by the opening of its breakers, and 
the faulted line is then locked out, leaving two lines in service, The data for the three 
lines in the prefault steady state are tabulated in Table E14.5. We also show the pre- 
fault transmitted power calculated using P, = by sin 68. Note that P} = Lja P, = 
3.738. Assume coherent groupings of generators in networks A and B and use the 
analysis method of Section 14.7 to answer the following questions. 


TABLE E14.5 - 


Line1 Line2 Line3 


45° 30° 17° 

b 25 1.6 4.0 

Ro 1768 0.800 1.170 
4 
Does the equal-area stability criterion predict stability if 


(a) Line 3 is lost? 
(b) Line 1 is lost? 


Assume that the b, do not change when a line is lost. 


Solution We assume that just after a line is lost the 8, do not change appreciably 
from their prefault values Ø; This is because the centers of angles 6, and ôg cannot 
change instantaneously and the angular differences A(8; — 5,) and A(8; — 53) are as- 
sumed to be small. We next find an expression for P4p. 

(a) With line 3 out we find from (14.64), 


b Zs = 25 /45° + 1.6 /30° = 4.067 /39.16° 
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Then using (14.63), 
Pag = 4.067 sin (39.16° + Ad4z) 


Next we sketch P% and Py». We can think of network A as a single generator with me- 
chanical power P% and electrical output P,g. Initially, the power supplied down the 
remaining lines is 1.768 + 0.800 = 2.568. This is less than P% = 3.603, so, initially, 5, 
increases. At the same time network B is a net consumer of power, so 5, decreases, 
Hence ô4 initially increases, as does the angle 0, è 6? + Aô4g. A power balance is 
reached when 8, = 67 = 66.8° = 1.166 rad. The acceleration and maximum deceler- 
ation areas are shown in Figure E14.5(a). We can calculate the areas. 


a 
ae | (3.738 — 4.067 sin u) du = 1.804 — 1.551 = 0.2526 
g! 


a/2 
Ama * | (4.067 sinu ~ 3,738) du = 0.1781 
o 


P? = 3.738 


Pap = 4.067.sin 6, 


0 60° 120° 130° 9 


s 


tz o A 
6° = 39.16 0,209 + Ady, Figure E14.5{a) 


Since A, > Ajmax, the criterion predicts instability. In this case networks A and B 
pull apart (i.e., lose synchronism and form separate “islands” each with generation and 
load imbalances). In network A there would be an excess of generation and in network 
B there would be a deficiency of generation. Corrective action would need to be taken 
to prevent further deterioration. © 

(b) With line 1 out we find, from (14.64), 


b, /8 = 1.6 /30° + 4.0 /I7? = 5.571 /20.7° 
Thus, using (14.63), 
Pag = 5.571 sin (20.7° + A845) 
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The sketch of P? and Py, is shown in Figure B14.5(b). Clearly, A, < A may and the 
equal-area criterion predicts stability. In the sketch we show the balancing decelera- 
tion area A, = A,. i 

What makes this case so different from part (a) is the presence of a relatively 
strong line (b, = 4) which is initially lightly loaded. Thus, the line is capable of mak- 
ing a strong contribution to the deceleration area. 


Pag = 5.571 sin 8, 


"P? = 3,738 


60° 120° 180 #4 


s 


8? = 20,7° 8, =0? + Abas Figure E14.5({b) 


Exercise 6. Suppose for the case under consideration in this section (i.e., two co- 
herent groups of generators) that we lose all the lines connecting a hypothetical net- 
work A to network B at t = 0, and then all the breakers reclose after T seconds. All 
other factors being equal (or disregarded), what is the most favorable grouping of the 
M; to minimize A6 4, after a fixed time T? More specifically, if Mig the sum of all 
the M, and M, = AM;, Mp = (1 — A)M;, how would you pick A? Ais a number be- 
tween 0 and 1. 


In concluding this section we make a few general comments. 

Although the assumption of coherency is not expected to be fully realized in 
practice, we can obtain useful qualitative results, nevertheless, which help in think- 
ing about stability problems in the system; these results can then be checked by more 
precise models and/or by simulation. Thus we can consider the effects of increasing 
(or decreasing) moments of inertia, We can consider the effects of readjusting gen- 
eration versus load distributions (this will change P% and the 69, across the lines join- 
ing the two networks A and B), the effect of losing particular lines between the two 


networks A and B (thereby changing b, and 6°), and the effect of low voltages dur- 
ing fault-on periods. 
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Using even our very simple system models and stability analysis techniques, we 
can appreciate certain transient stability enhancement techniques that are used in 
practice. The basic objective, whether we have two generators or two coherent groups 
of generators, is to reduce the acceleration area and increase the maximum available 
deceleration area. The importance of rapid removal of faulty lines to allow- the re- 
maining parallel line(s) to deliver more power is seen in Figure 14.16. This figure 
also illustrates the importance of maintaining voltage during fault-on conditions. Dur- 
ing a fault, voltages tend to drop throughout the system; this is one of the reasons for 
the low P, (65) during the fault. Fast-acting voltage control systems at generator buses 
counter this drop by increasing generator excitation. One of the effects is to increase 
the transferred power during the fault. This then tends to decrease the acceleration 
area. In other cases, when the fault is temporary, the importance of rapid reclosing 
of circuit breakers may be inferred from the very simple case considered in Figure 14.8, 

Fast-closing turbine steam valves actuated during faults can help reduce the 
mechanical input P,and thereby both decrease the accelerating area and increase the 
decelerating area. It may also be possible to use up some of the excess accelerating 
power by momentarily activating resistance loads (braking resistances) when fault 
conditions are detected. Switchable series capacitors to cancel some of the series 
line inductance and thereby increase the transferred power is another possibility, 

In the design phase the importance of paralleling lines to strengthen weak trans- 
mission links is clear. It would also be desirable to increase the inertia constants, H, 
and decrease the internal impedances of the generating units. Unfortunately, current 
manufacturing practice runs contrary to this need. 

We note that there are many natural extensions of the technique we have been 
describing to more general systems with more general assumptions. One powerful 
technique, the so-called second method of Liapunoy, is a generalization of the ener- 
gy technique we used in Section 14.4. In fact, (14.28) is an example of a so-called 
Liapunov function, and its use is demonstrated in the material through (14.33). With 
a more general Liapunov function we can undertake the investigation of the stabili- 
ty of multimachine systems without the coherency restriction. There are other re- 
strictions however, and in any case, we never achieve the simplicity and intuitive 
understanding that we get with the equal area criterion. 

For a description of the application of the second method of Liapunov to mul- 
timachine power system stability using more advanced models, the interestéd read- 
er is referred to Pai (1981), and Fouad and Vittal. We turn next to the investigation 
of stability by solving the power system differential and algebraic equations directly. 
In so doing, we eliminate the many restrictions of the preceding methods, 
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In North America, the electric power network is operated and designed based on re- 
liability criteria set by the North American Electric Reliability Council (NERC). For 
more information about NERC see http://www.nerc.com/. Current NERC planning 
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and operating standards call for strict compliance with a wide range of guidelines to 
ensure the reliability of the interconnected system. An important component of the 
standards deals with transient stability assessment of the interconnected system and 
the associated modeling requirements. This analysis ensures that following a large 
disturbance the synchronous machines remain in synchronism in the transition fol- 
lowing the disturbance, and the system is able to achieve a satisfactory steady-state op- 
erating condition after the protection system has operated to isolate the disturbance. 

As compared to the previous sections, we turn to more realistic and complete 
generator models and also include in the power system model, the associated ex- 
citers, governors, stabilizers, high-voltage dc links, etc. The loads are also modeled 
more realistically. 

The synchronous generators are represented in varying levels of detail de- 
pending on the phenomena being studied. These models range from representation 
of the rotor cicuits, damper circuits, and stator circuits using the Park’s transforma- 
tion and associated differential equations describing the behavior of flux linkages, 
or induced electromotive forces, or currents, to the simplest model that represents the 
electromechanical characteristics of the synchronous generators. In addition, a wide 
range of models exist for various control components like exciters, governors, high- 
voltage dc links, etc. 

The synchronous generators are interconnected by the transmission network. 
For transient stability studies dealing with the electromechanical behavior of the 
power system, the electrical transients in the network involving the inductances and 
capacitances are neglected, and the network is assumed to be in a quasi steady state. 
As a result, the network is represented by a system of algebraic equations that gov- 
em the relationship between the injected complex power at the generator buses and 
the complex voltages at all other buses based on the fundamental principles of the 
power flow analysis presented in Chapter 10. The important difference in stability 
studies is that at each instant in time during the transient the complex power inject- 
ed into the network by the synchronous generators varies. As a result, a new solu- 
tion of the voltages at all other buses has to be determined. 

Load modeling is another important feature of transierstability studies. A 
variety of load models is used. These range from static nonlinear loads that repre- 
sent the overall behavior of a load as a combination of constant impedance, constant 
current, and constant power, to detailed dynamic models for induction motors. 

We are led to consider a coupled set of differential and algebraic equations. 
These are solved numerically to obtain the condition of the system at each instant in 
time. Various important quantities like relative rotor angles, voltages at key buses, 
and power flows on critical transmission lines are plotted and observed. The be- 
havior of these variables is then used to judge stability or instability. The starting 
point for any transient stability simulation is the predisturbance power flow solution 
of the kind obtained in Chapter 10. The system is always assumed to be in a steady 
state when the initiating disturbance occurs. As a result, using the predisturbance 
power flow solution, all the initial values of the state variables that govern the dif- 
ferential equations are calculated. After these are obtained, the disturbance is sim- 
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ulated. Different disturbances can occur on the system. These can be short circuits, 
outages of critical components like transmission lines or generators, or sudden ap- 
plication or loss of large loads. The simulation of the disturbance causes a mismatch 
between the mechanical power input to the generators and the electrical power out- 
put of the generators. Hence, the equilibrium is upset, and the state variables gov- 
erned by the various differential equations coupled with algebraic equations change 
their values. The change in behavior is tracked by numerically integrating the cou- 
pled set of differential and algebraic equations, Two broad categories of numerical 
techniques are commonly used to integrate the coupled set of equations: implicit in- 
tegration techniques and explicit integration techniques, The time evolution of the 
state variables and other system variables is observed to determine the behavior of 
the system. For a detailed description of the formulation of these equations and their 
solution, the interested reader is referred to Anderson and Fouad, Kundur, and Sauer 
and Pai. 

We will now deal with a much simpler representation of the power system, 
which is commonly referred to as the classical model. The classical model is used to 
study the transient stability of a power system for a period of time during which the 
dynamic behavior of the system is dependent largely on the stored energy in the ro- 
tating inertias. This is the simplest model used in stability studies and requires a min- 
imum amount of data. The assumptions made in developing the classical model are 
as follows (Anderson and Fouad, Chapter 2): 


1, The mechanical power input to each synchronous machine is constant, 

2. Damping or asynchronous power is negligible. 

3. The synchronous machines are represented electrically, by constant-voltage- 
behind-transient-reactance models. 

4, The motion of each synchronous machine rotor (relative to a synchronously 
rotating reference frame) is at a fixed angle relative to the angle of the voltage 
behind the transient reactance. 

5. Loads are represented by constant impedances. 


While assumptions 1-4 look similar to those used in Section 14.7, there are some im- 
portant differences; the number of generators in arbitrary (with no coherency re- 
striction), and the generators are connected to an arbitrary transmission network. 
The model is useful for stability analysis but is limited to the study of transient 
for periods on the order of one second. This type of analysis is usually called first 
swing analysis. Assumption 2 can be relaxed by assuming a linear damping charac- 
teristic. A damping torque Dô is included in the swing equation. Note that this was 
also considered in the one-machine-infinite bus case in (14.19). In assumption 3, the 
steady-state model of the synchronous machine given in Figure 6.5 is modified as 
shown in Figure 14.18 for the purpose of transient stability analysis. The reactance 
x; is the direct axis transient reactance. The constant voltage source iE /6 is deter- 
mined from the initial conditions (i.¢., predisturbance power flow conditions). 


int) 


566 Power System Stability hap. 14 


Figure 14.18 Representation 


stant voltage behind transient re- 
actance, 


During the transient the magnitude IÆ] is held constant, while the variation of angle 
ô is governed by (14.19), 

Assumption 5, dealing with the representation of loads as constant impedances, 
is usually made for simplicity. This assumption allows us to eliminate the algebraic 
network equations and reduce the system of equations for the multimachine system 
to a system consisting of only differential equations. It is important to note, how- 
ever, that loads have their own dynamic behavior. In many studies loads are mod- 
eled as a combination of constant impedance, constant current, and constant MVA, 
together with several critical loads modeled in detail using induction motor models. 
Load representation can have a marked effect on stability results. 

Considering these assumptions, we will now derive the equations governing 
the motion of the multimachine power system. The assumptions provide a repre- 
sentation of the power system shown in Figure 14.19 for an n-generator system. 
Nodes 1,2, . . . , are referred to as the internal machine nodes, These are the 
nodes or buses to which the voltages behind transient reactances are applied. The 
transmission network, together with transformers modeled as impedances, connects 
the various nodes. The loads, modeled as impedances, also connect the load buses 
to the reference node. 


n-Generator system 
dey Va m-Constant 
impedance 
loads 
+ 
l 
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Sn oa ee Figure 14.19. Multimachine 
system representation (classi- 


cal model). 


of a synchronous machine by con- 
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To prepare the system data for a stability study, the following preliminary cal- 
culations are made: 


pà 


The system data are converted to a common system base; a system base of 100 
MVA is conventionally chosen. The procedure to perform this transformation 
has been described in Chapter 5. 

The load data from the prefault power flow are converted to equivalent im- 
pedances or admittances. This procedure was described in Example 2.3. The 
necessary information for this step is obtained from the result of the power 
flow. Ifa certain load bus has a voltage solution V,; and complex power demand 
Su = Pu + jQu, then using S,; = Vili; (which implies I,; = 57,/V4), we get 


= Ii; = ST; _ iM JQu 
Va WF VP 


r 


Ju (14.69) 


where y,; = gu + jb,; is the equivalent shunt load admittance. 

The internal voltages of the generators |E,| /6° are calculated from the power 
flow data using the predisturbance terminal voltages IV, Z6; as follows. We 
will temporarily use the terminal voltage as reference as shown in Figure 14.20. 


g 


IE\/6; = lV, + jxali (14.70) 
Expressing J; in terms of Sg; and Vy, we have 
Xai . XalPai 7 jOa) 
EA /6; = Vail + =v, + j——— 
ye ry. i (1471) 


= (Val + Qoixa/ Val) + j (Porca Vail) 


Thus, the angle difference between internal and terminal voltage in Figure 14.20 
is ô. Since the actual terminal voltage angle is 8, we obtain the initial gener- 
ator angle 8? by adding the predisturbance voltage angle 8; to ô;, or 


ð = 8 + B; (14.72) 


> 


The Y,,; matrices for the prefault, faulted, and postfault network conditions 
are calculated. In obtaining these matrices, the following steps are involved: _ 
a. The equivalent load admittances calculated in step 2 are connected between 
the load buses and the reference node. Additional nodes are provided for 
the internal generator nodes-(nodes 1,2, . . . ,m in Figure 14.19) and the 


Va 1202 Figure 14.20 Generator repre- 
sentation for computing initial 
angle. 
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appropriate values of admittances corresponding to x), are connected be- 
tween these nodes and the generator terminal nodes, The procedure to aug- 
ment new nodes in the Y,,,, has been described in Chapter 9. 
In order to obtain the Ypy corresponding to the faulted system, we usually 
only consider three-phase to ground faults. The faulted Y,,,, is then 
obtained by setting the row and column corresponding to the faulted node 
to zero. 
c The postfault Yp is obtained by removing the line that would have been 
switched following the protective relay operation. 
In the final step we eliminate all the nodes except the internal generator nodes 
using Kron reduction. The procedure for performing Kron reduction was de- 
scribed in Chapter 9, After Kron reduction we obtain the reduced Ypus matrix, 
which we will denote by Y. The reduced matrix can also be derived as follows. 
The system Y,,, for each network condition provides the following relation- 
ship between the voltages and currents: 


ae 


wn 


1=Y,,,V (14.73) 


where the current vector I is given by the injected currents at each bus. In the 
classical model considered, injected currents exist only at the n-internal gener- 


ator buses. All other currents are zero. Asa result, the injected current vector 
has the form 


We now partition the matrices Y,,,, and V appropriately to obtain 
I, Ya 2. Yal E, 


Sal ie adie a las (14.74) 
0 Ys : Y; ver 


The subscript n is used to denote the internal generator nodes, and the sub- 
Script s is used for all the remaining nodes. Note that the voltage at the inter- 
nal generator nodes are given by the internal emf’s. Expanding (14.74), we get 


T,=YnE,+Y¥,V,  0=Y,E, + ¥,V, 
from which we eliminate V, to determine 
I, = (Yun - Yn ¥s'¥,,JE, = YE, (14.75) 


The matrix Y is the desired reduced admittance matrix, It has dimensions 
(n X n), where n is the number of the generators. From (14.75) we also observe 
that the reduced admittance matrix provides us a complete description of all the in- 
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jected currents in terms of the internal generator bus voltages. We will now use this 
relationship to derive an expression for the (active) electrical power output of each 
generator and hence obtain the differential equations governing the dynamics of 
the system. 

The power injected into the network at node i, which is the electrical power 
output of machine i, is given by P,; = Re E,1* The expression for the injected cur- 
rent at each generator bus J, in terms of the reduced admittance matrix parameters 
is given by (14.75). From (14.75), (10.3), and (10.5), we have 


Pa, = EPG, + > IEILE|(B, sin (8, — 8,) + G, cos (ô; - 8) 
-j=1 e 


ji 


i=1,2,...,n (14.76) 


Substituting the preceding expression for Pc; into the differential equation (14.19) 
governing the dynamics of the synchronous machine, and neglecting the damping co- 
efficient, we have for a multimachine system 


Më; = Ph- hy. 42136000 (14.77) 
Substituting (14.76) for Pg; in (14.77), we obtain 


Mö; = Phi - IEP G; - SIEVE IĜ; sin (8; - 8)) + Ĝi cos (8, - 8)] 
a 
i=1,2,.:.,A (14.78) 


In the preceding equations, the value of the mechanical power for each machine is 
determined from the prefault conditions. The mechanical power is set equal to the 
(active) electrical power output of each generator at the prefault conditions. This 
provides the equilibrium conditions and the initial angles for each generator as given 
by ô calculated in step 3 in the preceding calculations. The equations given in 
(14.78) are second-order differential equations. In order to perform numerical in- 
tegration, we convert these equations into a set of coupled first-order differential 
equations given by 


2 an p m 
Mo; om Poi a IEP Gi i 5 IEE} B;; sin (ô; ia 5) + Gi cos (6; = 8,)] 

ai (14.79) 
= W; i=1,2,...,n 


Several numerical techniques are available to solve the preceding set of differential 
equations. For a detailed description of the numerical techniques, students are re- 
ferred to Kundur, and Sauer and Pai. Standard techniques to solve these equations 
are available in numerical packages like MATLAB. An example that describes the ap- 
plication of such a package is provided next. 
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mnie. |. °°. © . 4 For a three-phase to ground fault at Bus 7, with line 7-6 removed at 0.10 s, simulate 
i the differential equations for the classical model of the system. Plot all the rotor an- 


The one-line diagram of the system being analyzed is shown in Figure E14.6(a). For gles versus time. Also, obtain the relative rotor angles with respect to Generator 1. 


the transmission lines in the system, all the shunt elements are capacitors with an ad- 
mittance of y, = j 0.01 p.u., while all the series elements are inductors with an im- Solution Step J: In this example, all the load data are provided on a 100-MVA base; 
pedance z; = j 0.1 p.u. The desired voltages, generation levels, and load levels are as a result, no conversion of base is required. 

indicated in the figure. Step 2: Knowing the voltages at the load buses, and the complex power demand, 
the admittances corresponding to the loads are given by 


j Pur ju _ 28653 j 1.2244 
ie ii a Eanes REST ET 
2 Pg, =0.6661 PF “WP (0.9911 * (0.99117 


i'n Similarly, yeg = 1.3630 - j0.3894. 
rapes Step 3: The internal generator voltages are calculated. The details of the calcu- 
5 3 lation are shown for Generator 2. 


P, + jQ, = 0.6661 + j0.2049 
V; = 1.02/-3.55°, xn = [0.18 


= 2.9170 - 1.2465 


Vy = 1.0420° 


Spg = 1.4+j0.4 


From (14.71), we have 


1E,1/8; = (1.02 + 0.2049 x 0.18/1.02) + j(0.6661 x 0.18/1.02) 
= 1.0562 + j0.1175 = 1.0627 /6.3507° 


|E; |Z From (14.72), 
Spy = 2.8653 + 1.2244 
= 8} = 6.3507 — 3.55 = 2.8006° 
Figure £14.6(a) System onesine diagram. We can similarly calculate the other two internal voltages to be 
O_ o 0 o 
The generator dynamic data on a 100-MVA base are given in Table E14.6(a). a A a ee onel 


Step 4: We now form the prefault, faulted, and postfault admittance matrices, with the 


augmented internal generator buses 1,2, and 3. 
TABLE E14.6(A) 
GENERATOR DATA f-j125 0 0 j125 0 0 0 
0 -j5556 0 0 0 0 


0 
y j5.556 0 
Gen. # X4 H 0 0 -j8333 0 0 j8.333 0 0 
_ yena | 7125 0 0  -=j3248  j100 0 j10.0 0 
1 70.08 10s ow lg js556 0 j100 - 735526 0 710.0 710.0 
2 j0.18 3.01 s ! 0 0 j8.333 0 0 -j2 j10.0 j10.0 
3 j0.12 6.45 0 0 0 j100  j100 = f10.0 2.917 - j31.217 0 
—_— Lo 0 0 0 j100 10.0 0 1.363 — 20.369 
; ; ; -j125 0 0. j125 0 0. 0 0 
The power flow solution for the sample system is as follows; o -j5556 0 0- J555 ay ora A 
o| | a a oe aa a N 
o ult pid, 7 [eee piu 
Vs} | 1.02/-3.55 For} |1991) | Oar | | 0.8134) Mesa SiR (oa. pane Sasser > Aan 
Ve; =| 1.05/-2.90° |, | Poo | =| 0.6661 |, | Qc: | =| 0.2049 0 0 j8.333 0 0 -j833 0 j10.0 
Vz) | 0.9911 /-7.48° Pros 1.6000] [|Qc3 1.051 0 0 0 0 0 0 0 0 
y, 0 


A| 11.0135 /-7.05° Pa Lo 0 0 0 j100 = j10.0 1.363 ~ (20.369 | 
Lo u uens ooo | 
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l Observe that in the faulted admittance matrix the row and column corresponding to 


the faulted Bus 7 contain only zeroes. 


-j25 0 0 ms 0 0 - 0 0 
0 -j5556 0 0 j5.556 0 0 0 
0 0 6-j8333 0 0 j8.333 0 0 
year | 1250 0 -j3248 10.0 0 j10.0 0 
bas 0 5556 0 j100 -j35526 0 j100 j10.0 
0 0 78330 0 718313 0 710.0 
0 0 0 j100  j100 0 297- j21.217 0 
0 0 0 0 j100  j100 0 1.363 - 20,369 


In the postfault admittance matrix the line between buses 7-6 is removed. Hence we 
suitably alter element Ygs, Y7, Y¥s7, and Yy g 

Step 5: We now perform Kron reduction on the three admittance matrices given 
previously and obtain the reduced admittance matrices at the internal generator buses. 
For the example considered, these matrices are given by 


0.5595 - j4.8499 0.3250 + j1.997 0.4799 + 1.9573 
Yaaa = | 0.3250 + j1.997 0.1954 - 73.7709 0.2913 + 1.2535 
0.4799 + j1.9573 0.2913 + j1.2535 0.4352 - j3,9822 


F 0.01 - 77.1316 0.0145 + 70.8052 0.0249 + j0.2513 
fated, = | 0.0145 + 70.8052 0.0209 — j4,3933 0.0359 + j0.3628 
[0.0249 + j0.2513 0.0359 + 0.3628 0.0618 — 5.257 


[ 0.7849 — j4.4002 0.4147 + j2.1410 0.3326 + j1.1458 
Yek — | 0.4147 + j2.1410 0.2300 - j3.7254 0.2165 + 0.9857 
[0.3326 + j1.1458 0.2165 + 0.9857 0.2930 - j2.6377 


We can now formulate the differential equation given by (14.79) and numeri- 
cally integrate them. The fault is applied at t = 0 sec. Hence, for the period from 
0 sec to 0.10 sec, we use the faulted reduced admittance matgx elements with the 
initial angles at ôf, i = 1, 2,3. The initial speeds o? = 0,i = 1,2,3. Since the system 
is at equilibrium prior to the fault, the angles and speeds cannot change instanta- 
neously. We solve this initial value problem, until t = 0.1 sec. At this time the fault 
is cleared, and we integrate the system beyond this time with the reduced postfault 
admittance matrix. 

The plots of the absolute rotor angles obtained by integrating the equations 
using the numerical integration technique available in MATLAB are shown in Figure 
E14.6(b). 

We note from the plot of the absolute rotor angles that we cannot make any 
judgment regarding transient stability. We observe that all the machines angles 
remain together but increase monotonically. As a result, we plot the relative rotor 
angles with respect to Generator 1. Typically, we choose the generator with the largest 

` inertia to obtain the relative rotor angle plot. This plot is shown in Figure E14.6(c). 
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Rotor angles in degrees 


Relative rotor angles in degrees 


We observe from the figure that the generators remain in synchronism, and the rela- 


——— Generator 1 
Generator 2 
~=- — Generator 3 


Time in seconds 


Figure E14,6{b) Plot of absolute rotor angles. 


tive rotor angles oscillate. We assume here that the inherent damping in the system 
will bring the machine back to its equilibrium position eventually. 


Time in seconds 


Figure E14.6(c) Plot of relative rotor angles. 
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We finally show a plot of the rotor speeds in per unit in Figure E14.6(d). 
1.025 


— 
o 
= 
Un 


> 
© 
aA 


Rotor speed in radians per sec/377 
= 


0.5 1 1.5 
Time in seconds 


Figure E14.6{d) Plot of rotor speeds. 


14.9 SUMMARY 


In this chapter we consider the problem of power system stability, in particular the 
problem of transient stability. For this purpose a dynamic mode} of the turbine- 
generator unit is required. Since it is observed in practice that the rotor angle (mea- 
sured with respect to a synchronous rotating reference frame) undergoes relatively 
slow variations during these transients, we can derive a very simple generator model. 
In this model the internal voltage magnitude is assumed to be constant while the 
phase angle ô is variable. Using the method of pseudo-steady-state analysis, the 
power output of the generator is found by using the steady-state formula derived in 
Chapter 6; in this formula we allow ô to be slowly varying. For the case of a turbine- 
generator unit connected through a lossless transmission link to an infinite bus, the 
end result is (14.19), a second-order nonlinear differential equation in the power 
angle 6. We note that the same equation describes an analogous spring-mass system 
with a nonlinear spring characteristic. 

For the transient stability problem, linearization is not usually suitable; we can 
use an energy method, however, as suggested by the spring-mass analogy. We find that 
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the sum of kinetic energy and potential energy decreases with time and use this prop- 
erty to infer the system behavior. 

Once we understand the principles involved, we may simplify the determination 
of stability by using the equal-area criterion. If the system is stable, we can also use 
the equal-area construction to determine the extent of the swings of the power angle. 
We note that the question of stability is settled in the first swing: if the power angle 
is initially increasing but reaches a maximum value and then starts to decrease, sta- 
bility is assured. 

The analysis can also be extended to the case of two machines connected 
through a lossless transmission line. Another extension to the case of two groupings 
of generators is possible if the machines are closely coupled within each group and 
weakly coupled between groups. 

Although the equal-area criterion is based on a model too simple to give accu- 
rate quantitative results, its simplicity enhances understanding and helps explain the 
measures taken in industry practice to improve stability. 

Multimachine transient stability studies are routinely carried out to design 
systems and also to obtain operating limits to satisfy reliability criteria. In these 
studies the synchronous generators with the associated controls are modeled ap- 
propriately using a system of differential equations, The transmission network that 
interconnects the synchronous generators is modeled by a system of algebraic equa- 
tions. As a result, the system is represented by a coupled set of differential and al- 
gebraic equations. For the classical model representation of the system, the loads 
are represented as constant impedances. This allows the algebraic equations to 
be eliminated, and we obtain a set of coupled differential equations that represent 
the dynamics of the system. Knowing the initial operating condition, the states of 
the system can be evaluated, and for a given fault, the differential equations can 
be numerically integrated to obtain the time evolution of the state variables. The 
plots of the relative rotor angles can then be used to determine the transient sta- 
bility of the system. 


Problems 


14.1. Given a turbine-generator unit rated 100 MVA with a per unit inertia constant, H = 5 sec, 
(a) Calculate the kinetic energy stored at synchronous speed (3600 rpm). 
(b) Compare this figure with the kinetic energy of a 10-ton truck going at 60 mph. 
(c) Suppose that the generator is delivering 100 MW and then, att = 0, the line circuit 
breakers open. Calculate the shaft acceleration in rad/sec’. 
(d) At this rate, how long does it take for ô to increase from ô’ to ô? + 2m radians? 
14.2. In the model used to study the stability of the single generator connected to an infinite 
bus, we assumed that P, = P% was constant. Consider steam governor action such 
that the mechanical power input to the generator is given by (Figure P14.2) 


Py = P} — klo — w) 


piace 


emerges se 
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where k is positive and w is the angular velocity of the (two-pole) turbogenerator shaft. 
Show how this feedback, in effect, changes the mechanical friction constant D. Is this 
a stabilizing factor? What happens if the constant k is negative? 


0 o w—> Figure P14.2 


14.3, Consider the spring-mass system shown in Figure P14.3 and described by the differen- 
tial equation 


dx dx, 
mat agt sin x = f(t) 


Figure P14.3 


(a) Fort < 0, f(t) = 0.5. Find the steady state x°, 

(b) For 0 < 1, f(t) = 0.5 + Af(t), where Af(t) is small. Find a linear differential 
equation that describes Ax = x — x° in terms of A f(t). 

(c) Find the natural frequencies of the linearized system found ippart (b) with m = 1.0 
and a = 0.01. Suppose that Af(t) = 0.1u(t), where u(t) is the unit step function. 
Can you roughly sketch x(#) fort = 0, showing the initial value, final value, fre- 
quency, and decay of the lightly damped oscillatory component? 


144. Consider a round-rotor generator delivering a steady-state power P; = 0.5 to an infi- 

nite bus through a transmission line with reactance X, = 0.4. Assume that IE,| = 1.8, 

Vig = 1 /0°, H = 5 sec, and X} = X, = 1.0. Neglect resistance. 

(a) Find the two possible steady-state (equilibrium) values of power angle 
5 = /E, — /Vy that lie in the interval [0, 27]. 

(b) Which of these two equilibrium values are we likely to observe in practice? Hint: 
Linearize around the equilibrium value and consider the natural frequencies found 
from the linear differential equation in Aô. 


14.5. Suppose that in Problem 14.4 att = 0, the line circuit breakers open. P%, = 0.5 remains 


constant. Calculate and å at the end of 1 sec under two assumptions and compare: 
(a) D = O and (b) D = 0.001. 
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14.6. A round-rotor generator is delivering a steady-state power, P; = 0.4, to an infinite bus 
through a transmission line with reactance X, = 0.3. Assume that LEl = 2.0, V,, = 
1/0°, H = 0.4 sec,and X; = X, = 1.2. Att = 0 the circuit breakers open and reclose 
T seconds later. 
(a) Find the critical clearing angle ôr. 
(b) Find the corresponding critical clearing time, T, 
(c) Using T = 0.97 inican find Spay and Spin 

14.7, Refer to Figure P14.7 and assume that 


ritical’ 


M=10 
Py = 05 
IE, = 15 

X, =X, = 10 


(a) Att = 0 the circuit breakers open and reclose T seconds later. Find T, 


Titical* 


(b) Assume that T = 0.7 Tyirica Find the bounds on the swing of 6 (i.e., find ô 
and Dink 


max 


Figure P14.7 


14.8. Refer to Figure P14.8 and assume that 


Py = 1.0 
IEJ = 15 
Xi = X, =09 


(a) At ¢ = 0 the circuit breakers open and remain open. Determine if the tran- 
sient is stable. i 
(b) Repeat if X; = 1.0, X, = 0.6. 


j0.5 V, = 120° 


70.125 Figure P14.8 
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14.9, Refer to Figure 14.9 and assume that 


Py = 10 
IEJ = 18 
X,=X,=09 
M = 1.0 


The system is operating in the steady state. At = 0 a solid 36 symmetric fault occurs 
as shown, and the fault is not cleared until 4, when 6(t,) = 7/2. Att the breakers open 
and remain open until a time ¢, when 4(t,) = 27/3. By h the fault has deenergized, and 
at f the breakers close and remain closed. Is the system transient stable with respect 
to the fault sequence described previously? 


> Figure P14.9 


14.10. Jack and Jill are asked to check for possible transient stability problems for a remote 
salient-pole generator delivering power through a transmission line to the main part 
of the system, which is modeled by an infinite bus. They collect the following data 
(converted to per unit): P; = 0.8, Va =1/0°, Xa + X, = 1.0, X, BX, = 0.6, and 
power factor = 0.8, When they are back in the office they notice that they did not check 
on whether the power factor was positive or negative. Jack says: “Let’s check the lead- 
ing power factor possibility. If that one gives enough margin of stability, the lagging 
case will certainly be okay.” Do you agree? 


D14.1 DESIGN EXERCISE 


For the Eagle Power System used in the design exercises, the parameters for the gen- 
erators were determined in Dé6.1. Using these data, and any available transient sta- 
bility program, conduct a transient stability study on the Eagle system using the 
classical model. The faults to be simulated are three-phase to ground faults at the low- 
voltage end and the high-voltage end of all the transformers connecting the genera- 
tors to the transmission system. Assume that the breakers clear the faults in 0.1 sec. 
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Plot the relative rotor angles and determine if the system is stable for all the cases an- 
alyzed. If the system is not stable, assume you can use faster breakers to clear the fault 
in 0.067 sec and determine if the system is stable. If the system is still unstable for any 
fault, you can then lower the generation at the unstable generator in small steps until 
the system is stable for all faults. 

Ee a a eee 
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Appendices 


APPENDIX 1: RELUCTANCE 


In Example 3.1 the flux in the core, œ, is found to be proportional to the mmf, Ni. 
We can write the relationship as 
sM E 
“pA R 
where Fis the mmf and R = 1/uA is defined to be the reluctance of the magnetic cir- 
cuit. There is an analogy to Ohm’s law for a simple resistive circuit, where i = v/R. 
In fact, since for a conductor of uniform cross section A, length /, and conductivity o, 
the resistance R = |/a A, the analogy extends to the geometry as well. 
Consider the same toroid as in Example 3.1 but with a small air gap cut in the 
core. If, as in Example 3.1, we now apply Ampére’s circuital law to this case, we get 


(A11) 


F=Ni= faa = Hl + Mh (A1.2) 
T 
where H; and H, are the scalar magnetic intensities and J, and /, are the path lengths 
in the iron core and air gap, respectively. Since the flux in the al#gap and the core is 
the same, @ = B.A = B,A; as an approximation, we are assuming no “fringing” of 
the flux in the air gap. We also have B, = uH; and B, = pH. We can now rewrite 
(A1.2) in terms of ¢ as follows: 
l l 
MA hA 
Defining the core reluctance Ry = ,/u,A and the air-gap reluctance R, = h/mA, 
we get 


(A13) 


F 
o=5 (414 


where R = R, + Rais the total reluctance of the series magnetic circuit. More gen- 
erally, for any series magnetic circuit (with the same ¢ in each section) we can use 
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(A1.4) with R = È R; as the total reluctance and F = F F, as the total mmf for the 
series circuit. The analogy to a series circuit containing resistances and voltage sources 
is clear. It can be shown that the analogy extends in a natural way to more compli- 
cated magnetic structures, including series and parallel magnetic paths and mmfs in 
the different “legs.” _ 

Our understanding of magnetic circuits may be greatly enhanced by using re- 
luctance and its resistance analogy in a qualitative way. As an example of this use of 
reluctance, consider the circuit shown in Figure A1.1, in which some of the flux lines 
are sketched. Neglecting the leakage flux, we have a series circuit composed of four 
reluctances corresponding to two iron path sections and two air gaps. Since the per- 
meability of the iron is on the order of 1000 times that of the air, the iron reluctances 
may be negligible compared with the air-gap reluctances. The air-gap reluctances 
depend on 8. The minimum reluctance occurs when the average air-gap distance is 
a minimum (i.e., for @ = 0, 7); this corresponds to a maximum ¢. 

Suppose that we consider the leakage flux. Then, noting the figure, we have 
the reluctance from a to b (mainly the sum of air-gap reluctances) in parallel with the 
much greater reluctances of the relatively long leakage paths in air. As an approxi- 
mation these leakage reluctances may therefore be neglected. 

Finally, we note that unlike the variable reluctances of iron sections (because u 
is not constant), those of circuits in the air are constant. In a series circuit with reluc- 
tance dominated by an air-gap term, we can therefore expect a fairly linear ¢-F rela- 
tionship, at least until the iron saturates and its reluctance increases significantly. 


APPENDIX 2: FORCE GENERATION IN A SOLENOID 


One type of electromagnet, or solenoid, is shown in Figure A2.1. The current in the 
coil produces a force on the plunger, or movable core. There are applications in “step- 
per” motors, brakes, clutches, releases, and so on. With the addition of electrical 


“Centerline of 
flux ¢ 


Figure A1.1 
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Iron shell 


Coil 
(concentric with 
plunger) 
Plunger 
(movable : 
iron core) Figure A2.1 Solenoid. 


contacts on the plunger, we get a relay or contactor whose contacts close (or open) 
when the current is sufficiently large. In Chapter 13 we consider some relay applica- 
tions to the problem of power system protection. 

We can calculate the force on the plunger by using the following modification 
of (7.9): 


dL 
fe= ei (A2.1) 


In fact, in the case of Figure A2.1, all the quantities in (A2.1) are scalars. 
In calculating the inductance L(y), it is convenient to use the notion of re- 
luctance. Thus using the result in Appendix 1, we find that the reluctance of the air 


gap is 


FIREAN A22 
R E (A2.2) 


We will not calculate the reluctance of the (series) iron path; we assume that it is 
negligible compared with the value from (A2.2). Then, using (A2.2), we have 


_ Ni _ WANI 3 
oR y a 


Assuming that the flux links all the turns, we have 


Nọ _ mAN? 
aie ee (424) 


Thus 


(A25) 
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and using (A2.1), we get 


WANI 
2y? 


fz= (A2.6) 
The negative sign means that the force on the plunger is opposite to the direction of 
increasing y (i.e.,is upward). Physically, we have a manifestation of the attraction of 
opposite magnetic poles. 

Equation (A2.6) gives the instantaneous values of fẹ. The average value for a 
sinusoidal current is 


py ANUP 
ln ay? (A2.7) 


where |I is the effective or root-mean-square (rms) value of i. 
To get some idea of reasonable values of force, assume that the plunger is 1 in. 
in diameter, y = 1/8in., N = 1000, i = 1A. Then 
_ 4m X 1077 x 5.07 X 10% x 10° x 1? 
Fea = 2 X (3.175 x 103) 
= —31.58 newtons = —7.10 pounds 


Suppose now that the coil in Figure A2.1 has a “tap,” so that schematically we 
have the electrical circuit shown in Figure A2.2. This time in using (A2.1),i has two 
components, i and i, and L(y) isa 2 X 2 matrix. We can find L by using superposi- 
tion as follows. If ġ is the flux in coil 1 when only i, flows, then 


Nii Niġu _ Ni 
ou = p vin = ae. = 7 (A2.8) 
Similarly, Ly = Ly = N N/R, Ly = NUR. Thus 
1 [Nj A 
L(y) = — 7 A2.9 
ealn oy 
Then from (A2.2), using R(y) = y/poA, we get 
oA , 
ee -ay Mi + Ny (A2.10) 


iTi 


Figure A2.2 Tapped coil. 
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mem == 
neil 


Suppose that N, = M, (i.e., the coil in Figure A2.2 is center tapped). Then (A2.10) 


f 
\ 
reduces to 


[I 
j} 
1! 


WAN? 
fe = ae z (i, + bY (A2.11) a <a) < ay 
' (x9, y?) fix, y) a 
and for sinusoidal currents, ie 
AN? 
fea = n u PA + LÊ (A2.12) 


where J, and J, are the (effective) phasor representations of i, and i, respectively. 


Figure A3.1 Geometric proper- 
ty of optimal solution. 


APPENDIX 3: METHOD OF LAGRANGE MULTIPLIERS 


l i Consider the following geometric problem: Find the rectangle of largest area in- 


scribed in an ellipse given by where A is a real scalar, not yet known. In terms of components, for the present prob- 
sf lem, we get the following two scalar equations: 
xX y 
= +5=1 A3.1 
g b ( ) af =À ag 
ax ox 
Since the area of the rectangle is 4xy, the problem may be restated as follows: af s (A3.5) 
es 
7 maximize f(x, y) = 4xy (A3.2) l er 
L, with (x y) satisfying (A3.1). i . a T l ; Using (A3.2) and (A3.3), we calculate the following terms 
In dealing with the constraint, or “side condition” (A3.1), it is convenient to in- 
| troduce notation and replace it by of ad of _ 4x og ax 8B m 2y 
2 ¥~ ax ay dx ë ay P 
=—+—--jJ= į : : : 
at.) a b ae we i Substituting in (A3.5), we get 
A geometric approach to the solution reveals a useful PA of the optimal 4 À2x ya Ady (A3.6) 
a solution. Suppose that we plot the constraint g(x, y) = 0 in thë (x, y) plane along ap b l 
he with the plots of f(x, y) = a for different (constant) œ. In Figure A3.1 we see that , ; a 
i for f(x, y) = œ there are two solutions that satisfy the constraint. f(x, y) = ais not Equations (A3.6) and (A3.3) give three equations in the three unknowns x, y, and À. 
feasible because it does not meet the constraint. It is clear geometrically that Equation (A3.6) yields 4 = 2ab as the only possible solution for A corresponding to 
f(x, y) = œ isthe optimal or largest value of f(x, y) consistent with meeting the con- nonzero solutions for x and y. Then substituting y = bx/a in (A3.3), we get 
: straint, and that (x°, y?) is the corresponding optimal value of (x, y). x=a/V2 V2. Finally, y = b/ V2 V2. This defines the optimal rectangle. We note that 
Ne The useful property we alluded to earlier is that at the optimal point (x°, y?) the with these values of x and y, f(x, y} = 4xy = 2ab, Thus the maximum area is 2ab. 
curve f(x, y) = a, and the ellipse A x, ,¥) = 0 are tangent. Equivalently, ee more These useful notions extend to more general problems. An appropriate version 
computationally convenient, at (x°, y°) the gradient vectors of f(x, y) and g(x, y) for our purposes is the following. Suppose that we wish to find the critical or sta- 
point in the same direction. tionary points of a scalar cost function f(x, X}, . . . ,x,) subject to a single scalar 
Using V to indicate the gradient operator, this tangency condition can be re- equality constraint or side condition g(x,,7, .. . ,%,) = 0. We form an augment- 
stated as follows: ed cost function or Lagrangian: 


Vi 2 A Vg (A3.4) F(x, x, sone Xm A) È Fx t, oe Xn) ~ Ag(xi, X2, troe sin) (A3.7) 
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where the real scalar A is known as a Lagrange multiplier. Then we set all the partial 
derivatives of the Lagrangian function equal to zero, exactly as we do for an uncon- 
strained problem. We get 


af a a 
{eed aaa oe (A3.8) 
Ox; Ox; OX; : 


Equation (A3.8) is the same as (A3.4), so it leads to the same geometric interpre- 
tation in terms of tangents. In addition to (A3.8), we still need to satisfy the side 
condition. Thus we have n + 1 equations to solve for the n + 1 unknowns x, 


X, -> « „Xm À. A nice refinement is to state the satisfaction of the side condition as 
follows: Satisfy 


pi 


aA > = g(x, X2, ee’ te =0 (A3.9) 


Thus a necessary condition for optimality is that all the partial derivatives of f with 
respect to the x; and with respect to A must be zero. 


APPENDIX 4: ROOT-LOCUS METHOD 


The root-locus method is useful in characterizing the transient behavior of a closed- 
loop linear time-invariant system in terms of the transfer functions of the open-loop 
subsystems. The method is particularly useful if the effect of loop gain as a parame- 
ter is of interest. We assume that the reader is familiar with the basics of the Laplace 
transform, transfer functions, poles and zeros, block diagrams, and the notion of feed- 
back. 

To motivate our discussion of the root-locus method, consider the negative- 
feedback system shown in Figure A4.1. Suppose that we want to know the poles of 
the closed-loop transfer function as a function of the loop gain K. # the standard 
calculation the closed-loop transfer function 

oae ik (A41) 
ys) 1+K/(s(s+2)) s?+2s+K 
We can easily find the poles of G,(s) by factoring the denominator polynomial; the 
pole locations will depend on K. It is instructive to plot the loci of pole locations as 
K varies from zero to infinity, as shown in Figure A4.2. 


k20 Figure A4.1 Simple negative- 
feedback system. 
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Complex 
plane 


Root-locus 
branch 


Figure A4.2 Root locus. 


This plot of closed-loop poles as K goes from zero to infinity is called a 
(negative-feedback) root-locus plot. The plot consists of branches along which the 
poles shift as continuous functions of K. The arrows indicate the direction of motion 
as K increases. The two loci originate on the open-loop poles (at 0 and —2), and as 
K increases the poles move along the negative real axis until they meet. Further in- 
creases in K cause the poles to become complex (in complex-conjugate pairs) with 
an increasing imaginary component. We can infer from the diagram that the transient 
behavior (e.g., step response) becomes ever more oscillatory as K increases but never 
reaches the point of instability. 

We next turn to the more general feedback case shown in Figure A4.3. In terms 
of the open-loop transfer functions, we find the closed-loop transfer function 

Xs) KG{s) 
Gs) = 5) T+ KOH ne) 

We are still interested in the root-locus plot as K varies from zero to infinity but 
wish to avoid the task of factoring the denominator polynomial for each K. The root- 
locus method offers an alternative. The basic idea is developed by making the fol- 
lowing observations. 


1. The poles of G(s) are the zeros of 1 + KG(s)H(s). (For simplicity, we assume 
that no zero of H(s) cancels a pole of G(s).] 


2. In this case the poles of G,(s) are the values of s such that 


Figure A4.3 Negative-feedback 
configuration, 
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3. This condition, in turn, implies two conditions: 


IG(s)H{s)| = X (A433) 
/G(s)H{(s) = 180° (mod 360°) (A4.4) 


4, Suppose now that G(s)H(s) may be expressed in the following pole-zero form 
and consider any specific value of s, such as shown in Figure A4.4. We get 


= bo aks a) (sa) 
G(s)H(s) = (s— p(s — py) (s - Pr) (A4.5) 
hehe. -Ipe 


= hede... do (A46) 


where le} is the polar representation of s — z; and de’* is the polar represen- 
tation of s — p;. The connection between the two representations in (A4.5) 
and (A4.6) is shown in Figure A4.4. 


In terms of the polar representation, the magnitude condition (A4.3) may be re- 
placed by 


(A4.7) 


while the angle condition (A4.4) translates into 
6 +O, + +++ +6, (O, + o+ + o) = 180° (mod 360°) (A4.8) 


For our purposes the angle condition is the more important one. We can check 
whether a particular test point s lies on the root locus by checking whether (A4.8) is 
satisfied [i.e., the sum of the angles from the open-loop zeros to the test point s, minus 


4 


Figure A4.4 Polar form. 
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the sum of the angles from the open-loop poles to the point s is 180° (mod 360°)]. The 
reader may verify that this calculation applied to the system in Figure A4.1 yields 
the root locus in Figure A4.2. Ifa point s lies on the root locus, the value of K that 
puts it there may be found from the magnitude condition (A4.7). 

There is no need to resort to trial and error in seeking the values of s that sat- 
isfy (A4.8). Certain rules may be derived on the basis of (A4.7) and (A4.8) that help 
locate the curves at least approximately. Some of the most important rules are given 
next for the negative-feedback configuration of Figure A4.3, with G(s)H(s) in the 
form (A4.5) and K = 0. We also assume more poles than zeros (i.e.,n > m). 


Rules for plotting negative-feedback root locus 


1. K +0. Each open-loop pole is the origin of a root-locus branch. 

2. K —> o0. Each open-loop zero is a terminating point for a particular root-locus 
branch. The remaining branches tend to infinity. 

3. A point on the real axis lies on a branch of the (negative-feedback) root locus 
if and only if it lies to the left of an odd number of real-axis poles and zeros. 

4. Suppose that G(s)H(s) has n poles, pi, pz, . . . ,P,,and m zeros, Z1, Z3, ... , 
Zm. Then there are n root-locus branches, of which m tend to the m zeros and 
n — mtend to infinity along certain asymptotes. Concerning these asymptotes, 
a. They originate at 


s = L (center-of-gravity rule) 


b. One asymptote is at an angle of 180°/(n — m). 
c. The angle between any two neighboring asymptotes is 360°/(n — m). 

5. The angle of departure of a root-locus branch from a pole (or arrival at a zero) 
is found by applying the angle condition 8, +0 +- > +8,- 
($, + $1 + «++ + ,) = 180° mod (360°) to a point s arbitrarily close to the 
appropriate pole (or zero). All the angles but one (the angle sought) are known. 
Thus that angle may easily be found. 


These five rules are sufficient for our purposes. 


Example A4.1 
Find the root locus for the system shown in Figure EA4.1(a). 


Kis +2) 
s(s + 3)(s? + 2s + 2) 


Figure EA4. 1(a) 
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Solution We note that we have a negative-feedback configuration with K = 0, with 
G(s)H{(s) in the form (A4.5), and with three more poles than zeros. We can then use 
the five rules provided. 

The first step is to locate the poles and zeros in the complex plane [Figure 
EA4.1(b)}. There will be four root-locus branches. One (on the real axis) tends to the 
zero, The remaining three locus tend to infinity along asymptotes originating at 

(-1-1-3)~(-2) 


Complex 


Figure EA4.1(b) 


and at angles of +60° and 180°. In finding the angle of departure from the pole at 
—1 + j1, it helps to draw a sketch showing the angles to a test point s near the pole 
{Figure EA4.1(c)]. The point s should really be very close to the pole at -1 + j1 but 
is shown more distant to make the drawing clear. The numerical values of the angles, 
however, are evaluated for s arbitrarily close to -1 + j1. Thus, applying rule 5, we 
have 


45° ~ (135° + 26,6° + 90° + ,) = 180° mod (360°) 


Figure EA4, 1{c} 


SSS ee ee ee 
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tt Ea | 
Solving for ġ,, we get 


$y = ~386.6° mod (360°) 


= ~26.6° 


We now can draw the four root-locus branches shown in Figure E4.1(d). In this 
case we see that as K increases, at a certain value the system goes unstable. 


Figure EA4. 1(d) 


So far we have been dealing with the negative-feedback case. We will have oc- 
casion to consider positive feedback as in Figure A4.5. In this case the calculation of 
G,{s) yields 

(s) KG(s) 


yds) 1- KG(s)H(s) 


Aside from this change in configuration, we will make the same assumptions as for 
the negative-feedback configuration [i.e., G(s)H(s) in the form (A4.5) with n > m, 
and also K = 0]. In this case (A4.8) changes to 


6, +O, + ++ ° +8, —(G, + by + +++ + oa) = O° mod (360°) —-(A4.10) 


(A4.9) 


Figure A4.5 Positive-feedback 
configuration. 
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but (A4.7) is unchanged. Compared with the negative-feedback rules, we have the 
following changes: 


Rules for plotting positive-feedback root locus 


1. Same as for negative feedback. 

2. Same as for negative feedback. 

3, A point on the real axis lies on a branch of the (positive-feedback) root locus 
if and only if it lies to the right of an odd number of real-axis poles and zeros. 

4, (a) and (c) are the same. Replace (b) by the following: One asymptote is at an 
angle of 180°/(n — m) + 180°. 

5. Same except the angle condition is (0,+6,+:'::+8,)- 
($1 + d ++ + ++ b,) = 0° mod (360°). 


Example A4.2 
Repeat Example A4.1 but with a positive-feedback configuration, as in Figure A4.5. 


Solution Applying the rules for positive feedback, we get the root locus shown in 
Figure EA4.2, 


seplane 


Asymptote—b/ 
/, 


y 
J 


Figure EA4.2 


Note 1: As K increases from zero, the system goes unstable immediately. 

Note 2: Consider Example A4.1, with negative K instead of positive K. The 
poles of G.(s), which are the zeros of 1 + KG(s)H(s) = 1 - IKIG(s)H (s), are 
therefore the same as in Example A4.2. In other words, the negative-feedback 
configuration with negative K gives the same root locus as the standard positive- 
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feedback configuration with positive K. Similarly, the positive feedback 
configuration with negative K gives the same root locus as the standard 
negative-feedback configuration with positive K. 

Note 3: Along these lines we may view Figure EA4.2 as the smooth continuation 
of the graph in Figure EA4.1(d) for -oo < K < oo, Only the arrows on the 
branches need to be reversed. 


We conclude by considering the following question: How do we know if we 
have negative or positive feedback? If the system is in the negative-feedback con- 
figuration (like Figure A4.3), with G(s)H(s) in the pole-zero form (A4.5) and K = 0, 
then we have a negative-feedback system. Change only the negative-feedback con- 
figuration to a positive-feedback configuration (like Figure A4.5); then we have pos- 
itive feedback. 

All the cases may be reduced to one or the other of the foregoing. In some 
cases it may be helpful to make the determination after carrying out the following 
steps. 


1. If not already single loop, reduce the feedback system to a single-loop system. 
2. Ignoring the summing points, write the open-loop gain KG(s)H(s) with 
G(s)H(s) in pole-zero form (A4.5). Determine if K is positive or negative. 

3. Let u be the number of sign reversals in the loop summing points. If (-1}¥K 
is negative, we have negative feedback. If (-1)*K is positive, we have positive 

feedback. 


APPENDIX 5: NEGATIVE- AND ZERO-SEQUENCE 
IMPEDANCES OF SYNCHRONOUS MACHINES 


As discussed in Section 12.7, in deriving the negative- and zero-sequence impedances, 
it is useful to think of tests in which negative- or zero-sequence sources are applied 
to the generator terminals and the steady-state response is determined. We will use 
the Park equations in this determination. . 


Negative-Sequence Test. In Figure A5.1 we show the generator prepared for 
the test. The field voltage v; = 0. We use the generator convention on the reference 
direction for stator currents. The reader may wish to review the description and no- 
tation in Section 7.2 and the transformation technique outlined in Section 7.8. We 
make the following assumptions regarding rotor angle 6 and the currents. 


1. 8 = ot + (7/2) + 5,6 = constant 
2. i,,i,, and i, are a set of negative-sequence sinusoids, 
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up = 0 


Figure A5.1 Synchronous ma- 
chine under test. 


i, = V2 II cos (wt + ¢) 
i, = V21 cos +t 2z) 


2 
i, = V211 os +o- z) 
3. Neglect the damper currents ip and ig. 


The reader who did Exercise 3 in Section 6.4 knows that a negative-sequence 
set of sinusoidal currents generates an armature reaction flux that rotates clockwise 
with angular velocity wọ. Thus since the rotor is turning counterclockwise with an- 
gular velocity wo, the flux linkages Ap and Ag are changing rapidly (at a 2w rate), 
which implies large damper currents ip and ig. Thus assumption 3 is not a good one 
but is made to facilitate the analysis. Later we will discuss the effect of including the 
neglected terms. 

Applying the Park transformation (7.16), we get 


ing = 0 


i, = V3 IH cos (2 + 5 ++ o) ¥ (A51) 


i, = V3il n(o i ô+ 6) 


To simplify the notation, let y 4 a/2 +6 + .. Using (7.31), (7.32), and (A5.1), 
we get 


di, dig 
dt Me dt 


= rig ~ wL, V3 Usin (2aot + 7) 


Uy = -rig aa wLaig = Li 


di 
+ LVN 2w sin (2wgt + y) — kMpo (A5.2) 
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di 
dp =0 = rrip + vars ~ kM; V3II uy sin (2ugt + y) (A5.3) 


Uy = rig + (La V3 Il cos (age + Y) + kMyip) mer 

—L,V3 II 2w cos (Zot + 7) ee 
We may now solve (A5.3) for the steady-state ip using phasors. We note that (A5.3) 
describes aseries RL circuit with a voltage source v(t) = V2 K sin (2w + y), where 
K È kM; V3 IIi V2. The circuit is shown in Figure AS.2. The (effective) pha- 
sor representation of v(t) is V = — j Ke’’. Thus (noting that the frequency is 2w) we 
get for the phasor representation of i; 


_~jKelt ——_jkMp V3 II Vane 
f fF + j2wgLr lp + j2ogLr 


(45.5) 


Since rp << 2wLr, we can neglect it. Then 


3 kMer 
I= ~, |2 e 


2 Le 


ahd converting back to instantaneous quantities, 
kM 
ip = -V3 “= cos (2o + 7) (A5.6) 
F . 


Using (A5.6) in (A5.2) and neglecting r, we get 


va = oL, V3 I sin (2ugt + y) 
+ ely V3 I sin (Zot + y) 


KM} 
- V3 deg sin (2w + 7) (A5.7) 
F 


r - ely = rol L - ee) V3 Isin (2oy + 7) 


F 
= -[X; - 2X1] V3 I sin (ug + 7) 


In (A5.7) we have used the definition of X; first seen in Example 7.4. 


+ 
u(t) = VI K sin(2a@qt +) Le 
= Figure A5.2 Calculation of lein 
steady state, 
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Next we find v, by using (A5.6) in (A5.4) and neglecting x. We get 


kM;? 
Uy = ola V3 I cos (2t + Y) - g a V3 Icos (uot + y) 


- Lup V3 II cos (2ut + 7) 
kM;) 
= aL = l L P) )- zoly V5 Tl cos (2wt + y) 


F 
= [X} - 2X,]V3 I cos (2w + 7) 


The fact that the Park variables have a frequency 2w is understandable in terms of 
the transformation to rotor-based coordinates. 

We next go back to abc variables using the inverse Park ey (7.20). 
To simplify the notation, let A4 £ -(X, - 2X4) V3 I/I, Aq = (Xj 2X,) vs a 
then v; = A, sin (2mot + y) and v, = A, cos (2w + Y). nee 


(A5.8) 


0, = [cos 0- Aasin (2mp¢t + y) + sin @- A, cos (20t + y)] 


(A5.9) 
2[Aat Ay Aa Ay , 
=,4/> sin (2o + y + 6) + sin (Zog + y- 8) 
3 2 2 
Substituting for A4, A,, and y, we get 
X,- X, 
v =3V2 Wi z Ë sin (Bwt + 25 + 4) 
X% +x; i eo) 
+ VI = sin (ugt + 4) 


Notice that we get a 3w term. Neglecting this term, we find a relationship between 
the phasor voltage and current. Thus, using associated reference directions for im- 
pedances and noting that the current into the impedance is —J,, we have 


aV XICA ae a 
T, ie ae: we 


The negative-sequence impedance Z~ has an interesting physical interpreta- 
tion. The mmf due to the negative-sequence currents is rotating clockwise while the 
rotor is rotating counterclockwise. Thus the magnetic circuit is rapidly changing from 
one extreme in which the mmf and the direct axis of the rotor are aligned to the other 
extreme where they are orthogonal. If we consider the case where they are aligned, 
then in the steady state we might expect the phasor voltage and current to be relat- 
ed by the impedance jX}. As usual we get X; rather than X; if we have the con- 
straint Ap = pasar We note that Ap = constant is consistent with our assumption 
of vp = Qand ry = 

On the other a when the mmf is aligned with the q axis, we expect the pha- 
sor voltage and current to be related by the impedance jX,. Thus the actual result 
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predicted by the analysis (that the impedance is the average of the two extremes) is 
a reasonable result, 

We have gone into some detail on this because we now want to make the fol- 
lowing extension. When we include the damper D, Q circuits in the analysis we get 
a result similar to (A5.11) but with different reactances. Instead of X', we get X”, and 


instead of X, we get X}. X; and X; are subtransient reactances that depend most 


heavily on the rotor damper circuits. But these are quite symmetrical from d to q axis 
(i.e; X3 = X74). In this case in (A5.10) the 3w term is really negligible, and instead 
of (A5.11) we get 


Z = j= jx (A512) 


Consider next v,. Altering (A5.9) appropriately and paralleling the steps that 
led to (A5.10), we get 


V = ne feos (o = 2), Aasin (2et + 7) 
ar 
+ sin (o = a), ` A, COS (2wot + y) 
= X 
= svin = f *sin( 3 +26+6- z) 
27 
evin OCET 


Neglecting the 3w term as before, we get from the wọ term 


V, = Ve’ 


(45.13) 


and similarly, after algebra, 
V, aa V; e` j2anf3 


Thus the voltages form a negative-sequence set. Note that the 3w) voltages do not 
form a negative-sequence set. This may be attributed to the lack of symmetry be- 
tween the direct and quadrature axes magnetic circuits in the generator. Fortunate- 
ly, at the subtransient level the symmetry is restored. 


Zero-Sequence Test. If the generator neutral is not grounded, the zero-sequence 
equivalent circuit of the generator is an open circuit and need not be considered fur- 
ther. (We exclude from consideration the case of a short circuit at some intermedi- 
ate point in the stator winding.) 

Consider then the case of a generator whose neutral is grounded through an 
impedance Z,. Setting all independent sources except zero-sequence sources equal 
to zero, we consider the following experiment. We apply zero-sequence sinusoidal 
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currents to the generator as shown in Figure A5.3 and measure the steady-state 
zero-sequence voltages. In more detail, assume that 


1. 6 = wot + (7/2) + 6,6 = constant 
2. ig, 4), and i, are Zero-sequence sinusoids: 
i, = i, = i, = V2 IL c0s (ot + 4) 
Applying the Park transformation, we get 
ig =i, =0 (A5.14) 


iy = van cos (wt + 4) = V6 I cos (w + 4) (A5.15) 


Looking at (7.31) and (7.32), we see there is no coupling between the zero se- 
quence and direct axis or quadrature axis circuits. Thus, because vp = 0, and using 
(A5.14), we find that in the steady state 


04 =U, = 0 (A5.16) 
We next find vp using (7.31) and (A5.15): 


p 
t= -rh - LF = -= Vor Il cos (wot + 6) + V6 wLa lil sin (ot + 4) 
(A517) 


We now go back to abc variables. Using the inverse Park transformation (7.20) and 
noting (A5.16), we get 


Va = W =U, = ~V2r Ill cos (wot +O) + V2 olo lsin (og +6) (45.18) 


Switching to phasors, we find the zero-sequence impedance Z°: 


gave yy jolo ~ jogly = jX? (A5.19) 
=l; P 
What we have found is the zero-sequence impedance from phase to neutral. The 
notation v, is a shorthand notation for va = vj,. In the zero-sequence network we 
need a different impedance, one from phase to ground. As shown in Section 12.6, this 
leads to the circuit model in Figure A5.4. 


up =0 


Connects to E z 
neutral d Figure A5.3 Zero-sequence 


test, 
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Figure A5.4 Zero-sequence 
mode! for generator, 


The zero-sequence reactance usually turns out to be quite small. This can be 
most easily understood physically by considering the air-gap fluxes set up by the three 
identical zero-sequence currents; we considered a similar problem in Section 6.4 ex- 
cept that the currents were positive sequence. For the simplest case, assume a round 
rotor and an air-gap mmf for each phase winding that is sinusoidally distributed in 
space with maximum magnitude at the center of each winding. Since the currents are 
in phase and the windings are displaced by 120° angles, the air-gap mmfs sum to zero. 
In this case the only voltage produced is in the leakage reactance, which is very small. 

Thus w)Z must be very small. In practice, without the idealization of total can- 
cellation, wl is larger. 


APPENDIX 6: INVERSION FORMULA 


Suppose that we have an n X n symmetrical matrix M whose inverse, M~!, is known 
and we wish to find the inverse of M + waa’, where p is a scalar and a is an 
n-vector. We note that by the rules of matrix multiplication 


a, ayy ayy 
aa” =|" (aa): a] =| : = ee (A6.1) 
a, a, Get vee a 
We use the following inversion formula: 
[M + paa")! = M` - ybb? (A6.2) 
where f 
b=M a (A6.3a) 
y= (w + aby! (A6.3b) 


Since M`" is assumed known, the vector b and the scalar y are easily obtained. The 
matrix bb’ may easily be evaluated by noting the form of (A6.1). We note that the 
result in (A6.2) is a special case of a more general result commonly known as the 
Householder formula. 
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Proof of Inversion formula. We simply multiply the modified matrix and 


its inverse together and show that we get the identity matrix, 1. 


[M + yaa’][M™ — ybb?}] = MM7 - yMbb’ + paa’M7! - yaa" bb” 
= 1+ remainder 


We now show the remainder = 0. To start, divide the remainder by y. We get 


SES = Mb + yaa? uaa 
Y 


l 


= —ab’ + pa(u `! + a’b)b” — waa’ bb? 


In line 2 of the preceding equation we have used Mb = a [from (A6.3a)], 
y“ =p! + a'b [from (A6.3b)], and (A6.3a). 


Example A6.1 


Suppose that we are given 


2 1 0 Pek. 4 
M=/1 2 1 M't=|-1 2 -2 
011 1-2 3 


and wish to evaluate the inverse of M with m increased from 2 to 4. We then have 


in which we identify u = 2 anda’ = [01 0]. 


Solution First find b and then y. 


1 -1 1iffo 
b=M‘a=|-1 2 -2ļ1]= 
1 -2 3]/0 


y= (W +a! = G +2 = 04 


Substituting in the inversion formula, (A6.2), we get 


. 1-1 1 -1 
Mt=|-1 2 -2|-04 2{[-1 2 -23 
1-2 3 -2 

06 -02 02 
=| -02 04 -04 
| 02 -04 14 


The correctness of the result may be checked by direct calculation. 
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APPENDIX 7: MODIFICATION OF IMPEDANCE MATRICES 


Suppose that we have Y,,, for a given network. Suppose now that the value of one 
of the elements in the network is changed and we wish to find Y%.,, the new admit- 
tance matrix. Consider an example. Suppose that in Figure A7.1, y; changes to 
ys; + Ayy. Itis easy to find the new admittance matrix. Using the rules in Section 
6.1, we find (by inspection) 


yt (h + Ays) + ys ~Ys (yy + Ays) 
Yous = Ys Ya t Vy t Ys -y 
=à}; + Ays) =y; (B + Ays) + y (A711) 
1 0 -i 
=Y,,+ dy! 0 0 0 
-1 0 1 


where Y,,, is the original admittance matrix (with Ay, = 0). Using the rules of ma- 
trix multiplication, the reader may check that (A7.1) may also be written as follows: 


1 
Yous = Yous + Ay} OJ 0 -1] (A7.2) 
=i 
Changes in other branches may be described in similar terms. We note that in the case 
of a branch connected to the reference node there is only a single nonzero entry in 
the vectors in (A7.2). l 
For a more general network, suppose that the admittance of the kth branch 
connecting nodes i and j is changed from y; to y, + Ay. Then 


Yous = Yous + Ay aay (A7.3) 


where a, is a column vector. There are two cases to consider. 


Case 1: Neither node i nor j is the reference node. Then in a, we can put a 1 in 
the ith row and a —1 in the jth row. All other entries are zero. 

Case 2: The kth branch connects the ith node to the reference node. Then we 
can put a 1 in the ith row of a,. All other entries are zero. We note in passing 


Reference 
node 


Figure A7.1 Example network. 
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that in the network formulation using reference directions for branches and the 
reduced incidence matrix, we can take the Ath column of the node-branch re- 
duced incidence matrix as a,. 


Now if we consider the corresponding changes in Zpus, some of this simplicity 
is lost, In general, a change in a branch impedance causes changes in all the elements 
of Zyus. Nevertheless, noting that (A7.3) is in the required form, it is still quite sim- 
ple to find the new impedance matrix by application of the inversion formula de- 
rived in Appendix 6. We get 


n ofyn ple Ty-1 
Zous : M ee + Aya} (A74) 
where 
Dy, = ZousA | (A755) 
and 


1 -1 
= |— + all A76 
Yk | AY, ab, ( ) 
We can evaluate b, and y, more explicitly. Suppose that the ith and jth columns of 
Zu are Z; and Z, respectively, and the iith, jjth, and ijth elements are Zy, Zy and Zj, 
respectively. Noting the specification of a,, in place of (A7.5) and (A7.6), we get 


Case 1: 


b; = Z; r: Z; (A7.7) 
1 -1 
Case 2: 
b.=Z ¥ (A739) 
1 2] 
x ( + z) (A7.10) 
Ayy 


Equation (A7.4), together with (A7.7) and (A7.8) or (A7.9) and (A7.10), gives a pre- 
scription for calculating Zg, in terms of Zyu, when a branch value is changed. 


Example A7.1 
Suppose that for a given network we are given Zyu: 


j | 0200 0.100 0.100 
Duns = 5 0.100 0.500 0.200 
0.100 0.200 0.200 


cs Sal 
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as 


Now the admittance of branch 2, located between nodes 1 and 2, is changed from — j5 
to — j15. Find Zis- g 


Solution We have Ay, = — j15 - (- j5) = — j10. Since the branch is connected 
between nodes 1 and 2, to find b, we use (A7.7) and get 


j 0.100 
b, al Zi iz Z = 3 —0.400 
—0.100 
From (A7.8) we get 
= |, fe2+05-02) = = j3750 
Sip ee J> 
Using (A7.4), we get 
j 0.1 j 
Zias = Zs + 73-755] -0.4 |> {0.1 -0.4 —0.1] 
3 3 
-0.1 
125 0.01 -0.04 -0.01 
= Zs - i> -0.04 0.16 0.04 
-0.01 0.04 0.01 
j 0.1875 0.150 0.1125 
=a 0.150 0.300 0.150 
0.1125 0.150 0.1875 


We will now consider an important special case of a change in element value. 
Suppose that we add a branch k, between nodes i and j, where previously there was 
no element. Suppose that this branch has admittance y, and impedance z, = 1/yp. 
Then Ay, = y,and1/Ay, = z}. In(A7.6), (A7.8), and (A7.10), therefore, we may re- 
place 1/Ay, by z,. For example, in (A7.8), we get 


Ve = (% + Zit Zi - 2Z;) (A711) 


The modification considered is an important part of the Z-building technique 
discussed in Section 9.5. Another important modification used in the Z-building 
technique consists of adding a node to the given network by attaching only one side 
of a branch. The other side (the dangling side) defines a new node. We wish now to 
consider how this modification changes Z,,,,. Assuming that Z,,. is anz X r matrix, 
let the new node be numbered + 1. Assume that the branch has admittance y, and 
impedance z, = 1/y,. 

If the new branch is connected to the reference node, we have by the rules for 


forming Ys; 
a Yous 0 
bus o7 Ya 


m 
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and it immediately follows that 


F Lins 0 
bus 7 7 | (A7.12) 


The correctness of the result can be checked by matrix multiplication. 
If, instead, the new branch is connected to the ith node fi.e., we have a connec- 
tion between the ith node and the (r + 1)st node], then 


n Yn 0 
bus = i | + yota 


(A7.13) 
where a, has the following nonzero entries: 1 in the ith row and —1 in the (r + 1)st 
row. This looks similar to the case treated earlier, with one exception; the foregoing 
matrix, involving Y,,,, does not have an inverse, so we cannot use the inversion for- 
mula directly. The problem can be bypassed in typical engineering fashion by re- 
placing the zero in the z + 1,r + 1 place by an admittance of e (with the intention 
of letting e +0 later), Thus instead of (A7.13), consider 


Yous 0 
ws = | gh | + Yael (A714) 
with inverse now given by the inversion formula. 
Lous 0 
Zins 0 1 H eb,bf (A7.15) 
rT al 
where 
0| p 
: K 
1 
Zous 0 0 Z; 
b, = 0, 1 A i =k 
€ € 
0 
-1 
and 


Ye = (25 + alba)! 


1 =] 
= (z + Zi + r) 
€ 
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Z; is the ith column of Z,,,, and Z;is its iith element. Substituting these results in 
(A7. 15), we get 


-Z 
T i 
PRA yy; 0 1 LZ; TEI 
w 0° t Zp + Zi t 1/e -Zl 1 
z geet ee 

Le è (A7.16) 

Zas 0 i fag -2, 

j 0 a e(z + Z) +1) -z t 
€ € 


Now as we let s > 0, we get 


bus = Ee G z 2 (A7.17) 
It is a simple matter to border Z,,, as shown in (A7.17). 

Given a network whose impedance matrix is sought, we may start with a very 
simple version of the network whose impedance matrix may easily be determined 
(by inspection) and then, using (A7.12), (A7.17), and (A7.4), determine the new im- 
pedance matrices that accompany the adding of nodes and branches until the given 


network is “built.” This technique, called Z building, is discussed in Section 9.5. 


APPENDIX 8: DATA FOR TRANSMISSION-LINE PARAMETERS 


TABLE A8.1: SARE ALUMINUM: CONDUCTORS, STEEL: REINFORCED NACSA = 


ELECTRICAL, PROPERTIES OF MULTILAYER: SIZES. 


Resistance Phase-to-Neutral, 
60 Hz Reactance 
: ac-60 Hz at One ft Spacing 
Number de 
of 20°C | 25°C | 50°C | 75°C Inductive | Capacitive 
Code Size | Stranding | Aluminum | (Ohms/ | (Ohms/| (Ohms/ | (Ohms/ | GMR | Ohms/ | Megohm-Miles 
Word | (kemil) | ,AL/St. Layers | Mile) | Mile) | Mile) | Mile) | (ft) | Mile x, X; 
Waxwing | 266.8 18/1 2 0.3398 | 0.347 | 0382 į 0416 | 0.0197 | 0477 0.109 
(Fanti 266.8 26/7 2 0.3364 | 0.344 | 0.377 | 0411 | 0.0217 | 0.465 0.107 
Ostrich | 300. 26/7 2 0.2993 | 0.306 | 0336 | 0.366 | 0.0230 | 0.458 0.106 
Merlin 336.4 18/1 2 0.2693 | 0.276 | 0303 | 0.330 | 0.0221 0.463 0.106 
Linnet 336.4 26/7 2 0.2671 | 0.273 | 0.300 | 0.327 | 0.0244 | 0.451 0.104 
Oriole 336.4 30/7 2 0.2650 | 0.271 | 0.297 | 0.324 | 0.0255 | 0.445 0.103 
Chickadee | 397.5 18/1 2 0.2279 | 0.234 | 0.257 | 0.279 | 0.0240 | 0.452 0.103 
Ibis 397.5 26/7 2 0.2260 | 0.231 | 0.254 | 0.277 | 0.0265 0.441 0.102 
Lark 397.5 30/7 2 0.2243 | 0.229 | 0.252 | 0.274 | 0.0277 | 0.435 0.101 
Pelican |477 18/1 2 0.1899 | 0.195 | 0.214 | 0.233 | 0.0263 | 0.441 0.100 
(continued) 
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TABLE A8.1.. BARE ALUMINUM CONDUCTORS, STEEL REINFORCED (ACSP) TABLE A8.1. BARE ALUMINUM CONDUCTORS, STEEL REINFORCED ( D (ACSA) 


ELECTRICAL PROPERTIES OF MULTILAYER SIZES {Cont'd} 


ELECTRICAL PROPERTIES OF MULTILAYER SIZES” (Cont'd 


Resistance Phase-to-Neutral, Resistance Phase-to-Neutrai, 
60 Hz Reactance : 60 Hz 60 Hz Reactance 
at One ft Spacing Numb d ae at One ft Spacing 
| 
Number jde | ie we | ae | sore | a Inductive | Capaciti 
of 20C | 25°C | 50°C | 75°C Inductive | Capacitive z ; ; apacitive 
Code | Size | Stranding | Aluminum |(Ohms/ | (Ohms/ | (Ohms/ | (Ohms! | GMR | Ohms! | Megohm-Miles | re ae Se eo id R (oa a pn Ohms/ Megohm-Miles 
Word | (kemi)! Al/St. | Layers | Mile) | Mile) | Mile) | Mile) | (ft) | Miex, X, JSt. | Layers j Mile) | Mile) | Mile) | Mile) | (&) | Mile X, X; 
Ficker | 477 2417 2 ago | 0394 | 213 | 0232 | 00083 | 0.432 0.0992 | Bitten | 1272 45/7 3 0.07146 | 0.0759 | 0.0828 | 0.0898 | 0.0445 | 0.378 0.0855 
licke ! Pheasant | 1272 54/19 3 0.07122 | 0.0751 | 0.0820 | 0.0890 | 0.0466 | 0.372 0.0847 
Hawk) |47 26/7 2 0.1883 | 0.193 | 0.212 | 0.231 | 0.0290 | 0430 0.0988 : 
Haws | Dipper | 13515 | 45/7 3 0.06724 | 0.0717 | 0.0783 | 0.0848 | 0.0459 | 0.374 0.0846 
{Hen 477 30/7 2 0.1869 | 0.191 | 0210 | 0.229 | 0.0304 | 0.424 0.0980 $ 
o o 556.5 18/1 3 01629 | oleg loisa | 0200 |oo | 0432 0.0981 Martin | 13515 | 54/19 3 0.06706 | 0.0710 | 0.0775 | 0.0840 | 0.0480 | 0.368 0.0838 
; asics si ; . . ; - i 1o NAR Bobolink | 1431 45/7 3 0.06352 | 0.0681 | 0.0742 | 0.0804 | 0.0472 | 0371 0.0837 
: arakee . . í à Plover | 1431 54/19 3 0.06332 | 0.0673 | 0.0734 | 0.0796 | 0.0495 | 0.365 0.0829 


2 . 
j | Dove. Nuthatch | 1510.5 45/7 3 0.06017 | 0.0649 | 0.0706 | 0.0765 | 0.0485 | 0.367 0.0829 
| Eagle oe 7 : Ao na i ie Wn g Parot | 1510.5 | S419 3 | 9.06003 | oo6at | 0.0699 | 0.0757 | 0.0508 | 0.362 0.0821 
; Peacock r r | Lapwing | 1590 45/7 3 0.05714 } 0.0620 | 0.0674 | 0.0729 | 0.0498 0.364 0.0822 
| Squab 605 26/7 2 0.1485 | 0.153 | 0.167 | 0.182 0.415 0,0953 : 
i 605 30/19 2 01475 | 0151 | 0.166 | 0181 0410 0.0944 Falcon 1590 54/19 3 0.05699 | 0.0611 | 0.0666 | 0.0721 | 0.0521 0.358 0.0814 
i Teal ' : Chukar 1790 84/19 4 0.05119 | 0.0561 | 0.0609 | 0.0658 | 0.0534 0.355 0.0803 
; an 
Kingbird | 636 18/1 2 0.1420 | 0.147 | 0.162 | 0.175 j 0.0301 0.425 0.0951 l Mocking- 
l an : ia wi 2 n ue Re a He Ur tae bird | 20345 | 727 4 | 0.04488! 0.0507 | 0.0549 | oso | 0.0553 | 0348 | 0.0788 
4 Gros ea p i P hae “ae Wied 0176 6.0300 042 6 0.09 64 Bluebird | 2156 84/19 4 0.04229 | 0.0477 | 0.0516 | 0.0555 | 0.0588 0.344 0.0775 
H Swift si RE 3 nica nie 0158 oun 0.0351 0: 6 0. 0937 Kiwi 2167 TAIT 4 0.04228 | 0.0484 | 0.0522 | 0.0562 | 0.0570 0.348 0.0779 
i Egret ‘ s : ` : : : Thrasher | 2312 76/19 4 0.03960 | 0.0454 | 0.0486 | 0.0528 | 0.0600 | 0,343 0.0767 
ip J 2515 7 
Fiamingo | 6666 | 247 2 fons | 0139 | 0.153 } 0166 | 00335 | oaz | — 0.0943 gE |e ue 4 | 0.03643 | 0.0428 | 0.0459 | 0049t | 00621 | 0338 | 00756 
: 54/7 0.1248 | 0. .14 0.153 | 0.0372 0.399 0.0920 f J 
AN i ; 26/7 i 0.1254 i : 0.154 1 0.0355 0.405 0.0928 1. Direct current (dc) resistance is based on 16.946 ohm-cmil/ft (61.2% IACS) at 20°C for nominal aluminum area of the con- 
Redwing | 715.5 30/19 2 a128 | 0.128 | oi | 0.153 | 00372 | 039 0.0920 a and 129,64 ohm-cmil/ft. (8% LACS) at 20°C for the nominal steel area, with standard increments for stranding. ASTM 
Coot 195 36/1 3 0.1146 | 0.119 | 0.130 | 0.142 | 0.0335 0.412 0.0932 2 Alternating current (ac) resistance is based on the resistance corrected for temperature using 0.00404 as temperature coeffi- 
Cuckoo 795 f 24/7 2 0.1135 | 0.118 | 0.128 | 0.140 | 0.0361 0.403 0.0917 i cient of resistivity per degree C for aluminum and 0.0029 per degree C for steel, and for skin effect. 
DRD 75 26/7 2 0.1129 | 0.117 | 0.128 | 0.139 | 0.0375 | 0399 0.0912 3. The effective ac resistance of three-layer ACSR increases with current density due to core magnetization. 
‘Mallard | 795 mes : Sire o a ra T a ia 4, For ampacity ratings of bare conductors, see Figures 3.13 and 3.14. in Aluminum Electrical Conductor Handbook. 
Tern 795 114 119 | OL Bt . 406 « . é = . vr : ae . 
Condor 1795 san 3 ais | oat7 | 0229 | 0240 | 0.0368 0401 0.0917 5. Data by permission from Aluminum Association, Aluminum Electrical Conductor Handbook, 3rd ed., Washington, DC, 1989. 
Crane 874.5 54/7 3 0.1030 | 0.107 | 0.117 | 0.127 | 0.0387 0.395 0.0902 
Ruddy 900 45/7 3 0.1008 | 0.106 | 0.115 | 0.125 | 0.0374 | 0.399 0.0907 
Canary 900 54/7 3 0.1002 | 0.104 | 0.114 | 0.124 | 0.0392 0.393 0.0898 
Comcrake | 954 20/7 2 0.0950 | 0.099 | 0.109 | 0.118 | 0.0378 0.396 0.0898 
Rail 954 45/7 3 0.09526} 0.0994 | 0.109 | 0.118 | 0.0385 | 0.395 0.0897 
Towhee | 954 48/7 3 0.0950 | 0.099 | 0.108 | 0.118 | 0.0391 0.393 0.0896 
Redbird | 954 24/7 2 0.0945 į 0.098 | 0.108 | 0.117 | 0.0396 0.392 0.0890 
954 54/1 3 0.09452 | 0.0983 | 0.108 | 0.117 | 0.0404 | 0.389 0.0890 
Ortolan | 1033.5 4517 3 0.08798 | 0.0922 | 0.101 | 0.110 | 0.0401 0.390 0.0886 
Curlew 1033.5 54/7 3 0.08728 | 0.0910 | 0.0996 | 0.108 | 0.0420 0.385 0.0878 
Bluejay 14113 45/7 3 0.08161 | 0.0859 | 0.0939 | 0.102 | 0.0416 0.386 0.0874 
Finch 1113 54/19 3 0.08138 | 0.0852 | 0.0931 | 0.101 | 0.0436 0.380 0.0867 
Bunting | 1192.5 45/7 3 0.07619} 0.0805 į 0.0880 | 0.0954 | 0.0431 0.382 0.0864 
Grackle | 11925 | 54/19 3 0.07600} 0.0798 | 0.0872 | 0.0947 | 0.0451 0,376 0.0856 
pD S S E O S S O O 


(continued) 


TABLE A8.2 INDUCTIVE REACTANCE SPACING FACTOR XA AT 60 HZ 


{OHMS PER MILE PER CONDUCTOR] 


Separation 


Inches 


0 
0.0841 
0.1333 
0.1682 
0.1953 
0.2174 
0.2361 
0.2523 
0.2666 
0.2794 
0.2910 
0.3015 
0.3112 
14 | 0.3202 
15 | 0.3286 
16 | 0.3364 
17 | 0.3438 
18 | 0.3507 
19 | 0.3573 
20 | 0.3635 
21 | 0.3694 
22 | 0.3751 
23 | 0.3805 
24 | 0.3856 
25 | 0.3906 
26 | 0.3953 
27 | 0.3999 
28 | 0.4043 
29 | 0.4086 
30 | 0.4127 
31. | 0.4167 
32 | 0.4205 
33 | 0.4243 
34 | 0.4279 
35 | 0.4314 
36 | 0.4348 
37. 1 0.4382 
38 | 0.4414 
39 | 0.4445 
40 | 0.4476 
41 | 0.4506 
42 | 0.4535 
43 | 0.4564 
44 | 0.4592 
45 | 0.4619 
46 | 0.4646 
47 | 0.4672 
48 | 0.4697 
49 | 0.4722 


0,0097 
0.0891 
0.1366 
0.1707 
0.1973 
0.2191 
0.2376 


0.0187 
0.0938 
0.1399 
0.1732 
0.1993 
0.2207 
0.2390 


0.0271 
0.0984 
0.1430 
0.1756 
0.2012 
0.2224 
0.2404 


Yaa- pi pja jad 
ONE OVaaIRnUNUkhonree 


. | -0.3015 | ~0.2174 | -0.1682 | -0.1333 | -0.1062 
0.0349 
0.1028 
0.1461 
0.1779 
0.2031 
0.2240 
0.2418 


—0.0841 | —0.0654 | -0.0492 | —0.0349 | —0.0221 | —0.0106 
0.0558 0.0679 | 0.0735 
0.1152 0.1227} 0.1264 
0.1549 0.1604 | 0.1631 
0.1847 0.1891 | 0.1912 
0.2087 0.2123 | 0.2140 
0.2287 0.2317 | 0.2332 
0.2458 0.2485 | 0.2498 


At 60 Hz, in 0/mi per conductor 
Xa = 0.2794 log d 
d = separation, ft 
For three-phase lines 
d= Da 


Note: For 8-49 feet use interpolation 
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ADDERALL U W U W U U U WAYN Y N N oti 
BSBSFRESSFSSLSARRROVESBSSNYRAESORRSSRRATDEBDHDESocMmraneauneso 


49 


Separation 


2 


~0.0532 
0.0046 
0.0229 
0.0342 
0.0423 
0.0487 
0.0540 
0.0584 


3 


-0.0411 
0.0066 
0.0241 
0.0350 
0.0429 
0.0492 
0.0544 
0.0588 


4 5 6 7 8 


—0.0326 | -0.0260 | -0.0206 | --0.0160 | -0.0120 
0.0103 0.0152 
0.0262 0.0291 
0.0365 0.0385 
0.0441 0.0457 
0.0501 0.0515 
0.0552 0.0563 
0.0594 0.0604 


At 60 Hz, in MQ-mi per conductor 
Xa = 0.06831 log d 
d = separation, ft 
For three-phase lines 
d = Da 


Note: For 8-49 feet use interpolation 


9 


~0,0085 
0.0166 
0.0300 
0,0392 
0.0462 
0.0519 
0.0567 
0.0608 


10 


—0.0054 
0.0180 
0.0309 
0.0399 
0.0467 
0.0523 
0.0570 
0.0611 


il 
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A 


ABCD constants, 98, 130-31, 155-56 

Acceleration and deceleration areas, 54446 

Acceleration factors, 337 

Active power (see Power) 

Admittance matrices (see Bus admittance matrices) 

Alternative and other energy sources, 12~13 

Analog to digital conversion, 523 

Ancillary services, 21 

Ancillary services company (ANCILCO), 19 

Alternator (see Synchronous machines) 

Apparent power (see Power) 

Area control error (ACE), 376,396-400 

Area frequency characteristic, 395 

Armature reaction, 189,193-96,199 

Attenuation constant (a), 97 

Auction market, 430 

Automatic generation control (AGC), 375 

Automatic load-frequency control (see Power control 
system) 

Automatic reclosing of circuit breakers, 530, 

Autotransformers, 175-77 

Automatic voltage regulator (AVR) (see Voltage 
control system) 

Available transmission capability (ATC), 433-35 

Average power (see Power) 


B 


Back substitution, 304, 307 
Backup protection, 498, 501-04 
Balanced three phase, 35-43 
Balanced three-phase theorem, 43 
Base values in per unit system (see Per unit system) 
Blackout, 529 
Breaker (see Circuit breakers) 
Bundled conductors: 
capacitance of, 80, 86 
inductance of, 64-67, 85 


Index 


Bus: 
definition, 14 
generator bus, 327 
slack or swing bus, 327 
voltage control bus, 327 
infinite bus, 208 
load bus, 327 
Bus admittance matrices, 294-303 
writing by inspection, 295 
Bus impedance matrices, 311,317 
modification of, 601-05 
Z-building algorithm, 312-17 


Cc 


Capacitance (per phase) of three-phase lines: 
with equilateral spacing, 79-80 
with bundling and transposition, 80, 86 
Capacitors as sources of reactive power, 32 
Capacity benefit margin (CBM), 435 
Center of angle, 557 
Characteristic or surge impedence (Z,), 92, 96, 100 
Circle diagram (see Power circle diagram) 
Circuit breakers. 14, 495-97, 519-20, 529 
Classical model (see Synchronous machines) 
Coal-fired power plant, 5-9 
Cogeneration, 9 
Coherency, 390, 556 
Complex power (see Power) 
Computer relaying, (see Relaying) 
Conservation of complex power, 30-35 
Control: 
of P and Q over transmission lines, 106-07, 173-75, 
356, 360-63 
of generator active power (see Power control 
system) 
of generator reactive power, 211-12 
of generator voltage (see Voltage control system) 
Control area, 395, 432-33 
Control valve, 6,377 
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Convergence, rate of, 336-39 
Coordinated time delay, 498-99 
Critical clearing angle (dpc), 547-48 
Critical clearing time (Tritical)» 530, 547-48 
Current transformers (CTs), (see Transformers) 


Cylindrical rotor, 188 


D 


Damping: 
generator natural damping, 267-69 


torque, 565 
aise control system, effect on damping, 287-91 
Dc (or offset or unidirectional) current, 243, 244-45, 


482 

ecoupled power flow, 136-37, 139 

Rate TAN transformer bank, 136-37, 139, 
144-45 ; 
per-phase equivalent circuit, 145 
impedance diagram, 160 
Delta-wye (A-Y) transformer bank, 136-37, 139, 
145-46 

impedance diagram. 160 _ 
per-phase equivalent circuit, 146 
protection of, 517-518 
Delta-wye load transformation, 40-41 
Demand side management (DSM), 18 
Deregulation and electric power industry, 18-21 
Direct axis: 

geometric significance, 199 

reactance, 201, 255 

subtransient reactance, 245 

transient reactance, 242 
Discrete Fourier transform, 523, 524 
Distance relay (see Relays) 
Distribution company (DISTCO),19 
Distribution system (see Transmission and Distribution) 
Double line-to-ground (DLG) fault, 457-58 
Droop characteristic, 382-83, 393-94 (see also 

Regulation) 

Dynamic stability, 291 


E 


Economic dispatch: 
classical economic dispatch, 405-18 
general problem formulation, 403-05 
incremental (fuel) cost, (IC), 406 
Lagrange multipliers, use of, 409-10, 417 
optimal dispatch rules: 
lossless cases, 406-07, 412 
lossy cases, 418 
order of merit dispatch, 415 
penalty factors, 417 
calculation using power flow program, 421-26 
Effective phasor representation, 23 
Electric energy sources, 1-13 


* Index 


Energy services company (ESCO), 19 

Equal area method, 544-49 

Equal-area stability criterion, 544 

Exempt wholesale generator (EWG), 18 
Excitation system (see Voltage control system 


F 


Factorization (see Triangular factorization) 
Fast decoupled power flow, 354 
Fault: 
double oe. 457-59 
eneral procedure, 
AGOR of basic analysis method, 451-55 
line-to-line (LL), 459-60 
matrix methods, 482-86 a 
simplifying assumptions, 477- 
eel (SLG), 485-57 
symmetrical components, 446-50 
three-phase, vi 
types of, 445-4 
ue of ee networks, 455-61, 475-77 
Fault, sequence of events, 529-30 
Faults, effect on transient stability, 553-54 
Federal energy regulatory commission (FERC), 18 
Field, synchronous machine, 188 
Filters, sequence, 520-21 
Fills or fill-ins, 366 
First swing stability, 549 
Flat voltage profile, 478, 501 
Flux in single-phase transformer, 128 
Flux linkages: 
of one straight wire alone, 57-60 
of one straight as many, 60-63 
of simple coil, 55-5 
Flux inkages in single-phase transformers, 131-32 
Flux linkages of stator coil, 196-97, 200 
Flux wave in synchronous machines: 
air gap, 196 r, 
ah oe reaction, 196, 199 # 
due to field current alone. 189 
seen from synchronously rotating reference frame, 
195 
Forward contract, 431 
Forward substitution, 304, 307 
Fossil-fuel plant (see Coal-fired plant) 
Fourier transform, 524 
Frequency bias parameters or settings, 396 
Fuel cost curve, 401-02 
Futures contract, 431 


G 


Gain, loop (K), 586 

Gaussian elimination, 303 
Gaussian surface, 54, 75, 190 
Gauss-Seidel iteration, 330-33, 337 


Index 


Generation company (GENCO), 18-19 
Generator (see Synchronous machine) 
Generator bus, 327 

Geometric mean distance (GMD), 65 

Geometric mean radius (GMR), 65 

GMR of stranded conductors 605-07 

Governor (see Speed governor) i 

Ground versus phase relay connections, 512 
e impedance (Z,), 451, 453, 456, 457, 460, 


H 


Heat-rate curve, 401-02 

H constant (see Inertia constant) 
Hydraulic servomotor, 377-78 
Hydroelectric power plant, 11-12 


Ideal transformer (see Transformers) 
Imaginary power (see Power) 
Impedance: 
base (see Per-unit normalization) 
characteristic, 92, 96, 100 
generator, line, transformer impedances (see 
Reactances) 
load, 28-29 
modified by transformers, 130-31 
three-phase transmission line with ground return, 
71-73 
sequence impedances (see Fault: use of sequence 
networks) 
Impedance diagrams, 160, 164-70 
Impedance matrices (see Bus impedance matrices) 
Impedance relay, 508-10 
Incident and reflected waves, 97 
Incremental (fuel) cost, 406 
Independent contract administrator (ICA), 19 
Independent system operator, (ISO), 19 
Inductance (per phase) of three-phase line: 
with bundling and transposition, 64-71, 85-86 
with equilateral spacing, 63 
Induction disk relay, 499-500 
Inductive reactance at 1 ft spacing, 82 
Inductive reactance spacing factor, 82,608 
Inertia constant (H), 534 
Infinite bus, 208 
Input-output curve, 402 
Instantaneous power (see Power) 
Integrated. resource planning (IRP), 18 
Inverse discrete Fourier transform, 524 
Inverse elements of Y pus, 317 


J 


Jacobian matrix, 340 


615 


K 


Kinetic energy: 
of coupled turbine-generator rotors, 533 
spring-mass analogy used in equal area criterion, 
539 


Kron reduction, 309-11, 568 


L 


Lagrange multipliers, use of, 409-10, 417-18, 584-86 
Liapunov function, 563 
Lightning stroke, transient due to, 528 
Line (see Transmission lines) 
Linearization of equations, 339-40, 266-67, 286-87, 
379-80 
Line loss function (P,), 416 
Line-to-line fault (see Fault) 
Linked list, 364 
Load: 
bus, 327 
flow (see Power flow) 
frequency dependence, 389 
impedance, 28-29, 164-70, 565 
in transmission and distribution, 14 
serving entity (LSE), 432 
Long line equations, 90-92 
Loop gain (K), 586 
Lower triangular factors, 303 
LU factorization (see Triangular factorization) 


M 


Machine reference frame, 253 

Magnetizing current (see Transformers) 
Matrix inversion formula, 599-600 

Matrix reduction, 178, 309-11,568 
Maximum deceleration area, 544 
Medium-length line, 102 
Microprocessor-based relays (see Relays) 
Minimum performance criteria, 376, 397-98 
Mismatch in power flow calculation, 344-45 
Modified impedance relay, 512-14 

Moment of inertia (/), 533 

Multimachine stability studies, 563-69 


N 


National energy policy act (NEPA), 18 

Natural damping, of generators, 267-68 

Natural frequencies, 537 

Negative feedback root locus, 586-93 

Negative sequence reactances of generators, 467, 
593-97 

Negative sequence variables (see Symmetrical 
components) 
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Newton-Raphson iteration, 339-52 
Nonsymmetrical fault (see Fault) 
Normalization (see Per-unit normalization) 
Normal system, 150-57 
definition, 154 
North American electric reliability council (NERC), 
20, 376, 432, 563 
Notice of proposed rulemaking (NOPR), 18-19 
Nuclear power plant, 10-11 
Nyquist sampling frequency, 523 


0 


One-line diagram, 13, 15, 16-17, 33, 164, 298,324 
One-machine connected to infinite bus: 

model of linearized system, 265-69 

power control system added, 384-85 

voltage control system added, 284-92 
Operating point (or condition), 266 
Optimal dispatch (see Economic dispatch) 
Option contract, 431 
Overcurrent relay, 496, 499-500 


p 


Park’s transformation, 226-27 
Park’s equations, 229-31 
Penalty factor, 417 
Permeability of free space, (m), 58 
Permittivity of free space, (&), 76 
Per-phase analysis, 43-46, 142 
Per-unit analysis of normal systems, 164-70 
Per-unit normalization, 157-70 
advantages of, 170 
change of base, 163 
definition of, 157 
impedance diagram of transformer, 160 
use of three-phase quantities, 160-63 
Per-unit reactances of synchronous machines, table 
of, 201, 468 
Per-unit system (see per-unit normalization) 
Phase constant (b), 97 
Phase plane trajectory, 541 
Phase sequence, 36 
Phasor representation, 22-23 
T]-equivalent circuit, 99-101 
Planning market, 431 
Pointer, 364 
Pool operation, 395 
Positive feedback root locus, 591-93 
Positive sequence reactances of generators, 466-67 
Positive sequence variables (see Symmetrical 
components) 
Potential transformer, PT’s (see Transformers) 
Power: 
active, 28 
apparent, 28 
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Power (cont'd) 


average, 25,28 
complex, 26, 28 
control of power fiow by transformers, 170-75, 
360-63 
decoupling of active and reactive flow, 356, 360 
flow down a short transmission line, 103-111 
imaginary (see Power, reactive) 
instantaneous, 24, 26-27 
reactive, 25-28 
real, 28 
single phase, 23-30 
supplied by generator, 209 
in terms of symmetrical components, 462-63 
in three-phase circuits, 35, 46-47 
Power angle, 104, 198 
Power-angle curve, 207 
Power circle diagram, 103-07, 112-13 
Power control system: 
multigenerator system, 388-400 
area control error (ACE), 395-400 
area frequency response characteristic (AFRC), 395 | 
pool operation, 395, 430 i 
tie-line bias control, 396-97 
two-area system, 391-94 
single turbine generator model, 377-88 
speed governor model, 377-84 
stability, 385-87 
static performance, 382-83 
Power exchange, 19 
Power factor, 25 
Power flow: 
control of, 103-07, 356 
discussion of problem, 327-30 
equations, 325-26, 341 
solution by: 
decoupled power flow, 352-54 
fast decoupled power flow, 354 
Gauss-Seidel iteration, 330-33, 337 
Newton-Raphson iteration, 339-52 


Power system stabilizer (PSS}#90-92 


Power wheeling, 430 

Propagation constant (g), 91, 97 

Price discovery, 432 

Primitive admittance, 295 

Primitive impedance, 295 

Protection (see also Relays) 
backup, 498 
of buses, 518-19 ! 
of generators, 514-16 | 
of radial lines, 497-504 | 
of transformers, 516-18 ; 
of transmission lines, 519 
overlapping zones, 519-20 
zones, 508-09 

Protective relays (see Relays) 

Pseudo steady state analysis, 254, 528, 564 

Pumped storage, 11 
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Quadrature axis, 199 

Quadrature axis Teactance, 201, 255 

Quantization, 523 . 

Quasi steady state analysis (see Pseudo steady state 
analysis) 


R 


Reactances: 
of synchronous machines: 
direct-axis (synchronous), 201, 255 
direct-axis transient, 242 
direct-axis subtransient, 245 
negative sequence, 467 
Positive sequence, 466-67 
quadrature-axis, 201, 255 
table of, 201, 468 
zero sequence. 468 
of transformers: 
leakage, 133 
magnetizing, 133 
negative sequence, 469-71 
positive sequence, 469-7] 
Zero sequence, 472 
of transmission lines: 
from tables, 81-83 
including ground return, 71-73 
negative sequence, 474 
positive sequence, 474 
Zero sequence, 473-74 
Reactive power (see Power) 
Real power (see Power) 
Reclosure time (7), 530 
Reference bus (see Slack bus) 
Regional transmission group (RTG), 19 
Regulating transformers (see Transformers) 
Regulation: 
speed, 383 
voltage, 281-84 
Relays (see also Protection) 
balanced beam, 511 
coordination of, 498 
computer, 522-25 
differential, 514-16 
directional, 504-08 
distance, 508-12 
electromagnetic, 496, 581-84 
impedance, 508-12 
induction disk, 499-500 
mho, 513 
microprocessor, 522 
modified impedance, 512-14 
overcurrent, 496, 498-500 
percent differential, 515 
ratio, 508-11 
reach of, 510 
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Relays (cont'd) 
time delay characteristic, 500 
Reluctance, 57, 218-21, 580-81 
Root locus method, 586-93 
Root-mean-square (rms) value, 25 
Rotating reference frame (see Synchronously rotating 
reference frame) 
Rotor angle: 
actual, 188, 189-90, 22 
telative to synchronously rotating reference frame, 
195, 535 
Rotor angle transient, 536, 549, 573-74 
Round rotor, 188 


S 


Salient poles, 11, 189 
Second method of Liapunoy, 563 
Sequence impedances (see Reactances) 
Sequence networks (see Fault) 
Short circuit (see Fault) 
Short transmission line, 102-03 
power flow down, 103-11 
Simplified circuit diagram, 157 
Single-line diagram (see One-line diagram) 
Single line-to ground fault (see Fault) 
Single-phase power, 23-30 
Slack or swing bus, 327-28 
Sources of electricity, 1-13 
Sparse matrix, 311, 346, 364 
Speeder motor or speed changer, 379, 383 
Speed governor, 377-80 
Speed voltage (vs. “transformer voltage”), 216, 230 
Spot market, 431 
Stability: 
conservative (steady state) limit, 114-16 
dynamic, 291 
effect of power system stabilizer, 290-92 
effect of voltage control system, 286-89 
first swing, 549 
transient, 528-29, 562-63, 563-74 
ultimate (steady state) limit, 105 
Stabilizer, power system, 290-92 
Stiffness coefficients (see Synchronizing power 
coefficients) 
Storage requirements, 364-65 
Subtransient component, 245-48 
Surge impedance, 96 
Surge impedance loading (SIL), 85, 96, 114-15 
Swing curves, 535-36, 549, 573-74 
Swing equation, 534, 539 
Swing or slack bus, 327-328 
Symmetrical components: 
definition of, 446-47 
examples illustrating, 448-50 
power in terms of, 462-63 
transformation matrix, 447 
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Symmetrical three-phase network, 35 (see also 
Balanced three phase) 
Synchronism, loss of, 106, 549, 564 
Synchronizing power coefficients, 389, 536 
Synchronous condenser, 211 
Synchronously rotating (or synchronous) reference 
frame, 195, 535 
Synchronous machines: 
armature reaction, 189, 193-96, 199 
buildup of voltage in, 236-38 
circuit model, 232-34 
description of, 187-89, 221-22 
electrical differential equations. 231, 233 
mechanical differential equations, 232 
nonsynchronous operation, 248-50 
one machine connected to infinite bus, 208, 265-69 
open-circuit voltage, 190-92, 236-38, 260-61 
power formulas, 205-07 
pullout power, 207 
reactances, 201, 468 
round rotor (steady-state) model, 197 
salient pole (steady-state) model, 201 
short-circuit transient in, 238-48, 261-62 
simplified dynamic model, 256-60 
synchronizing to infinite bus, 208-10 
two-reaction (steady state) model, 201, 255-56 
System protection (see Protection) 


T 


Thermal limitations (see Transmission lines) 
Three-phase circuits: 

power in, 35, 46-47 

balanced, 35-38 

voltage and current in balanced, 43 
Tie-line bias control, 400 
Time delay, coordination, 498-99, 501 
Torque angle (see Power angle) 
Total transfer capability (TTC), 434-35 
Transfer function, 586 
Transformers: 

Auto, 175-77 

circulating current, 152-54 

complex ideal, 141-42 

connection induced phase shift and voltage gain 

146-47 

core losses, 132 

delta-delta connection, 139, 144-45 

delta-wye connection, 139, 145-46 

description of, 127-28, 136-39 

ideal, 129-30 

impedance diagram for, 160 

impedance transformation in, 130-31, 141 

leakage reactance of, 133 

magnetizing current in, 132 

open-circuit test, 134-35 

protection of, 516-18 
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Transformers (cont'd) 

regulating, 127, 170-75, 360-63 

short-circuit test 134-35 

simplified per phase diagram, 157 

wye-delta connection, 139, 146-51 

wye-wye-connection, 139, 143 

zero sequence equivalent circuits, 432 
Transient reactance (see Direct axis, reactance) 
Transient stability, 528-29, 562-63, 563-74 
Transmission and distribution system, 13-17 
Transmission company (TRANSCO), 19 
Transmission lines: 

bundled conductors, 64-67 

capacitance of, 76-79, 86 

inductance of, 60-75, 85 

long-line mode1, 90-93, 99-101 

medium-length line model, 101-02 

short-line model, 102-03 

stability limit, 114-16 

surge impedance loading (SIL), 85, 96, 114-15 

table of typical data for high voltage lines, 85 

tables of conductor parameters, 605-611 

thermal limitations. 113-14 

transposition of lines, 67-70 
Transmission matrix, 98-99 
Transmission reliability margin (TRM), 435 
Triangular factorization, 303-07 
Turbine-generator operation, 6-9 
Turbine-generator model, 385-86 
Two-reaction theory (see Synchronous machines) 


U 


Upper triangular factors, 303 
Ultimate (steady state) stability, 105 
Unidirectional component (see De current) 
Uniform damping, 554 
Unsymmetrical fault (see Fault) 
P 
y # 
Valence of nodes, 366 
Voltage: 
collapse, 111 
control bus, 327 
effect of capacitors on, 108-09, 111 
generator internal (source) voltage: 
proportional to field current, 191, 197, 257 
proportional to field flux linkages, 258 
line-to-line related to line-neutral, 41-42 
Voltage control system: 
excitation system, 273-77 
generator damping: 
effect of power system stabilizer, 290-92 
effect of voltage control system, 286-89 
generator models, 361-63 
stability of isolated system, 277-79 
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Voltage control system (cont'd) 
stability of one machine connected to infinite 
bus, 284-89 : 
Static performance, 281-84 

Voltage regulation, 281-84 


Ww 


Wave, incident and reflected, 97-98 

Wave, rotating flux, 195-96 . 

Wye-delta (Y-A) transformer bank, 136, 139, 146-51 
impedance diagram, 160 
per-phase equivalent circuit, 146 

Wye-wye (Y-Y) transformer bank, 136, 139, 143 
impedance diagram, 133 
per-phase equivalent circuit, 143 
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Y 


Yu; (see Bus admittance matrices) 


Z 


Zous (see Bus impedance matrices) 
Zero-sequence reactance: 
of generator, 468, 597-99 
of transmission line, 473 
Zero-sequence networks: 
of delta and wye-connected loads, 463-66 
of transformer banks, 472 
Zones of protection, 508-09, 519-20 


